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| VARIABLE SPEED 


ILE.E. PROCEEDINGS, PART A—ADVERTISEMENTS 


DRIVES BY L.S.E. 


An increasing proportion of modern production machines and processes 
require efficient control of speed to ensure maximum quantity and 


L.S.E., who have been serving industrial users of electric power for 


quality of production or to make new manufacturing techniques possible. 
| 


seventy years, can offer in most instances the correct type of motor or 


machines: 


gine N-S VARIABLE SPEED A.C. MOTOR 


The N-S motor provides stepless speed adjustment 
within the desired range. Control may be direct 
by hand, from remote push-buttons, or automatic. 

Automatic systems may be employed to maintain 
} he speed constant or to vary it in accordance with 

4 tension, thickness, or other measure of the product, 
isliquid level or velocity of gas flow, speed of another 

emachine, etc. The N-S motor is made in sizes up to 
jabout 1 500 h.p., in various enclosures. 


‘The ‘““SPEEDMASTER” and variable speed 
squirrel-cage motor drives 


fi 
] 
aThe “Speedmaster” is a single unit self-driven 
frequency convertor which provides a variable fre- 
»quency supply for squirrel-cage motors used as 
‘wariable speed machines where a number must be 
| 

| 


| 
| 
| 

4 
| 
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LAURENCE, SCOTT & ELECTROMOTORS 
Specialist Makers of Electric Motors Since 1883 


system for variable speed drives, 


i NORWICH MANCHESTER 


including the following standard 


operated in unison. On group drives, N-S motors 
may be employed where individual speed trimming, 
relative to the group speed, is required. 

For fixed low frequency supply (and in some 
instances for variable frequency) an alternative 
machine, the N-S Convertor, is available. This is 
used with low-speed gearless drives, for example, 
or high-speed drives which have to be run inter- 
mittently at low speeds. 


D.C. MOTORS 

Where direct current is available, the use of d.c. 
motors for variable speed drives is usually advan- 
tageous, and conversion to d.c. may sometimes be 
justified. A d.c. motor can be designed to give 
almost any required speed /torque characteristic by 
field, armature diversion and/or voltage control, 
speed ranges up to about 100 : 1 being possible. 


Fuller details of the above machines will be 
furnished on request to: 


Scott and Electromotors Ltd., 431 
Trafalgar Square, London, 


Laurence, 
Grand Buildings, 
WAG2. 


Some indication of the type of possible application 
should be given in any general enquiry, 


An N-S variable speed motor on a strip 
processing line drive. Common speed control of 
all motors on the line (including squirrel- cage 
and N-S machines) is by ‘* Speedmaster,”’ 
with individual speed trimming of the N-S 
motors. 


LTD 


LONDON & BRANCHES 
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This illustration shows SWS 
an Arrow 30 amp YZ 
Contactor ac tual size. 
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The smallest 
panel-mounting 
contactor on the market 


STRAIGHT-THROUGH WIRING 
50% saving in weight and size. 


This is a completely new, built-in, 


: : ESuCe tes itv. advanced wiring design. Installa- 
Complies with B.S.S. 775 for breaking capacity dear vclvtel ioh ores nee Wom 


Coils and contacts changed in a matter of seconds. pease is easy and 


Exceptionally low wattage consumption. C.S.A. approved. 
Conforms with American N.E.M.A. specification. 


Comprehensive spares tacilities in U.S.A. and Canada. 
Nall 


/ 
)) | 


Three sizes — 30, 50 and 100 amps. at 550 volts A/C rating. 


D/C ratings on request. 


SEND FOR NEW CATALOGUE MS.9 


ARROW ELECTRIC SWITCHES LTD - HANGER LANE - LONDON - W.5 
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At the heart of modern power stations and 


up-to-date factories you will find 


MIT GHB, BOLLERS 


giving impressively reliable service. 


High efficiency, low maintenance needs and keen prices 
ensure a steadily increasing demand sf OF: 


MITCHELL INSTALLATIONS 


in new industrial building programmes. 


Although many Mitchell 
boilers are specially designed for specific loads, 
the standard range covers all normal 


steam-producing needs. 


MITCHELL 


WRITE TO MITCHELL ENGINEERING LIMITED, I BEDFORD SQUARE, LONDON, WCI 
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NALDERS Instruments cover a wide range—Indicating and 


Recording, Switchboard and Portable. 


150 175 200 fees $0 75 100 125 150 175 200 


Vectormeters and other important specialities. 


We can meet your demands for PROMPT DELIVERY 


Also Protective Relays, 


OOVERCURRENT 
RELAY 


ee me 


% FULL LOAD 
100 125 150 175 200 


BRITISH INSTRUMENT 
INDUSTRIES EXHIBITION 
28th June-9th July STAND No. 


EARLS COURT 21 
LONDON BLOCK F 
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; & 6. 6 | A 37.5 MW, 11 kV G.E.C. 
| ® @ a 


turbo-alternator in the 


TU RPBO- ALTERNA TORS Orlando Power Station, where 


five sets of this rating are in 
| A T service. A further five 30 MW 


sets are being built. 


JOHANNESBURG 


Consulting Engineers : Merz & McLellan. 


THE GENERAL ELECTRIC CO. LTD., MAGNET HOUSE, KINGSWAY, LONDON, W.C.2 
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YBAK PLASTICS 


do what you want them to do 


VyYBAK compounds can be moulded or extruded ... VyBaK sheet can 
be sheared, embossed or punched. Heavier grades may be machined, 
welded and formed. Do you want the product to be flexible—or stay rigid ; 
stretch—or remain dimensionally stable ? There is a grade of VyBaK to 
meet almost every need. For so many jobs, large and small, no sooner 
is a question asked than an answer is found in — 


The main properties of VYBAK p.v.c. 
materials include strength, good electrical 
characteristics, and resistance to water, oil, 
chemicals, flexing and ageing. They are 


supplied as : 


° Moulding or extrusion compounds—rigid 
and flexible. 


© Pressed or calendered sheet for machining 
or forming. Rigid and flexible. 


| a a ” Vyback polyvinyl chloridelvinyl acetate 


copolymer resins. 


12-18 GROSVENOR GARDENS + LONDON - S.W.1 + TELEPHONE: SLOane 0898 


easier done 
than said 


It takes time to say ‘Jack Robinson’— much more time 


than it takes for an Igranic magnet-operated brake to 
function on the touch of a button. For the hundred- 
and-one tasks which call for safe, sure, unquestionable 
brake-operation there are Igranic Type ‘M’ Brakes 
ranging in drum size from 8 ins. to 30 ins. 

Full details of these Brakes, together with other Igranic | 
Electro-magnetic devices available on application. 


MAGNET OPERATED 


RAKES 


IGRANIC ELECTRIC CO LTD HEAD OFFICE AND WORKS BEDFORD 


EXPORT DEPARTMENT: VICTORIA STATION HOUSE 191 VICTORIA STREET LONDON SWI GRAMS: IGRANIC LONDON 
DISTRICT OFFICES: LONDON BIRMINGHAM BRISTOL CARDIFF EAST ANGLIA GLASGOW LEEDS MANCHESTER NEWCASTLE SHEFFIELD 


‘at 277 r.p.m., 
will be the most 
‘Pewerful in the world. — 


: The photograph shows 


"METROPOLITAN -VICKERS 


ITCHCRAFT 


provide the answers 


V3 SWITCHETTE 


The neck switch with cover re- We are indebted to the Director of the 


moved to show how the Burgess Grassland Research Institute, Hurley, Nr. 
Micro Switchette is operated by Maidenhead, Berks, for permission to give 
the elliptical actuator when the publicity to this valuable work for agriculture 


head is bent forwards. and the nation. 


BURGESS MICRO SWITCHES AID GRASSLAND RESEARCH 


Oo] 
{OES SPORE ESSE SERS ESE OCR SEER ees eases oeee eee 


of To obtain data on bovine reaction to various types of grazing, the Grassland Research Institute 
q at Hurley have designed and produced ingenious automatic recording equipment which is 
4) harnessed to grazing bullocks in the manner illustrated above. Certain tell-tale movements of the 
| animals are carefully recorded to provide precise data with which to build up complete diaries of 
| the day-to-day happenings in their lives. 
Burgess Micro Switchettes play important roles in this scientific investigation, three being em- 
ployed in each harness. One Micro Switchette is operated by cam action from the elliptical 
actuator resting on the bullock’s neck, the switch operating when the head is bent downwards 
during grazing. Two more Micro Switchettes are built into small pressure-plate switches situated 
| in the lower portion of the belly band and operate when the animal lies down. All three Micro 
| Switchettes are wired to recording gear carried on the bullock’s back. 


¥ 
| This application exemplifies in a striking way the versatility and complete reliability of Burgess 
i 
a} 


TYPE V3 BURGESS 
MICRO SWITCHETTE. 


i 
4 


| Micro Switches which are being used with equal confidence in scientific research and in industry. 
No matter if you have no bullocks in your factory, there are switches in our range which will give 


* you long, trouble-free and accurate performance. Catalogue No. 50 provides all the (fat) stock 
prices. 


ldap ool UU, pf YUU, ffl 
7 Vi ll oll 


S'S! micro switches | 


< Z Yk om ARBRE ESSE ERRORS R HERES RRRRE EERE eee eee 
y VY mC Z 
4 tilidiiidlh / 4 9 et amet (ee Eo * we ie pee RG OT, . 
Industry’s Automatic Choice automatic recording of animal be- 
y A : Sie haviour in the field. 
i} BURGESS PRODUCTS COMPANY LTD., Micro Switch Division, Dukes Way, Team Valley, Gateshead, 11. 


; Electronic Engineering 27 (Marchi 
Telegrams: Micro, Gateshead, 11. Telephone: Low Fell 75322 (3 lines). cf ng 27 ( Ke 
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URING the life of a trans- 

former it is certain to 

be subjected to severe service 

conditions. It is then that the 

liberal design and superior work- 

manship of the Bryce transformer 
prove their worth. 


Be sure to consult Bryce before 
ordering Power Transformers. 


Illustrated is a 7500 kVA, 
31500/6600 volt, 3 phase, 50 cycles 
transformer. 


Larger transformers can be 
built up to 15000 kVA at 132 kV. 


BRYCE ELECTRIC CONSTRUCTION COMPANY LTD. 
KELVIN WORKS : HACKBRIDGE : SURREY 


WALLINGTON 2601-4 
In association with HACKBRIDGE CABLE COMPANY LTD. 
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‘LODGE-COTTRELL 


electrostatic 
precipitators 


at Bold 


Power Station 


The Electrostatic Precipitators 
at Bold Power Station are 

the only means employed for 
cleaning the Boiler Flue 
Gases. On official test an 
efficiency of 98.2% was 
obtained, the Inlet Dust 
burden being 6.297 
grains/cu. ft. N.T.P. 


» LODGE-COTTRELL LTD., GEORGE STREET PARADE, BIRMINGHAM 3 ° TEL.: CENTRAL 


7714 
P 4333 
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‘Please write for Bulletin 
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[| Built by Craftsmen........ Pye Precision Vernier Potentiometer 


| ACCURACY WITHIN YOUR GRASP 


Designed for measurements of a very high order of accuracy, this 
| VERNIER potentiometer is being used extensively for the accurate 
measurement of resistance, as a standard for calibrating potentio- 
| meters, meters and other electrical measuring instruments, for measur- 
| ing thermo-couple voltages and for many applications of a similar 
nature. ‘Through every stage of its manufacture the most careful 
precautions are taken to eliminate possible sources of error. 

Please write for details of our range of precision potentiometers which 
also includes a SLIDE-WIRE type reading to 1 microvolt with an 
| accuracy of .02°% as well as a PORTABLE type which is completely 
self-contained, compact, robust and always ready for immediate use. 


Our new catalogue giving details of our comprehensive range of Galvanometers, Shunts, 
Standard Cells and other precision measuring instruments 1s available on request. May we 
please send you a copy? 


mor eNDARD EQUIPMENT IN MANY LEADING LABORATORIES 


mad 
-SCIENTIFIC(») (AinsTRUMENTS 


VEC Py Es COM LT D., GRANTA WORKS, CAMBRIDGE, EN a aa 
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STEMENS “SAB ERS 


SPECIFICATION: CAT. NO. EL/S 
CAT. NO. EL I5 


Cat. No. 


There is already a flourishing demand 

for this robust and inexpensive addition to the 
Siemens range of Earth Leakage protection devices. 
The ‘ Safetrip’ is for use on sub-circuits controlling 
apparatus consuming up to 3 k.w. It is available for 
flush or surface mounting, with or without socket outlet 
and conforms to the relevant B.S.S. The many design 
features of the ‘ Safetrip’ contribute to reliability in 
service, compactness and ease of maintenance. 
Complete protection of the switch 

mechanism is by a single-screw-fixing bakelite cover. 


(Incorporating 13 amp socket outlet) 


(as above but without socket outlet) 


Bi: List rer List 
Description Price Cat. No. | Description Price 


IAL, 105} 


Bars 
BSB 


EL 15 
SSB 


Excluding box 32/3 EL 15/S_ | Excluding box 


With bakelite box EL 15/S_ | With bakelite box 
for surface mounting | 35/7 BSB for surface mounting | 40/4 


With steel box With steel box 
for flush mounting 35/11 for flush mounting 


i 


37/- 


For full technical details write for leaflet No. 73 


SIEMENS ELECTRIC LAMPS & SUPPLIES LIMITED 
38-39 UPPER THAMES STREET, LONDON, E.C.4 
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MILLIAMPERES 


MOVING COIL 


& 


Fam [KH 


The Ferranti 33’ 
hermetically sealed instru- 
ment in steel case with fixing 


flange has received Design Approval 


FERRANTI | from the Joint Service Radio Com- 


ponents Standardisation Committee. 


This instrument is designed to 
comply with RCS.231 and 
RCL (PROY) 231 


MO>TON MANCHESTER 10 


don Office. KERN HOUSE 36 KINGSWAY, W.C.2 


F1 144 
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saying it with authority 


and Switch Oil is used 
by the British Electricity 
Authority and all 
leading Transformer, 
Condenser and Switch- 
gear manufacturers 


FULLER ELECTRICAL & MANFG. CO. LTD. THAMES ROAD, CRAYFORD, KENT. 


Associated with ASEA Electric Ltd. Telephone: Bexleyheath 2000 (5 lines) 


FULBOURNE ROAD, WALTHAMSTOW, LONDON, E.17 


Also at: Birmingham, Glasgow, Manchester, Dublin 


THE (PROCEEDINGS @rawa 
INSTITUTION OF ELECTRICAL ENGINEERS 


TEN YEAR INDEX 
1942—1951 


TEN-YEAR INDEX to the Journal of The Institution of Electrical 
Engineers for the years 1942-48 and the Proceedings 1949~51 
(vol. 89-98) can be obtained on application to the Secretary. 


The published price is £1 ss. od. (post free), but any member 
of The Institution may have a copy at the reduced price 
of £1 (post free). 
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BOLTON’S COPPER IN THE 
'WORLD’S TRANSPORT SERVICE 


I! \\ 
Zi SS ——. 


Illustration shows one of the 
fifteen 3,000 h.p. 3,000 volt D.C. 
mixed traffic locomotives, in which 


Bolton’s High Conductivity Copper 


is incorporated, built by The 


English Electric Co. Ltd., and the 


BOLTON Vulcan Foundry Ltd., for the 

Sou Be 2 / Estrada de Ferro Santos a jundiai 

SS eA ' 
SA 2 ey 


SSS SONS Vv Brazil. 


| 


3h 


SSRy“Zw == 


Bolton’s High Conductivity Copper products are used 

extensively by the manufacturers of electric locomotives for 

such purposes as field coils, armature coils and commutator 

bars of traction motors, generators and auxiliary machines 

and also for components of control equipment and pantograph 

| wearing strips. Since 1783 Boltons have been pioneers in 

the production and development of copper and copper-base 
alloys in all forms. 

Bolton’s Copper products comply with all relevant British 

Standard Specifications and many other Home, Colonial and 


Foreign Government requirements. 


THOMAS BOLTON & SONS LTD. Established 1783 


HEAD OFFICE: MERSEY COPPER WORKS, WIDNES, LANCASHIRE, Telephone: WIDNES 2022 
London Office and Export Sales Department: 168 Regent Street, W.1. Telephone: Regent 6427-8-9 
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vitication of (nsulating Oi/ 


Restores the di-electric strength of 
INSULATING OILS, raising it well beyond the 
B.S.S. requirements for unused oils 


The high separating efficiency and throughpu' 
capacity of the De Laval Oil Purifying Equipment 
remain constant irrespective of the quantity o 
water or solids to be extracted. There are nc 
filter aids, elements or papers requiring constant 


renewal. 


Se CENTRIFUGAI 
DE JAVAL ¥2t 
OIL ENGINEERING DIVISION PURIFYING 
De Laval Type 3024 Portable Oil Purifier servicing a 3000 KVA E Q U | P cad E | T 


660 volt oi! cooled transformer at a main distribution sub-station. 


ALFA-LAVAL CO LTD - GREAT WEST ROAD - BRENTFORD - MIDDX - PHONE EALING 0116 (PB) 


Smee's DL 33 


Gramophone pickut Mag 
ALCO. 


cussing Permanent Magnets 


agnet for the 


ALCOMAX IV Radio & T.V. Industry 


The very latest techniques in perman- 
ent magnet manufacture can effect real 
economies in your production and at 
the same time contribute further to 


Made by the makers of efficient operation of your products. 
‘Eclipse’ Consult our Technical Staff at an early 
Permanent Magnet Chucks stage of design to be certain that youare 


taking advantage of recent progress. 
Send for literature: 
Pub. PM1o8—Loud Speaker Magnets. 
Pub. PM112—Permanent Magnets for Television 
Receivers. 


5 4 PERMANENT 
lon Trap Magnets \ MAG N ETS 


_ALNICO 


| _ Picture Shift Magnets 
in 6% Chromium Steel 
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A 45,000 kVA 132/33 kV 
type ON/OFB transform- 
yee 


\ 132/33 kV typ 
OB Hackbridge trans- 
ormers supplied to the 
Department of Railways, 

ew South Wales. | 


ELECTRIC CO., LIMITED 
ENGLAND 
Telegrams : ‘* Electric, Walton-on-Thames ” 


HACKBRIDGE AND HEWITTIC 
“WALTON-ON-THAMES - SURREY - 


Telephone : Walton-on-Thames 760 (8 lines) . 


OVERSEAS REPRESENTATIVES: ARGENTINA: H. A. Roberts & Cia., S.R.L., Buenos Aires. AUSTRALIA: Hackbridge and Hewittic Electric Co., Ltd., Sydney. 
BELGIUM & LUXEMBOURG: M. Dorfman, 124 Avenue des Cerisiers, Woluwé 1, Brussels. BRAZIL: Oscar G. Mors, Caixa Postal 1280, Sao Paulo. CANADA: The 
Hackbridge & Hewittic Co. of Canada Ltd., Montreal. CHILE: Ingenieria Electrica $.A.C., Santiago. EAST AFRICA: Gerald Hoe & Co., Private Bag, Nairobi. EGYPT: Giacomo 
Cohenca Fils, S.A.E., Cairo. FINLAND: Sahko-ja Koneliike O.Y. Hermes, P. Esplanaadikatu 37, Helsinki. HOLLAND: J. Kater E.I., Ouderkerk a.d. Amstel, Amsteldijk 
Noord 103c. INDIA: Steam & Mining Equipment (India), Ltd., Calcutta: Easun Engineering Co., Ltd., Madras, 1. IRAQ: J. P. Bahoshy Bros., Baghdad. MALAYA, 
SINGAPORE & BORNEO: Harper, Gilfillan & Co., Ltd., Kuala Lumpur. NEW ZEALAND: Richardson, McCabe & Co., Ltd., Wellington, etc. PAKISTAN: James Finlay & 
Co., Ltd., Karachi. SOUTH AFRICA: Fraser & Chalmers (S.A.) (Pty.), Ltd., Johannesburg. SOUTHERN RHODESIA: Fraser & Chalmers (S.A.) (Pty.), Ltd., Salisbury, etc. 

URUGUAY: H. A. Roberts & Cia., S.A.U., Montevideo. 


TRINIDAD & TOBAGO: Thomas Peake & Co., Port of Spain. TURKEY: Dr. H. Salim Oker, 43 Posta Caddesi, Ankara. 
U.S.A.: Electro Machinery Corporation, 50. Broad Street, New York, 4. 
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Many cables are made 


to specification but it ts 


by their attention to the 
unspecified details that 
Aberdare’s reputation 
has been built. 


Uberdare Cables 
Paper insulated cables up to 33kV, to BSS or special requirements. 


ABERDARE CABLES LIMITED 
ABERDARE - GLAMORGAN + SOUTH WALES 


London Office:. NINETEEN WOBURN PLACE, W.C.1 
Associated Company: ABERDARE CABLES AFRICA LTD. 


Aberdare Cables are represented in over 40 different territories. 
Names and addresses of agents sent on application. 
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BROCHURE ON THE NEW 
VARLEY PEAK VOLT METER 


: es, 
cruRO 
sis th ee 

SiO? i 


See 


i Ii 


HIVIUIAUIITUU 


The measurements and appreciation of transient voltages 
have been a problem to designers for years. That they exist 
has been common knowledge, but the extent of their peak 
has been difficult to ascertain owing to the lack of a suitable 
instrument. 


Recent developments of Thyratron technique have made it 
possible to produce a compact and portable instrument so 
that the peak voltages can readily be determined either in 
the laboratory or in the field. 


The Varley Peak Volt Meter fills this need and is an essential 
piece of equipment for any electrical laboratory or test 
department. It is one of the very few instruments of its 
kind on the market, measuring transient voltages from 5 to 
35,000 volts to an accuracy of approximately 10%. 


PRICE £35 NET 


The Specialists in Electro-Magnets 


We also supply Transformers, Solenoids, Relays, Mercury 
Switches, Permanent Magnets and Heating Equipment. 


OLIVER PELL CONTROL LIMITED 
pee Varley 


S.E.18, ENGLAND 
EL RUMEEE TS Tt ee SS See 


TEL.: WOOLWICH 1422-6 


Please send me free of charge, details and specifications of the 
new Varley Peak Volt Meter. 


NAME 


COMPANY 


ADDRESS IEE 


OLIVER PELL CONTROL LTD., CAMBRIDGE ROW, WOOLWICH, S.E.18 
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TYPE-JKSS RING-MAIN 
SWITCH AND TEE-OFF 
FUSE-SWITCH-UNITS 


This oil-immersed unit is suit- 
able for use in 400-ampere 
ring-main circuits having a fault- 
rating not exceeding 250 MVA 
at I1 kV, and tee-off normal 
current-ratings up to 60 am- 


peres, 


The ring-main switches are 


capable of making the full 


fault-rating and breaking full- 


load current. 


LEE. PROCEEDINGS, PART A—ADVERTISEMENTS ( xxii ) 


DEPENDABILITY 


For Indoor or Outdoor service, anywhere 


**Y’? Unit-to-Unit, medium voltage Motor Starter Board embracing Bus run, Isolators, 
Back-up-Fuses, Contactor Starters and Stop-Start Push Buttons. Fully interlocked. 


ELECTRO MECHANICAL MANFG. CO., LTD. 


Tel: Scarborough 2715/6 SCARBOROUGH. YORKS "Grams: EMMCO. SCARBOROUGH 


London Office and Showroom: Grand Buildings, Trafalgar Square, W.C.2. Phone: Whitehall 3530 
Associated with YORKSHIRE SWITCHGEAR AND ENG, CO. LTD. LEEDS & LONDON 


IVIO SWITCHGEAR 11 kV 
(Outdoor Substation) 


Photographed after 4 years’ service 
in the Home Counties. 


Transformer and Feeder units with relay, 
telephone and battery cabinets at rear. 
“Plug-in’’ Load M/B or Fault Make oil switches, or 


automatic Fuse units can be supplied interchange- 
able with o.c.b. units. Write for Catalogue MC/6 


(Available for indoor use.) 


B.E.P. CONVENTION, BRIGHTON 
27th June — 1st July 


Visit our Stand No. 81, 


YORKSHIRE 
SWITCHGEAR 


& ENG. CO. LTD 
LEEDS - LONDON 


pI LILI LLL 
——— Ls, 


ASSOCIATED WITH ELECTRO MECHANICAL MFG. CO., LTD., SCARBOROUGH 
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OVER EIGHTY-EIGHT YEARS OF SERVICE 
TO THE ELECTRICAL INDUSTRY .. . 


CTC THIS 3.2 MILLION VOLT 77KW SECONDS 
delat-i te NI SURGE GENERATOR, recently installed at the 
earemattidae. National Physical Laboratory, Teddington, is believed to 
be the largest in this country. Each of the eight stages consists 
of two capacitors, in separate T.T. porcelain housings, to 
provide a total stage capacitance of 0.12 iF. The maximum 


stage voltage is 400kV. 


THE GENERATOR USES T.T. PORCELAIN 
INSULATORS THROUGHOUT 


Acknowledgments are made to the Department of Scientific and 
Industrial Research for permission to publish the photograph and to 
Messrs. Ferranti Ltd., who constructed the generator. 


TAYLOR TUNNICLIFF & COMPANY LTD. 


Head Office : EASTWOOD - HANLEY ° STAFFS. 
Telephone : Stoke-on-Trent 25272-4 


London Office: 125 High Holborn, W.C.1. Tel. Holborn 1951 


WRITE FOR BOOKLET ON THIS SUBJECT 


CHAMBERLAIN & HOOKHAM 
LYPE SP 


PROCESS TIMERS 


FOR ACCURATE AND 
AUTOMATIC PROCESS CONTROL 
% Scale ranges from 0-10 secs. up to 
24 hours. 

Settings down to 1/10 sec. 


Accuracy within 0-25 % of full scale 
range. 


+ ++ 


Available as single units for self- 
mounting or as complete control 
panels. 


> 


Any operation requiring time con- 
trol by electrical means can be 
regulated by this instrument. 


CHAMBERLAIN & HOOKHAM LTD. 


BIRMINGHAM 


MEMBERS OF THE OMA 


TYPE P PROCESS TIMER Se” TRAFFORD PARK.” ~—s MANCHESTER 17 
CAT. SECTION 11300 poe healebh 


yy W-TGLOVER €CO.LTD. 
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__ TYPE D444 STARTER BOARDS 
GIVE RELIABLE 


ONE OF TWENTY-SIX STARTER 
BOARDS INSTALLED IN A 
LARGE STEEL WORKS 


UP iO .300-H>P- 660: VOLTS. 
Wim) 200 HeRes,500 VOLTS: 


CONTROL TIERING 
LOCAL SINGLE 
REMOTE DOUBLE 
| , SEQUENCE TREBLE 
M. & C. SWITCHGEAR LTD. 
KIRKINTILLOCH GLASGOW 


LONDON OFFICE — 36 VICTORIA ST., S.W.|] SHEFFIELD OFFICE —OLIVE GROVE ROAD 
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TYPE S.O. /deal for 


general laboratory work 


where high voltages are 
not employed. 


EMBODY 30 YEARS’ EXPERIENCE IN THE 
MANUFACTURE OF CONTROL EQUIPMENT 


BERCO Sliding Resistances are wideiy employed in Laboratory 
research, industry and all types of electronic work. Smooth 
action is ensured by the copper graphite self lubricating brush 
mechanism. Hexagonal tube ensures rigidity and great 

mechanical strength. A very wide range of resistances for all of motors, etc. This model can be mounted 
applications is available, and we are now able to offer OL mache OEE ee 
greatly improved delivery. given by the cover. 


THE BRITISH ELECTRIC RESISTANCE GO. LTD. 


Queensway, Ponders End, Middlesex. Telephone: Howard 1492. Telegrams: Vitrohm, Enfield. 


TYPE S.E. Suitable 


for dimming lamps, speed control 


BR1281-AH 


RS SS Cn SC = RS ACS SR SE RE EE : 3 a 
———SS==s—s=—=——____= & iS Es — 
3 =a 


Greens of Wakefield specialise in the design and manu- 
facture of Economisers, of which they were the original 
inventors, and have the longest experience. Greens 
make Economisers of all types, for all pressures. 

The section illustrated is the Premier Diamond 
Steel Tube Economiser for highest pressures, 

with cast-iron gilled sleeves shrunk on steel 

tubes arranged in shallow tiers. This design com- 
bines the advantages of extended heating surface in 
compact dimensions, controlled gas flow and the 
most complete facility for inspection and cleaning. 
Also available with welded joints. 

You should specify a Green’s Economiser 


GREEN'S ECONOMISER 


E.GREEN & SON LTD - WAKEFIELD 


Makers of economisers for more than one hundred years 


G.E. 130 
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. 


OYAL DOULTON 
orcelain Insulators 


athe 


..-.10r all overhead lines 
and apparatus applications 


@ Made by a world-famous British pottery with 140 years’ experience in the 

Vv, production of Industrial Ceramics, these insulators embody the same high 

eae NG standards of craftsmanship and fitness for purpose as all other Royal 
Doulton Doulton ceramic products. 

N@7 The range includes insulators for Overhead Power Line Transmission; Switchgear; 

Transformers; Sub-Stations; Land and Marine Radio; Electrified Railways, etc. 


Write for catalogue to Dept. HA. 
DOULTON & CO. LIMITED, Doulton House, Albert Embankment, London, S.E.1 


F5003 
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Conduit and Fittings are 
METALLIC, | see-that’s good! 


In factory and school, in hospital or housing 
estate, the electrical installations as often as not 
embody ‘conduit and fittings by METALLIC.’ 
Why is this? It’s because architects and con- 
tractors alike know that METALLIC is really 
long-lasting. It’s solidly made from the best 
materials and finished to resist moisture, chemi- 
cals, etc. Its consistent accuracy too cuts installa- 
tion time to a minimum and avoids wastage. 


All over the world you'll find 
Conduit and Fittings by 


‘@ 


COMPANY 


THE METALLIC SEAMLESS TUBE GQ. LTD., 
LUDGATE HILL, BIRMINGHAM, 3. 


and at London, Newcastle-on-Tyne, Leeds, Swansea & Glasgow. 


RICHARD JOHNSON & NEPHEW LTD. FORGELANE MANCHESTERII 
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YARROW 
BOLLERS 


ROOSECOTE POWER STATION 


C.E.A. NORTH WEST, MERSEYSIDE & NORTH WALES DIVISION 


Four Yarrow pulverised fuel fired boilers are installed at 
this 120 M.W. Station. Each has a C.M.R. of 300,000 Ib. 
of steam per hour at a pressure of 625 lb. per sq. inch 
and a final steam temperature of 865°F. 


CONSULTING ENGINEERS: MERZ AND MoLELLAN 


Yarrow & Co. Ltd have been design- 
ing and manufacturing Water Tube 
Boilers for almost seventy years and 
are fully equipped to supply complete 
steam generating plant in a range of 
designs and sizes to suit any operating 
conditions. 


Firing Floor Level 


YARROW & CO. LTD - SCOTSTOUN - GLASGOW 
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SPIRAL TUBE 


‘Heaters « Coolers FOR THE 


ELECTRICAL ENGINEERING 


Spiral Tube Air 


Blast Transformer 
Oil Coolers to 
dissipate 160 kw. 


The result of 50 years’ specialised experience, SPIRAL TUBE 
Coolers are soundly engineered and robustly constructed for long 
trouble-free service. Whilst standardisation of design is almost 
impossible in many in-built units, the Company has, by the 
extensive use of fabrication, ensured great flexibility of design to 
meet all requirements, and yet to offer rational designs at low cost. 
The range extends from cooling coils weighing a few pounds up 
to multiple section installations weighing several tons. 


Waster adclod Write NOW for fully illustrated literature. 


Cooling Coil for 
Transformer. 


THE SPIRAL TUBE & COMPONENTS CO. LTD., OSMASTON PARK ROAD, DERBae 
Tel: DERBY. 48761 (3 lines) Telegrams: SPIRAL DERBY 48761 
Head Office : Honeypot Lane, Stanmore, Middlesex. Tel ; Edgware 4658. 


Age scot marten ge ge army tm ae ge tm 
LONGEST SCALE—SMALLEST SPACE 


This compact, robust Meter is flush or projecting 
mounting and is ideal for use in restricted space. 


SCALE LENGTH: 9" 


Current Ranges: Up to 10,000 amps. a.c. or d.c. 
Voltage Ranges: Up to 1,000 volts a.c. or d.c. 


The meter with the 


PRU PRL Laneesrcates 
Bee EEE 


dead beat movement 


The meter measures only 5” across and the or knife-edge pointer and special scales can 
depth behind the panel is only 2” yet it retains be supplied to customer’s specification if ieee 
a scale length of 9”. It is available with spade required. Send for prices and full details. INDUSTRIES 
EXHIBITION 
TW tans 
BRITISH PHYSICASgHAB ORATORIES PAN nn 


Radlett, Herts. Tel: Radlett 5674/5/6 June 28 -July9 1955 


EOIN (DI ONS STiOlG KIS Tose Mic Rea Gi PIPIGIE Sue Ie De 68 NEW OXFORD STREET, W.C.1 


a 


dm BP. 19 


* 
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ADAPTABILITY to site 


conditions * 


hilst standardisation of components is a 
desirable objective, it is inevitable that, in 
all large scale projects, special problems will arise 
calling for individual study and solution by 


Photographs 
of 
Northampton 
Power Station 
by courtesy 


experts at the job. We at “Ferguson Pailin” of the 
: ° . Central 
claim to possess the necessary qualifications of Electricity 
Authority 


knowledge, skill and experience to advise on the 
initial planning and subsequent construction or 
switchgear installations of any capacity or, alter- 
natively, extensions to existing systems to provide 


The photographs show :— 


increased output in the most efficient and eco- 1. Type VIR 13/3 switchgear. 
i i i 2. Busbar crossover trunking chambers positioning 
TONEY ee a al Be aout us units to suit direction of approach of main cables. 


AT THE START 3. Contro! Room. 


—a matte of the FIRST snportance 1 FP detiguerd 
Ferguson Pailin wit Qigua 


Member of the A.€.I. Group of Companies - 

Head Office & Works: HR. OPENSHAW MANCHESTER 11, Telephone : DROylsden 1301 (Pte.Branch Ex) 
HAM OFFICE : Windsor House. 656 Chester Road, Erdington, 23 GLASGOW OFFICE : Central Chambers, 109 Hope Street, C.2, 
REPRESENTED IN PRINCIPAL OVERSEAS TERRITORIES 


LONDON OFFICE : Bush House, Aldwych, W.C.2_ BIRMING 


I.E.E. PROCEEDINGS, PART A—ADVERTISEMENTS ( Xxxii ) 


POWER TRANSFORMERS 


are manufactured by 


to 


B.S. Specification 171 
B.E.A. Specification Tl 
or to customer’s own specification 


AV Wi BUNEEE your requirements are for open, en- 
closed, or oil-filled transformers, you are cordially 
invited to send us details. We know that you will find 
it worth while. 


[LLUSTRATED is an Airmec 50 kVA 440V/6600V, 3-phase, 
50 c/s Transformer with off-load tap-changing switch, built 
to B.S. Specification 171. 


A I R Mw E Cc HIGH WYCOMBE BUCKINGHAMSHIRE ENGLAND 
Telephone: High Wycombe 2060. Cables: Airmec, High Wycombe 


FACTS ABOUT 
CONTROL GEAR 


AUTOMATIC 


PLASTIC 
PANEL 


Q A 
= - 
oo 
22 oo ME 
6 
° 
© 


© wn 


Moulded plastic panel 
keeps parts to the 
minimum and makes 
maintenance easy. 


THERMAL — | Pel dela DIRECT SWITCHING 
OVERLOADS S T A R T E R 


able for different h.p. 
ratings. 


Faseias| band #aeiee oo . MAX. H.P. 124 


COMPACT [SIV Ee 

.. « EASY: af Om ERX 
ALTERNATIVE FLUSH 
MOUNTING AVAILABLE 


BROOK. MOTORS LIMITED 


CONTACTS 
& COILS 


Easily renewable. Coils 
pressure impregnated and 
baked. 


(OD ERS Fo ECD 


55/17. 


Power stations throughout the 
world are equipped with steam 
turbines and generators made 
by BTH, who hold a leading position 
as designers and manufacturers of 
some of the largest machines installed 


( Xxxiil ) 


At the North Wilford, Nottingham 
Station of the British Electricity 
Authority, ten BTH turbo-alter- 


nators, ranging in size from 1,000 
kW. to 53,000 kW. are providing 


a total generating capacity of 
252,500 kW. 
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“T TYPE ¢: SWITCH - FUSEGEAR 


QUICK DELIVERY 


@ Suitable for 660 volt service in accord- 
ance with B.S.S. 2510/1954 and B.S.S. 
861/1939 and 1946, 


@ Fuse carrier completely removable. 
@ Fused 2 amp.—800 amps in two ranges. 


@ Can be supplied with built in fuse 
boards, contactors, section switches, 
and isolators. 


SOUTH WALES SWITCHGEAR LIMITED 


BLACKWOOD, MONMOUTHSHIRE FD Gl6 


Boiler fly-ash precipitat 
at Willington 


The latest power station of the 
Central Electricity Authority to be 
equipped with Simon-Carves 
electro-precipitators is the new 
Willington ‘A’ station now under 
construction near Derby. The 
plant will include features of 
design which have already achieved 
new standards of performance in 
high-efficiency _ electro-precipita- 
tion on boiler flue dust. 


TWIN GAS FLOW + MULTI-ZONE SERIES TREATMENT ~- HIGH-EFFICIENCY ELECTRODES | Boiler Contractors: 
RAPPING FREQUENCY CONTROL - AUTOMATIC OPTIMUM VOLTAGE CONTROL - AUTOMATIC | [™™tiona! Combustion Ltd. 
RECLOSING DEVICE - SHOCKPROOF STATIC H.T. SETS - EASILY OPERATED REMOTE CONTROL | Sonsultine Engineers: 


Ewbank and Partners 


Stmon-Carves Ltd 


STOCKPORT, ENGLAND 


OVERSEAS COMPANIES | Simon-Carves (Africa)(Pty) Ltd: Johannesburg Simon-Carves (Australia) Pty Ltd: Botany, N.S.W. 
S.C. 125 


———e 
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Power for the Aluminium Company of 
Canada’s smelting plant at Kitimat is 
con veyed from the -Kemano generating 
station by 50 miles of overhead 
transmission line. 


providing communication and supervision over the 
power lines themselves . . . 


All the telephone communication between the 
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vate exchanges at Kemano and Kitimat, the tele- 
‘tering channels, the transfer tripping indication 
i alarm facilities and automatic gain control are 
vided by G.E.C. Type ‘N’ multi-circuit power-line 
‘rier. Connexion between the carrier equipment and 
_ power lines is by broad band coupling equipment 
Standard G.E.C. pattern which operates at 275 kV 


1 employs 1,600 amp. tuned line traps. 


Cransfer tripping facilities are provided between the 
elter at Kitimat and the generating station at 
mano. A signal is transmitted continuously to 
icate that the equipment is healthy. 


3.E.C. also supplied the machine sets and power 


‘ks for operation of the carrier equipment. These 
srate from the mains supply or from the station 
tery during periods of mains failure. Changeover 
‘ween mains and standby is accomplished without 
erruption of supply. 


link. Short, medium or long haul. 


@ Everything for telecommunications by open-wire line, cable and radio, single or multi-circuit, or TV 


| 
E GENERAL ELECTRIC COMPANY LTD. OF ENGLAND TELEPHONE, RADIO & TELEVISION WORKS, COVENTRY 
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Consul 


DEWHURST & PARTNER LTD 


Designers and Makers of Automatic Starting Equipment 


for Motors of up to 500 h.p. and of the 


Associated Auxiliary Controls 


Grouped Motor Control Panels 
Air-break (A.C. & D.C.) Contactors 


Automatic Starters 


Continuous & Sequence Process 
Controllers - Remote Controls 


Electromagnetic Brakes 


Over thirty years’ service to the Industry. 


DEWHURST 4: dyendabiliy 


INVERNESS WORKS : 


DEWHURST & PARTNER LTD 
Telephone : HOUnslow 0083 (8 lines) 


Branches: BIRMINGHAM GLASGOW - LEEDS 


HOUNSLOW - MIDDLESEX 


Telegrams : Dewhurst, Hounslow 


MAIN GSE SHV ER] NEW. GA Srp E NOTTINGHAM 


THE PROFESSIONAL ENGINEERS APPOINTMENTS BUREAU 


Incorporated under Limited Guarantee, 1947 
(Licensed annually by the London County Council) 


9 VICTORIA STREET, LONDON, S.W.1 


The Principal Objectives of the Bureau are: 


1. To Aid Employers. 

To receive inquiries from employers seeking the services of 
qualified professional engineers and to advise such employers, 
if required, as to the qualifications desirable for the particular 
vacancy. 

To submit to employers particulars of persons registered with 
the Bur-au, the qualifications of whom seem to fit them for the 
appo'ntments. 


2. To Aid Members of the Institutions of Civil, Mechanical and 
Electrical Engineers. 


To receive applications for registration for employment from 
engineers, who by reason of their engineering qualifications are 
Corporate or Non-Corporate Members of the Institution of 
Civil Engineers, The Institution of Mechanical Engineers, or 
The Institution of Electrical Engineers (excluding Associates of 
The Institution of Civil Engineers); and to charge and receive 
such registration fees and appointment fees as may from time 
to time be determined by the Bureau. 


To give advice generally in matters relating to the employment 
of professional engineers. 


EMPLOYERS 


Employers of professional engineers who have vacancies tc 
be filled, are invited to notify such vacancies to the Bureau and 
to furnish the following particulars: 


(1) Title of post with description of duties involved. 

ms Age range. This should be made as wide as possible. 

(3) Salary offered and supplementary remuneration, if any. 

(4) Professional, technical and/or special qualifications, e.g. languages. 
(5) Location of work. 


(6) Coule e successful candidate be assissted in finding suitable living accommodation 
ocally ? ’ 


(7) Does the post involve control of staff? If so, to what extent? 
(8) Any other information which will assist in the selection of candidates. 


Notifications of vacancies in Commonwealth countries are 
particularly welcome. 

The Bureau deals with all classes of appointments ranging 
from practical training for Students to executive or administra- 
tive posts for senior Corporate Members. 


MEMBERS OF THE THREE INSTITUTIONS 


Members of the three Institutions who wish to register with 
the Bureau for employment may obtain the necessary forms on 
application to the Registrar. The grade of membership should 


be stated, and a stamped addressed foolscap envelope should be 
enclosed. 


The Professional Engineers Appointments Bureau receives a number of applications for assistance from young graduate 
engineers, Civil, Mechanical and Electrical, who require practical experience as trainees. The Bureau would therefore be grateful 
to receive from firms advice of such vacancies as they occur, or when annual intakes are being considered. 
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Keeping up 


CRAIGPARK 


our own standards La 


LTD. 


‘Tue wiGH REGARD in which ‘C.M.A.’ cables are held 

‘| all over the world has to be earned. In order to main- 
~ tain these high standards a continuous quality check is WZ 
i operated by the Cable Makers Association. ELECTRICAL EQUIPMENT 
Samples of electric cables are taken at random and 

' stringently tested in the laboratory of another member. 
) Reports are submitted . . . appropriate corrective action 
/ is taken where necessary; and because of this constant 
vigilance users are assured that the high quality of 


| ‘C.M.A.’ cables is at all times maintained. 


MEMBERS OF THE C.M.A. 


British Insulated Callender’s Cables Ltd - Connollys (Blackley) Ltd. 
The Craigpark Electric Cable Co. Ltd - Crompton Parkinson Ltd. 

-! The Edison Swan Electric Co. Ltd - Enfield Cables Ltd - W. T. Glover 
))| & Co. Ltd - Greengate & Irwell Rubber Co. Ltd - W. T. Henley’s 
| Telegraph Works Co. Ltd - Johnson & Phillips Ltd - The Liverpool 
>| Electric Cable Co. Ltd - Metropolitan Electric Cable & Construction 
9 Co.Ltd - Pirelli-General Cable Works Ltd. (The General Electric Co. 
>| Ltd) - St. Helens Cable and Rubber Co. Ltd - Siemens Brothers & Co. 
- Ltd. (Siemens Electric Lamps & Supplies Ltd.) - Standard Telephones 
» &CablesLtd - The Telegraph Construction & Maintenance Co. Ltd. 


The Roman Warrior and the letters ‘C.M.A.’ are British Registered 
 , Certification Trade Marks. 


Visit us on Stand No, 52 
British Electricity Power Convention June 27th-July Ist 


Insist on a cable 
with the 


CMA 


label 


CMA/2 


| GABLE MAKERS ASSOCIATION, 52-54 HIGH HOLBORN, LONDON, W.C.1. Telephone ; Holborn 7688 
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SIEMENS 
STERACK 


A simple and speedy method 
of erecting steel fixings for 
supporting cables, etc. 


Descriptive 
Pamphlet No. 180 


on application 


NOTE THESE FEATURES 


Layout can be planned on the job; no detail draw- 
ings or draughtsman required. 
No holes to be drilled on site. 


Can be placed on walls, ceilings or fixed to upright 
or overhead girders. 


Finishes: black or green stove enamel, aluminium 
or galvanized. 


Suitable also for conduits, fittings, pipes and a 
variety of purposes where supporting steelwork 
would normally be required. 


SION TA A 


CUUUUUAUUUULUNUUNI 


These two tools will erect 
any Sierack Fitting 


HULU UUALULLLLU LULL 


Sal = 


SIEMENS BROTHERS & CO. }UJI0 IB), 
WOOLWICH, LONDON, S.E.18 
Telephone: Woolwich 2020, Ext. 282 


| 


| never been checkmated 


ZENITH 


(REGD. TRADE-MARK) 


TUBULAR SLIDING 
RESISTANCES 


Back-of-Board 
Types 


As with our Standard Types, 


these Resistances are made in a 
great variety of sizes. Likewise, 


they are extremely durable and 
robust and incorporate many 
novel and exclusive features. 


Illustrated catalogue of 
all types free on request 


The ZENITH ELECTRIC CO. Ltd 


ZENITH WORKS, VILLIERS ROAD, WILLESDEN GREE: 
LONDON, N.W.2 
Telephone : WILlesden 6581-5 Telegrams: Voltaohm, Norphone, Londa 


MANUFACTURERS OF ELECTRICAL ENGINEERING PRODUCTI 
INCLUDING RADIO AND TELEVISION COMPONENTS 


Connollys have 


or even checked in their steady 
progress as one of the world’s 
leading manufacturers of winding wire. 
Checks however, do take place—stringent 
quality checks—enabling Connollys to build up a 
fine reputation amongst discriminating users. 
Their Conymel wire (vinyl acetal coated to B.S.S. 
1844) has a world wide reputation as being the 
best of its type and Connollys are one of 

the largest manufacturers of this 


wire in the British Empire. 


CONNOLLYS Were 
CONNOLLYS (BEA CKLERBY) LIMITED 


Kirkby Industrial Estate, Liverpool 
Telephone: SIMondswood 2664. Telegrams: “SYLLONNOC, LIVERPOO! 
Branch Sales Offices: 
SOUTHERN SALES OFFICE AND STORES: 
23, Starcross Street, London, N.W.1. EUSton 6122 


MIDLANDS: 15/17, Spiceal Street, Birmingham 5. MIDland 2268 


and not only the er—vehicle! Over 60 years 
ago STERLING began to specialise in the 
production of insulating varnish, culminat- 
ing to-day in a world-wide service. Varnish 
manufacture whilst still the basis, is now 
but a part—STERLING Chemists and 
Engineers give a complete service to the 
large or small user. They ensure that the 
best type of varnish is made for your needs 
and that it is applied by the most efficient 
and economic plant. You are invited to 
make use of their services. 
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A “Turner” Quick Baking Oyen of 
more than 40 years ago made to-our 
design and ready for installation. 


We started it 


A typical STERLING Installation—impregnating 20,000 field- 
coils and armatures by the cold dip and bake process, at Messrs. 
S. Smith & Sons (Eng.) Ltd. 


THE STERLING VARNISH CO. LTD. 


FRASER ROAD, TRAFFORD PARK, MANCHESTER, 17 


y, INSULATING Telephone TRA 0282 (4 lines). Telegrams “DIELECTRIC 
“my VARNISHES - MANCHESTER” 
LO al 
London Office and Warehouse: 6 London Road, Brentford, Middlesex : Telephone: EALing 9152 
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TRANSFORMER AND SWITCH OILS 


Complete Drying and Purification giving Maximum 
Breakdown Voltage in one simple operation. 
No heating. No fire risk. Weatherproof. Fully 
mobile units. Used by leading Electricity | @ 

Undertakings throughout the World. ‘ 


FERROSIL cold-reduced 


ELECTRICAL SHEET AND STRIP 


ALPHASIL cold-reduced 


ORIENTED ELECTRICAL SHEET AND STRIP 
RICHARD THOMAS & BALDWINS LIMITED 


Capacities from 20 gallons 
to 1,000 gallons per hour 


METAFILTRATION 


THE METAFILTRATION COMPANY LTD. 
BELGRAVE Rd., HOUNSLOW, MIDDLESEX 


PHONE: HOUNSLOW 1121 /2/3 
GRAMS: METAFILTER, HOUNSLOW 


A Member of (XO) the RTS C Group 


Midland Section: Wilden Works, Stourport-on-Severn 
Head Office R T S C House, Park Street, London, W.1 


oil on working wa 
— not idling V.A.Rs. * 


Low Power Factor can waste a considerable proportion of the current you switch on— a 


2 
and pay for. Power Factor can be improved, and wastage of current and money Eee 
a“ 
é. : a 
greatly reduced, by the installation of Wego Power Factor Correction 7 
“a 
: =~ 
Capacitors. Let Wego survey your plant and submit a scheme aa 
22 


showing the saving that can be effected—for you Zo 


* ‘Reactive Volt-amperes 


Wego Capacitors for P.F.C. 


WEGO CONDENSER CO. LTD. BIDEFORD AVENUE, PERIVALE, GREENFORD, MIDDLESEX. Phone: Perivale 4277 


( xli ) 


BRITISH 
INSTRUMENT 
INDUSTRIES 
EXHIBITION 


rs ad EARLS 


™" LONDON 


| TS covar 
} 
| 
June 28 -July 9 1955 


it all adds up to a lot of ohms in a day’s work. And that 
means a lot of current that someone, somewhere, has to 
») measure in order that there will be more to take its place 


‘| on the morrow. 


Making electrical indicating instruments for industry is one 
of the Crompton Parkinson specialities. And those who 
use our instruments know that they cannot be beaten for 
reliability and efficiency. You know, there’s something 


| in having 75 years electrical experience behind you. 


ELECTRICAL EQUIPMENT 


| 
| 
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LiMiTED 


(rompton Parkinson 


A good name for Electrical Instruments 


5) CROMPTON PARKINSON LTD., CROMPTON HOUSE, ALDWYCH, LONDON, W.C.2. TELEPHONE: CHANCERY 3333. 
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Elliott hermetically sealed) 
“movin ge coil relay 


The new Elliott Moving Coil Relay has 
applications wherever a highly sensitive 
and robust unit of this type is required. 
Used in place of multi-stage valve 

amplifiers it enables design engineers 
to achieve economies in space, weight 
and power consumption. 


The arduous conditions encountered 

in high altitude flight call for instruments 
which can be relied upon to maintain 

the highest degree of efficiency. Elliott 
relays are eminently suited to fulfil 

these exacting requirements and have 
been incorporated in aircraft equipment 
by leading manufacturers. 


cs O85 
cee 
7 5 
INDEPENDENT OF 
VIBRATION AND 
POSITIONAL 


CHANGES. 


HIGH GAIN— 
20 
AMPLIFICATION. 


WEIGHT 3 Oz. 


i PLUGS INTO 
STANDARD 
BOA VALVE 


| “ HOLDER. 


TWO STANDARD 
TYPES ; 
359 OHM WINDINGS 
100 OHM WINDINGS 


Full details are given in Publication U.1 available on request, 


ELLIOTT BROTHERS (LONDON) LTD., 
CENTURY WORKS, LONDON, S.E.13. (TIDEWAY 3232) 
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P. F. FIRING 
(DRY ASH) 


P. F. FIRING 
(SLAG-TAP) 


FLY-ASH 
IN GAS 
LEAVING 
BOILER 


REVOLUTIONARY 


SOLUTION 
TO THE FLY-ASH 


CYCLONE PROBLEM 


FIRING 


ASH 

OR SLAG 
COLLECTED 
IN FURNACE 


BABCOCK £7Z22O0WZ FIRING 


UTSTANDING advantage of the Cyclone furnace is the enormous 
reduction in quantity of fly-ash passing through the boiler. The 
major problems of ash collection and disposal and of stack emission are 
greatly simplified; while boiler efficiency and availability are increased by 
the reduction of slagging and deposits on the boiler surfaces. The Cyclone 
converts the ash to molten slag, which is quenched and easily disposed of. 


A Babcock development, the Cyclone furnace, after many years of 
research and full-scale service, is now established as one of the most 
effective methods of coal-firing power station and large industrial boilers, 
with these further important advantages :-— 


The coal is borne into the water-cooled 
refractory-lined furnace by a stream of 
high-velocity primary air and meets a 
tangential stream of high-velocity 
secondary air, forming a vortex of flame 
in which the fuel is completely burned, 
the hot gases passing into the boiler. 
The temperature in the Cyclone is high 
enough to liquefy the ash which clings to 
the walls, forming a continuous coating of 
molten slag, which flows out of the furnace 
and is tapped into a water-filled tank. 


ASK FOR PUBLICATION 1508/2 


BABCOCK & WILCOX LTD., BABCOCK HOUSE, FARRINGDON STREET, LONDON, E.C.4 


Highest boiler efficiency due to efficient combus- 
tion, cleaner boiler surfaces, and lower power 
consumption for coal preparation—since the coal 
need only be crushed or coarsely pulverized. 


Burns even poor grade, high-ash coals, at high 
combustion rates. 


Due to high ash recovery and simpler ash disposal 
and coal preparation, removes various causes of 
heavy maintenance and shut-down; so further 
improving boiler availability. 


Enables greater evaporative capacity to be obtained 
in less total space. Smaller boilers, with less ash 
and dust-collecting plant and other auxiliaries, can 
be housed in less costly buildings. 


Ideally suited to simple, automatic combustion 
control. Safe in operation. Easily started up. 
Ignition stable under all load conditions. 


Flexible in operation to meet wide load variations. 
Can be arranged foralternative firing with oil or gas. 


Babcock & Wilcox Ltd. have under construction 
and on order, a number of Cyclone-fired boilers for 
both power station and large industrial installations. 
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- consider 
' these 
| points 


* Self-cleaning silver-to-silver 
contacts. 


* Generous clearance and creepages. 
* Easy-to-wire terminals. 
* High make and break capacities. 


* Cam-operated, spring loaded, four position 
mechanism. 


* Two sizes: 30 amps and 60 amps 550 volts A.C. 
and D.C. Two to five poles. 


And these typical applications :— 
* Forward and reverse control and control of 2, 3 and 
4-speed change pole motors. 


" And add:— 
* Robust and compact construction. 


Leaflet 2017 gives the full specification. Why not write for a copy ? 


"303" ROTARY SWITCHES 
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BRENTFORD 


ADVERTISEMENTS 
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TRANSFORMERS 


for greater safety 
and reliability... 


BRENTFORD TRANSFORMERS LTD., 
announce anew range of dry (oil-less) 
transformers using glass, ceramics 
and other similar inorganic materials 
impregnated with silicone resins. 


This latest development in transformers 
offers greatest ever safety for:—. 


Atomic Energy Establishments — Chemical Works — 
Oil Refineries — Explosives Factories — Blocks of Flats 
— Schools — Passenger Vessels — Tankers — Coa! 
Mines — Radio, Radar and Television Stations — 


Underground Railways. 


BRENTFORD GREEN SEAL 
SAFETY TRANSFORMERS 


offer all these advantages:— 


Safest transformers ever developed 
No fire or explosion hazard 

Carry the lowest fire insurance rates 
Least affected by water 

Exceptionally high overload capacities 


Minimum maintenance — even in highly 
contaminated areas 


SEND FOR FULLY DESCRIPTIVE 
BROCHURE 
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Two types are available in 
a range of sizes 


kVA, Voltage 


Class ANH 
(Ventilated) 


Class GNH 
(Sealed in 
Nitrogen) 


Up to 3,000 Up to I5 kV 


Up to 2,000 


Upto I5 kV 


BRENTFORD TRANSFORMERS LED. 


Kidbrooke Park Road Kidbrooke - 


London 


- $.E.3. 


Telephone: LEE GREEN 1006/7/ 
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AIR COOLE 


Lengthy experience in practical design 
Wide variety of ducting and damper layouts 
Highly efficient cooling surfaces 
Heavy and robust construction 
Special attention to ease of access and maintenance 


(The names ‘Heenan’ and ‘Froude’ are registered trade marks of the Company) 


HEENAN & FROUDE LIMITED e WORCESTER e ENGLAND 
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Tier Type Terminal Box 
for 4-core cable 


The HENLEY c Cast on Tier Typ Termi 
P.L. and armoured cable Up to 660v., solves th 
overhead low tension lines arranged in vertical 
and an expansion chamber. fitted to the top of the bo» 
for expansion of compound. — 

_ Details of all types are fully desenbed 
on request. 


1ENLEY’S TELEGRAP 


The Institution is not, as a body, responsible for the opinions expressed by individual authors 


or speakers 


THE: PROCEEDINGS 
HE INSTITUTION OF ELECTRICAL ENGINEERS 


EDITED UNDER THE SUPERINTENDENCE OF W. K. BRASHER, C.B.E., M.A., M.LE.E., SECRETARY 


OF 


ODe102= PART A. No: 3: 


SUMMARY 


Sealed transformers have certain advantages, and an outline is given 
epf various sealing methods available. 
The internal pressure relations in a particular type of sealed trans- 
*yormer are obtained, taking into account the effect of gas solution in 
9<he oil and the chemical reaction of oxygen with the oil. 
4 A review of published experimental work shows how the electric 
strength of oil varies with gas pressure, and the results are applied 
jo the operating conditions met in sealed transformers. It is shown 
» jhat special precautions must be taken to avoid large negative pressures. 
F The paper concludes by showing the derivation of the equations for 
emressures and estimating the effect of tank-wall deflection on the 
Sere 


LIST OF PRINCIPAL SYMBOLS 


) oa = Coefficient of volumetric expansion of oil. 
. k,, = Ratio between the volume of oxygen in the expansion 
| space and the total volume of the expansion space. 

k = Solubility factor (i.e. the factor which when multiplied 
| by the partial pressure of gas in pounds per square 
1] inch gives the volume of that gas in solution reduced 
to 760 mm Hg and 0° C per unit oil volume) derived 
from the Bunsen coefficient. 

, k, = Oil involved in absorbing gas as a fraction of the total 

amount of oil. 

| k, = Fraction of the gas absorbed by the oil from the expan- 

sion space during operation at full temperature 

| remaining in solution when the transformer is cooled. 

el Ps = Total gas pressure at oil temperature 7, and gas tem- 

perature 7), 

i D4 = AS ps, but ene into account the solubility of gas in 
oil. 

As ps, but taking into account the solubility of gas in 
oil and the chemical reaction of oxygen with the oil. 

i Pp, = Sealing pressure at oil temperature 7, and gas tem- 

perature 7,,,. 

| Po= Pressure when cold and when the oil has returned to 

| the saturated state (before oxygen reaction). 

Pp, = Pressure when cold and when the oil has returned to the 

saturated state (after oxygen reaction). 

| D2 = Total gas pressure when transformer is cooled to tem- 

peratures T,, and 7; and taking account of the 


solubility of gas in oil. 


i ae 


ri P3 —— 


Mr. Franklin is with Savoisienne Ateliers de Constructions Electriques de la 
‘| /ompagnie Général d’Blectricité, and was formerly with the English Electric Company. 
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SEALED TRANSFORMERS 


By E. B. FRANKLIN, Associate. 


The paper was first received 15th December, 1953, and in revised form 15th March, 1954. It was published in June, 1954, and was read before the 
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P, = As p2, but taking additional account of the chemical 
reaction of oxygen with the oil. 

P, = Total pressure of gas in solution in the oil (when sealed). 

T, = Average oil temperature in the main tank when the 
transformer is loaded. 

T, = Average oil temperature in the main tank when the 
transformer is sealed. 


T,. = Gas temperature in the expansion space when the 
transformer is loaded. 
T,, = Gas temperature in the expansion space when the 


transformer is sealed. 
T, = Average temperature of oil in the expansion vessel. 
v, = Volume of expansion space. 
V9 = Total oil volume. 
v, = Volume of gas in solution in the oil (reduced to 760 mm 


: Hg and 0° C) per unit oil volume at partial pressure 
of p Ib/in?. 

Og = VV. 

y, = Distance of extreme fibres in tank wall from axis of 
bending. 


(1) INTRODUCTION 

The subject of the paper is of general interest to transformer 
manufacturers and users at the present time, with the object of 
attaining a higher degree of oil preservation than is provided 
by the well-known oil conservator. The Midlands Electricity 
Board are operating: a number of sealed transformers on an 
experimental basis, whilst their use in one form or another is 
almost universal in America. Electricité de France are now 
considering sealed transformers for distribution purposes. 

Experiment shows that the pressures occurring in sealed 
transformers do not agree with those calculated from simple 
relations of volume and temperature, and it was concluded 
that the discrepancy is due partly to the gas in the expansion 
space passing into solution in the oil and partly to the dis- 
appearance of some of the gas by chemical reaction with the oil. 

If the gas pressure could be calculated with reasonable accuracy 
it would be industrially important, because of the need for 
design data; moreover, if the pressure and temperature relations 
are known, the presence of leaks may be ascertained; again, 
pressure is known to affect the breakdown strength of the oil, 
and if this variation in strength is to be known it is obviously 
necessary to know the pressures as well as the other factors 
involved. 
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(2) METHODS OF SEALING 


The exposure of transformer oil to the atmosphere causes 
oxidation of the oil at transformer operating temperatures. 
This leads to the formation of acids and sludge and places a 
limit on the life of the oil which is usually very much less than 
that of the rest of the transformer. Attempts have therefore 
been made to eliminate the effects of oxidation by sealing off 
the oil in the transformer from the atmosphere. 

Some of the constructional methods employed are: 


(a) The use of metal bellows capable of expanding and containing 
the oil under all permitted conditions of load; this method is con- 
fined to small transformers. 

(b) French engineers are experimenting with nitrogen-filled 
Neoprene reservoirs connected to the top of the expansion vessel. 
As the oil expands with rise in temperature the nitrogen from the 
vessel is forced into the Neoprene reservoir. 

(c) One of the several systems in use in America for large trans- 
formers has the expansion space directly above the oil in the tank; 
this space is filled with nitrogen at a pressure of not less than about 
0-5 lb/in2 by means of a high-pressure bottle through suitable 
reducing valves. The transformer cover is sometimes welded on to 
achieve freedom from leaks. 

(d) A transformer may be of normal construction and then sealed, 
but provided with a vessel or expansion space large enough to 
limit the gas pressures to a reasonable value; this expansion vessel 
or space may be initially filled with air or nitrogen. 


The calculations in the following Sections apply to type (d), 
and although reference is frequently made to an expansion 
vessel the calculations are clearly applicable where a separate 
vessel is not employed. 


(3) SIMPLE PRESSURE RELATIONS NEGLECTING THE 
EFFECTS OF GAS SOLUTION IN THE OIL AND THE 
CHEMICAL REACTION OF OXYGEN WITH THE OIL 

If a transformer is tightly sealed and on load, pressures will 
be set up by the expansion of the oil. If the oil had no effect 
on gas in the expansion space these pressures would be deter- 
mined from simple relations of volume and temperature, the 
maximum pressure being 

aa PST a2 
Ps 5 
Tay{y — (T, — T,)[1 — «(T, — T,)]} 


These simple pressure values are plotted in Fig. 1 and they 
are of interest as being the maximum that can occur. It should 
be noted that in all equations «(7 — T,)[1 — a(T, — L,) ley: 

The oil, however, does have an effect on the gas in the ex- 
pansion space, the gas being absorbed and in certain cases 
reacting chemically. This is responsible for large deviations of 


(1) 


PsTy2/ PsT gy 


Ow 


10° Ol 


0:12 
Ratio between expansion space. 
and cold-oi! volume 


O13 O14 O15 


Fig. 1.—Simple pressure relations. 
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pressure from those given by the above expression. In ord 
to understand the behaviour of sealed transformers, it is fir 
necessary to have some knowledge of gas solution in oil. 


(4) SOLUTION OF GAS IN OIL 


Now, as already stated, transformer oil must clearly conta 
dissolved gases, the amount being determined by the oil, tl 
nature of the gas and the partial pressure. Over the range 
pressures likely to be encountered in sealed transformers tl 
solubility of the gases in the oil changes in accordance wi 
Henry’s law7-!8 (i.e. the solubility at a given temperature 
directly proportional to the partial pressures of the gas). Expet 
ment shows that this relation is approximately true over a wi 
range of pressure. 

Temperature has also an effect on the solubility, but tl 
variation is small; although there is no general agreement, it 
believed that with increasing temperature the solubility | 
nitrogen increases slightly, and for oxygen there is a sme 
decrease over the temperature range considered.? With air, tl 
variation of solubility with temperature is small enough to t 
neglected. 

The coefficients of solubility vary with viscosity, being high 
with lower-viscosity oils. 

The average experimental values of the Bunsen coefficie: 
(defined as the volume of gas reduced to 760mm Hg and 0° 
absorbed by unit volume of liquid at a partial pressure « 
760 mm Hg) for various gases in transformer oil at 25°C ai 
0-083 for nitrogen, 0-139 for oxygen and 0-0937 for air. Fro: 
these coefficients we obtain: 

For nitrogen, vg = 0-00565p 
For oxygen, vg = 0:00945p 
For air, v, = 0-00637p 
The constant in the relation will be called the solubility factor. 

The rate of diffusion of gas into the oil under pressur 
although dependent on the conditions of agitation, and tt 
ratio between the surface exposed to the gas and the depth « 
the oil, can be fairly rapid. The reverse is not true, howeve 
and it is well known that gas in solution in oil is very difficu 
to remove; usually the oil must be well agitated or broken up t 
spraying in a vacuum. 

When the sealing medium_.in a transformer is air, the pressut 
will cause the constituent nitrogen and oxygen to pass int 
solution in the oil, although not in the same proportions as the 
exist in air, owing to their different solubilities. On the assum; 
tion that air contains 21% oxygen and 79% nitrogen, the la' 
of partial pressures* shows that there will be 0:0292 cm? « 
oxygen and 0-0645 cm? of nitrogen in solution in each cub: 
centimetre of oil at normal pressure; the relative proportior 
are thus 31-5% and 68:5%. 

However, this mixture of gases in solution will be referred t 
as “air” for simplicity. 

The literature dealing with the effect of gas in solution on th 
volume of the oil is chiefly concerned with natural gas and crud 
oils, and shows that the change in volume is extremely small < 
very high pressures.!8 The pressures used in sealed transformer 
are comparatively low, and the solution of air in oil is cot 
siderably less than-natural gas, so that change in volume can t 
neglected. 


(5) THE EFFECT OF GAS SOLUTION ON THE PRESSURE 


One of the effects of gas solution is to reduce the maximut 
pressure; as the oil temperature rises, oil expands and con 
presses the gas in the expansion space; because of this increase 
pressure, gas will dissolve in the oil, since the amount of gas i 


* Dalton’s law of partial pressures states that the pressure of a gas in a mixture 


equal to the pressure it would exert if it occupied the same volume at the san 
temperature. 
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/ solution is proportional to the partial pressure; some pressure 
‘relief is therefore afforded. This process will continue until 
) equilibrium is established between the partial pressure of gas 
| above the oil and the partial pressure of gas in solution. When 
| this is so the pressure will be 


P4 eae (2) 
| where ie VUE De c= 10) en a) 
W = Ty lT atv — eT, — TY — fT —T)]} . 4 


) Consider now the effect of switching off the transformer and 
gallowing it to cool; the oil will contract and the pressure in the 
“expansion space will fall. It may be imagined that the original 
\jsealing pressure p, will be reached as soon as the transformer 
fitemperatures have dropped to T,, and 7,, but this is not so for 
i. reasons. One is that the oil at the time of sealing may be 
wunsaturated at the sealing pressure, in which case it is able to 
wabsorb more gas in solution at this pressure and in doing so 
i/reduces the pressure in the expansion space. Secondly, experi- 
sment shows that even if the oil is saturated at the time of sealing, 
“after a period of operation the gas absorbed by the oil during 
athis period remains for the most part in solution when the 
fitransformer is cooled. The result is that the pressure when 
mazoied after a period of operation is given by 


i p.Wk 1 
=ipW+Z a g 
| P2 {?, 4e |p. ia at le sO 


<The fraction k, depends on the time of cooling and on the 
s\shysical construction of the transformer; it can be determined 
s\2xperimentally and is generally near to unity on account of the 
slow release of excess gas in solution. 

At this point, if the transformer is left standing cold for a 
ong time it may be that, owing to a very slow release of excess 
1 zas from the oil, the pressure will rise; and if the oil eventually 
yeases to be supersaturated the pressure will become 


Dy aly DZ 
ee ee a OO 
Pp waz, (6) 
here Z, = 0:°054 7, ,kk,. 
Should the value of p, at the time of filling be equal to p,, then, 


of course, p, will become equal to p,. 


REACTION OF OXYGEN WITH OIL 


5) Yet another factor in the determination of pressures is the 
mhemical reaction of oxygen in the system with the oil. Oxygen 
)jaay exist in solution in the oil at the time of filling, and also in 
he expansion space if this is filled with air at the moment of 
iealing. After a period of operation all this oxygen will dis- 
pear in the chemical reaction. The time taken for this to 
‘appen depends on many factors, among the most important 
s/eing the operating temperature of the oil. Much investigation 
sas and is being made to determine factors affecting the rate of 
Beaton of oil. Hill!° and Ford!! have investigated the rates 
f oxidation in sealed transformers, and Fig. 2 shows the rate 
f reaction of oxygen in a 100-kVA sealed transformer with the 
xpansion space directly above the oil. 

: It is estimated that about 6:5cm? of oxygen (at normal 
‘ressure and temperature) per gramme of oil is required to pro- 
suce a neutralization number of 1.* This corresponds to 
-27 ft3 of air per gallon of oil, or a ratio of about 27 : 1 between 
jne volumes of air (at normal pressure and temperature) and oil; 
iC The acidity of oil is measured in terms of the weight of potassium hydrate in 


illigrammes required to neutralize the acid in 1g of oil. A neutralization number 
1 indicates that 1 mg of potassium hydrate is necessary for this. 
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Fig. 2.—Rate of chemical reaction of oxygen. 


this is nearly 200 times the ratio actually found in sealed trans- 
formers, from which it may be concluded that there is too little 
oxygen in the system of a sealed transformer to cause oil 
deterioration. 

The effect of the loss of oxygen is to lower the pressures, and 
the following pressure relations apply: the maximum pressure 
whilst loaded will be 

py= POL a kd £0°M HZ 
a 
while minimum pressure when cooled, but with excess gas in 
solution, is given by 


Cr 


{2 wd nar Kx) oe z|p. k)(1 kx) 


0-78p,Wky } 1 
¥y WZ 


(8) 


Once again, if the transformer is left at ambient temperature 
for a long period, and if during this time all excess gas in solution 
is released, the pressure will return to 


—_ pA ra kx) ae 0-78p,Z, 
you gy 


From the equations it is obvious that, if the pressure of the gas 
in solution is low at the time of sealing, very low pressures will 
be reached when the transformer is cooled after a period of 
operation at maximum temperature. 

The slight variation of solubility with temperature has been 
neglected. For air the error is negligible, but for nitrogen there 
may be an error of the order of 5%. 

Figs. 3(a) and 3(b) show the calculated pressures based on the 
British Standard temperature-rise of 50° C in the top oil with a 
maximum ambient of 40°C. The average oil temperature-rise 
is taken as 74% of the top-oil temperature-rise, and 


To —T, = 62°C; k= egees (nitrogen), 0-00637 (air). 


(9) 


Po 


deg Ch ul, 
To 00, > ko== 1. 
T,, = 15°C; « = 0-00081 per deg C. 


(7) VARIATION IN ELECTRIC STRENGTH OF THE OIL 


Operating conditions occur in sealed transformers which are 
not normally found in transformers allowed to breathe, in that 
the oil is subject to variations in pressure and in the amounts of 
gases in solution. These quantities have been seen to depend, 
among other things, on the condition of the oil when the trans- 
former is sealed, as well as on volumetric relations, temperature 
rise and the arrangement of the expansion space in relation to 
the main body of oil. 


268 


Pressure, Ib/in? 


OU O12 O13 O14 O15 
atio between expansion space 
and cold-oil volume 


we 


Pressure, Ib/in2 


010 Ol O12 


0:13 
+ Ratio between expansion space 
and cold-oil volume 


014 015 


(0) 
Fig. 3.—Pressures in the expansion space. 


(a) Transformer filled with air-saturated oil and sealed with air. 
(6) Transformer filled with thoroughly degassed oil and sealed with air at once, 


The combinations and variations of pressures with load are 
summarized as follows: 


(a) As the temperature of the oil rises the partial pressures of 
gases above the oil increase. With this, gases go into solution and 
their partial pressures rise at a rate depending on the physical 
arrangement of the expansion space and on the partial pressures 
of gases above the oil. At full temperature the partial pressures of 
gases above oil and of gases in solution may be equal or nearly so. 

(6) As the oil temperature is lowered the partial pressures of 
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gases above the oil are reduced, but those of gases in solution ma 
change only slightly if at all, since these are not readily release 
Thus the partial pressures of gases in solution exceed those of gase 
above the oil by increasing amounts, the difference being greate: 
when the transformer is cold. The total pressure of gases in soh 
tion at this stage may be several pounds per square inch aboy 
atmospheric pressure and that of the gases above oil may be severe 
pounds per square inch below atmospheric pressure. The pressur 
differences are shown in Figs. 4(a) and 4(d). 


An examination of published work on the variation of electri 
strength of oil with pressure shows how difficult it is to correlat 
the results of numerous experimenters obtained with differen 
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Fig. 4.—Minimum pressures in the expansion space and exces: 
pressure of gas in solution. 


Pi. 
— — — Excess pressure of gas in solution. 


(a) Transformer filled with air-saturated oil and sealed with air. 
(6) Transformer filled with thoroughly degassed oi] and sealed with air at once. 


experimental techniques using dissimilar electrodes, gaps and 
circulation arrangements. For case (a) there seems to be a fait 
measure of agreement, but for case (b)—the most important in 
sealed transformers—the data are too scanty to be conclusive. 
and there is a pressing need for more investigation under these 
conditions. 

One of the theories of breakdown in oil assumes that the 
presence of gas in suspension is responsible for the initiation of 
breakdown, the bubbles of gas becoming ionized in the field 
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| followed by breakdown. It is also thought that the gas is 

| changed from solution to suspension form by the effect of 

jelectric stress. It is therefore reasonable to assume that break- 

‘down will be affected if pressure affects the availability of gas 
_in suspended form. 

___ In order to obtain an idea of the effect of pressures on break- 

| down, the results of six experimenters are collected in Table 1. 


Table 1 


BREAKDOWN VALUES 


Simultaneous change of Change in 


breakdown 
strength 


Experimenter 


Thomas!9 .. 


Kock!16 

Clark? 

Racel2 

Race!2 

Hoover & Hixson!3 
Hoover & Hixson!3 
Hoover & Hixson!3 
Koppelman!s 


| For case (a) there is an increase in strength, but for case (d) 
1 there is evidence !3-!> of a serious fall in electric strength which, 
+ at reduced total gas pressure above the oil with excess total 
‘pressure of gas in solution, is more than occurs with reduced 
s| balanced pressures (i.e. oil saturated only). 

~The description of tests made by Kock!® and by Thomas! 
9 “suggest that breakdowns were obtained under pressure equilibrium 
~ (total pressure of gas above oil equal to that of gas in solution), 
since in each case compressed gas was used to raise the pressure. 
i Information given by Clark’? about the method of carrying 
jout tests is incomplete, but it appears that breakdown values 
-|were obtained at pressure equilibrium and also for conditions 
= where the total pressure of gas in solution was varied whilst that 
» on the oil was maintained at one atmosphere. The curve for 
*\balanced-pressure conditions is shown in Fig. 5. 


“opresrenmr or ener we 
Breakdown strength, kV 
w 
=] 


200 300 400 500 600 700 800 


Air pressure, mm Hg 


Fig. 5.—Effect of pressure on breakdown of oil. 


+) In aseries of tests in which the total pressure of gas in solution 
was varied and that on the oil kept at one atmosphere above 
he total pressure of gas in solution, Race!? found that the 
Jelectric strength of the liquid did not vary. These findings 
Jisagree with those of Clark. 7 On examination of the plotted 
points of the tests it is possible to obtain more information about 
ith lectric strengths at balanced pressures which agrees closely with 


» Clark’s information. 
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Hoover and Hixson!3 show a clear and large difference between 
breakdown at pressure equilibrium and breakdown with excess 
gas in solution. Unfortunately, only one value of reduced 
pressure is considered. 

Koppelman!> has illustrated his interesting observations with 
sketches showing bubble formation under electric stress with 
excess gas in solution. Again, figures for only one reduced 
pressure are given. 

Applying the limited available information to the case of a 
sealed transformer filled under 28 in of vacuum and sealed with 
air, with y = 0-10 and k, = 1, from Fig. 4(d) the total pressure 
of gas on oil when cold is 3-8 lb/in* and the excess pressure of gas 
in solution is 5lb/in?. For a balanced pressure reduction to 
3-8 Ib/in? the drop in electric strength would be about 25%. For 
an excess total pressure of gas in solution of 5 lb/in? there would 
be a further drop in electric strength, and if we assume this to be 
proportional to the total excess gas in solution, it might 
be estimated from Hoover and Hixson’s figures as being 

x (5/14:3) = 13:6%. Thus the total drop would be 
approximately 35%. This is obviously undesirable and must 
be reduced by measures suggested later. 

The significance of a reduction in electric strength after test 
may be illustrated by the following. Imagine the transformer to 
have passed by a very small margin of safety a separate-source 
test during which the winding was stressed to twice the working 
voltage for 1 min at twice the normal frequency. If the infinite- 
time breakdown value at normal frequency is said to be 73% 
of the 1-min breakdown value at twice the normal frequency, 
then for a reduction in the electric strength of the oil of r% after 
test the infinite-time breakdown value would be (1 — 7/100) 
(2V,, x 0:73), where V,, is the working voltage. From this, 
if r > 31-5%, the breakdown value will be less than working 
voltage and premature breakdown would be likely. This figure 
should be considered in the light that one might expect a small 
reduction in the oil breakdown value from causes other than 
reduced pressure, such as contamination of the oil with fibres 
from the windings. 


(8) NEGATIVE PRESSURES AND POSSIBLE METHODS OF 
REDUCTION 
Remarkably large negative pressures can occur in sealed 
transformers unless special precautions are taken. These 
negative pressures may be undesirable, because 

(a) If the negative pressure is high there may be a serious reduc- 
tion in the electric strength of the oil. ; 

(b) With a gasket joint under oil the chance of a leak of air into 
the transformer is greater than that of a leak of oil from out 
of the transformer, and negative pressures would tend to produce 
the former, associated with bubbles in the oil. It is thus easier to 
produce a leak-free transformer having at all times a positive 
pressure. 


Negative pressures may be avoided theoretically by sealing 
the transformer initially under pressure, but the disadvantage of 
this is that this increases the maximum possible pressures at 
full load. It is more practical if nitrogen is used. 


(8.1) Valves 
Some manufacturers fit valves to limit the upper and lower 
pressures. Operation of the low-pressure valve would continue 
with heating and cooling until the maximum pressure at full 
temperature was equal to 


low pressure valve setting <x y 
W 


when both k, and k, are unity. 
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The oil would, of course, become supersaturated with gas in 
solution, but the fitting of a low-pressure valve offers a practical 
solution to the prevention of low pressures. The provision of a 
valve to release high pressures becomes necessary when a low- 
pressure valve is fitted, because, if the transformer were to be 
subject to extremely low temperatures when not operating, the 
low-pressure valve would permit the intake of air in such quantity 
that the pressures would be too high when the transformer was 
again loaded and the oil temperature raised. 


(8.2) Vacuum Filling 


Filling transformers under vacuum, or filling them with 
degassed oil under vacuum, means that after the filling the oil 
is gas deficient (i.e. p, is low) and large negative pressures 
will tend to occur. A method of reducing these in this case 
is to put back air, or—preferably—nitrogen, into the oil before 
sealing by exposing a large surface area of the oil to the air or 
nitrogen at atmospheric or higher pressure and then circulating 
the oil. Experiments show that the mere exposure of still oil 
to the gas is not effective in large transformers, except perhaps 
over extremely long periods of exposure. 

It must here be pointed out that absence of pressures below 
atmospheric does not mean that there is no reduction in the 
electric strength, since conditions where the partial pressure of 
gas in solution is greater than that of gas above oil still exist. 
Lack of information on breakdown under these conditions 
prohibits further comment. 


(9) POSITION OF EXPANSION SPACE 
There arises the question whether it is better to encourage 
the gas-solution process or not. For example, if the gas space is 
directly above the main body of oil, gas will go into solution 
under pressure in large quantities even before peak temperature 
is reached in a first heat run. This is demonstrated in Fig. 6. 


oo 


an 


Pressure above or below atmospheric, Ib/in? 


0 4 8 12 16 20 24 
Test duration, hours 


Fig. 6.—Calculated and test pressures. 


Calculated. 
— — — Test. 


On the other hand, if a separate vessel is employed, connected 
as usual by a long pipe, the gas-solution increase with pressure 
is confined initially to the oil in the expansion vessel but will 
gradually involve the whole of the oil, even if only by mixing 
of the oil in the expansion vessel with that in the main tank 
during heating and cooling cycles. 

The answer is that, if the whole of the oil is to be eventually 
involved in the gas-solution process, it may be better to take 
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advantage of the relief of maximum pressure afforded by has 
tening the process, and this can be achieved even if a separat 
expansion vessel is used. This does not apply, however, when 
low-pressure valve is fitted, because even if absorbtion of ga 
by the oil takes place rapidly with the associated upper-pressur 
relief, the top pressure may rise with repeated heating anc 
cooling and operation of the valve. 

If an expansion vessel is fitted there will be an increase in the 
static head of oil at any point within the main tank. The lowes 
pressure to occur in the oil will be p, + static head. In large 
transformers with separate cooling banks the static head acting 
on the highest level in the main tank may be as high as 4 Ib/in? 
so that there is thus some alleviation of conditions which lead tc 
reduced electric strength of the oil. 


(10) THE FUNCTION OF THE BUCHHOLZ DEVICE 
Because of gas transfer to the main body of oil and its possible 
slow release in the top of the main tank under certain conditions. 
there arises the question of maloperation of the Buchholz 
device if one is used. Operation should, however, be normal if 
the ratio between the maximum excess pressure of gas in solution 
and the static head in the top of the main tank is not high. 


(11) CONCLUSIONS AND ACKNOWLEDGMENT 

From the foregoing it is concluded that filling and sealing 
procedures largely determine the operating pressures in sealed 
transformers; in those filled under vacuum, filled with degassed 
oil, or both, there may be danger from a reduction in electric 
strength of the oil due to the combination of large negative 
pressures and excess amounts of gas in solution. If a large 
reduction in electric strength is to be avoided, steps must be 
taken to limit the negative pressures. Trouble has been ex- 
perienced from a drop in electric strength,!” and research should 
be carried out to determine accurately the variation under con- 
ditions peculiar to sealed transformers. It is suggested that 
the tests be made for oil with different degrees of contamination 
with fibres, since it is thought that the greater the contamination 
the greater the effect of supersaturation and external pressure on 
breakdown. 

Negative pressures may be reduced by sealing the transformer 
under pressure (although in some cases this is not very practical), 
or by pressure-limiting valves; alternatively, after filling and 
before sealing, air or gas may be used to replace the air removed 
during or before the filling process, nitrogen being the best gas 
for this purpose. 

If there is a risk of very low ambient temperatures the need for 
action is more necessary, since the pressure when cold can be 
even lower than shown by the curves. 

Finally, when designing the tank it must be remembered that 
the duty involved in withstanding repeated pressure variations 
is more severe than in a normal breather-type tank, which may 
be called upon to withstand vacuum only a few times (in the 
filling process) during the life of the transformer. 

The author thanks the Director, Savoisienne, Ateliers de 
Construction de Transformateurs de la Compagnie Générale 
d’Electricité, for permission to publish the paper. 
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(13) APPENDIX 
(13.1) Derivation of Equations for Pressures 


In all equations o(T, — T,)[1 — «(72 — T,)] < ». 


' (13.1.1) Determination of Equation for ps. 
’ The volume of oil displaced from the main tank if the average 
oil temperature variations were (7, — 7,) would be 

1 

i vga T> = T;) 6 


(10) 


SS eee 


but, owing to the remote position of the expansion chamber, 
“ithe temperature of the oil therein may be T,; thus the volume 
4 of displaced oil will now be 


va, — T)[1 — oT — T,)] (11) 


‘and the volume of the expansion space will be reduced from 


v, to 
V, — YT, — T))[1 — «(T2 — 169) (12) 


1 
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then Perel a2 


ps5 é 
; Tx{% — wT, — T))[1 — «(T, — T,)|} 


Ais | 


(13) 


Dividing numerator and denominator by vp and putting v[%=y 


gives 
Ds 


pa 


(13.1.2) Determination of Equation for p4. 


Ne te it Comet) | eh T,)|t 


. (14) 


At pressure p, (with oil saturated) the quantity of gas absorbed 


into solution from the expansion space is 
(D4 — Pg) 
P4 


(reduced to pressure p, and temperature T,,) 


X 0-054 T,kkyrof1 + oT, — T)] 


psy — AT, — Ty[1 — «(T, — 7,)} 


Uh aiits erereea yp ae = 


x 0:054 T, kk, [1 + (7, — T))] 
4 


But from eqn. (14), 


Psy 
— TalTanty — (Tz — T,)[1 — (T — T,)]} 
Thus after substituting for ps; 


Ps 


Cainer a7 
ae P4 ma 
where W= T,,/T,{y — «(T, — T)[1 — «(T, — T,)]} . 
and Z = 0-054 T,,kk,[1 + eT, — T,)] 
Finally Da ees 


(13.1.3) Determination of Equation for p. 


(15) 


(16) 


(17) 


(18) 
(19) 


(20) 


If the transformer is cooled the volume of gas removed from 
the expansion space and remaining in solution at pressure pp is 


‘ete x 0-054 Ty kk kell + oT, — T)]vo 
2 


(volume reduced to pressure p, and temperature T,,) 
Then 


Bye Ye 
Pe Gobet, fos x 0:054T, kk, kof + eT, — T,)]v0 
2 
<2 ee ee 
ae (D4 Pdi Z 
P2 
and P2 = Ps — (04 — P)koZly « 
PRU ae Dee 
But from egn. (20) P= Ses 


Substituting for p4 in eqn. (24) gives 


| ppWkr | 1 
p= {ems z[nct 69 ty 


(21) 


(22) 


(23) 


(24) 


(25) 
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(13.1.4) Determination of Equation for p,. 
At pressure p, the volume of gas in solution removed from the 
expansion space is 


o — Ps) x 9.054T,,kkyX% - (26) 
P2 
(reduced to pressure p2 and temperature T,,) 

Poe. oes ered) 

Psy, + sPo Pe! x 00547, kkug 

Po 
PY — DZ 

d ee 28 
an Pp Vaz: (28) 
where Z, = 0:0547) kk, (29) 


(13.1.5) Determination of Equation for p3. 


The effect of the chemical reaction of oxygen is to change the 
value of p, in eqn. (20) to p,(l — k,,). The value of p, will 
also be modified to 0-78p, for the following reasons. 

Suppose that the volume of air (31% oxygen and 69 % nitrogen) 
in solution at the time of sealing is p,,k,%, where p,, and k, 
are respectively the partial pressure of air in solution and the 
solubility constant for air. If the oxygen disappears by chemical 
reaction, the volume of gas in solution (nitrogen) is 0-69p,,k,% 
and this is equal to p,,k,9, where p,, and k,, are respectively the 
partial pressures of gas in solution after reaction of oxygen and 
the solubility constant for nitrogen. 


k 
Thus Pen = Pag! X 0°69 = 0° 78 (30) 
Therefore p; = Bh She) ee (31) 


Aer’ 


P, is, of course, the partial pressure of gas in solution when the 
transformer is sealed and Z has a value appropriate for nitrogen. 


(13.1.6) Determination of Equation for pp,. 
The same reasoning applies as above 


and Pj = 
0-78 p,Wk, 1 
Wi —k Z| pi —k,) — = 
{2 ( ee a |p. = Ke) : Ie TZ 
(32) 
(13.1.7) Determination of Equation for pp». 
Again modifying as above 
1—k, 0-78p,Z 
Pe Psy eats PZ (33) 


yrZ, 


(13.2) Estimation of the Effect of Tank-Wall Deflection on 
Pressure 


Under pressure the transformer tank wall will deflect, causing 
increase in volume under positive pressure and decrease under 
negative pressure. The increase or decrease will depend on 
many things, such as relative dimensions, method and degree 
of stiffening, general shape and other factors which make exact 
solution impossible. However, if certain simplifying assump- 
tions are made, a very approximate idea of the effect on the 
pressure can be obtained. 
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Assume that 


(a) The tank walls deflect as encastré beams. . 

(b) The change in volume is d5L/2 per inch width of wall, J 
being the wall length and 6 being the maximum deflection. 

(c) The maximum deflection occurs along the whole wall length. 

(d) The displacement of the transformer core and coils is equa 
to the oil contained in the radiators, and that the radiators are of ; 


type that do not expand under pressure. ; 
(e) The sides, bottom and top deflect, and the tank has height L 


width L/2 and length L. 


Since in practice the maximum deflection does not take place 
over the whole wall length, the calculation based on this assump: 
tion would give high results, but at the same time the value 6L/; 
for increase in volume per inch width would give low values 
The two discrepancies would tend to cancel, and this is the 
assumption made in the calculations. 


wL3 


= ) 
384E1 (34 
P s wl = My, 
and since M = 1 ang = a 
Ly 
~ 32Ey, (35 
if f = 20 x 103 and E = 30 x 10° 
31322 x 10-5 5 
SS aepenaae (36) 
yj 


The sum of the wall widths (including top and bottom) is 
4L and the volume of the tank is 0-5; the change in volume 
as a fraction of the original volume is then 

OL Y 4L 
ke Any es 
Substituting for 6 and taking L as 100in and y, as 2in, the change 
in volume is 0-42%. The factor y — a(T, — T;) in eqn. (1) will 
be affected and will become 


[y — aT, — Ty) + 0-0042] 


(37) 


Reduction in ps, % 
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Fig. 7.—Effect of tank-wall deflection on the pressure. 


The percentage reduction in ps; is plotted for different values of 
expansion space in Fig. 7. It is emphasized that the simplifying 
assumptions are broad and the effect will vary greatly with 
construction. 
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DISCUSSION BEFORE THE SUPPLY SECTION, 26TH JANUARY, 1955 


Mr. L. H. Welch: The author’s object is to attain a higher 
degree of oil preservation than is provided by the well-known 
conservator, but I wonder whether this is really needed, and 
whether it is necessary to have elaborate and expensive apparatus, 
such as nitrogen cylinders connected to the tank, to do the job. 
I am interested in small distribution transformers and in larger 
transformers up to 15 or 20MVA. For the larger ones I am 


Satisfied to rely on a conservator and a good oil, and I am sure - 


that any oil to B.S. 148: 1951 will last as long as the transformer 
if it has a conservator, and some of the good oils are also likely 
to last in the smaller transformers, which have no conservators 
but a suitable dehydrated breather. 

The London Electricity Board have about 1 000 sealed-type 
transformers, some over 20 years old. The majority are of the 
author’s type (a), i.e. small transformers with no gas of any kind; 
they are completely filled with oil and have some form of device 
—they are not all of one manufacture—which allows the oil to 
expand. The only trouble experienced is splitting of the expan- 
sion device during rather severe overloads, but there has been 
no trouble from acidity, etc. 

We also had some 250 of type (d), the type which has some 
air aboye the oil; they were bought before nitrogen filling was 
popular, and J think that almost without exception they have 
been scrapped. They developed extreme acidity and tanks and 
covers were corroded badly, probably owing to what is revealed 
by the curves in Fig. 6, which show a negative pressure of nearly 
3 lb/in? at certain times. Gaskets will not withstand such negative 


® pressures for any considerable period, and this results in limited 
‘and restricted breathing, which is a very bad condition. 


A 


We have had transformers with tanks which have rusted 


o through completely and with acidity figures up to 13 or 14, but 


2 


jit is difficult to see where the 44ft? of air per gallon of oil 


» needed to produce an acidity of unity comes from when the gasket 
is under oil and remains satisfactory for retaining oil, although 


‘/some air must get through. 
4 
tand cause trouble. 


If sealed transformers of this kind 
‘are used nitrogen should be employed, but air may still get in 
New York engineers are so mistrustful of 


J gaskets that for small distribution transformers they weld the 
‘transformer tops on to the tanks, then put nitrogen in and hope 


i 


that it will last. 
The author says that negative pressures may be undesirable; 


wil would go much further and say that negative pressures are 


‘promotes maximum acidity. 


» extremely undesirable, and that, if they are allowed to occur, air 


‘will get into the transformer, producing a condition which 


It is interesting to note that 


aconsiderably less acidity is produced if the transformer is 
‘ventilated. 


r 
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The Americans like nitrogen filling, but they are inclined to 


«:ake an idea to excess, and it is very doubtful whether the extra 
“.2xpense can be justified on distribution transformers. 


I agree 
that some means of keeping a positive pressure within a trans- 


‘former is essential, but the ordinary conservator does this 
» adequately and economically; it keeps a small head of oil on 
che transformer and maintains a positive pressure, which is the 
»secret of keeping out anything that is not wanted inside. 


The breakdown voltage is lowered by dissolved gas, but this 


kK s of little significance compared to the low values that can be 
land have been produced by water and fibres. In any case, 
+ oreakdowns of transformers from this cause are almost unknown. 


Mr. L. C. Richards: Has the author any practical experience 


“of operating and maintaining transformers with this type of 


iealing? From a practical aspect I have found that similar 


‘ransformers filled with oil at 15°C and designed for a maximum 


ank pressure of 81b/in? will function quite satisfactorily over a 


temperature range from —5°C to +90°C with pressures inside 
the tank from —2 to +8lb/in? if air solubility is neglected, and 
from —4 to +6lb/in? if this factor is taken into account. Such 
pressure variations are quite moderate from the point of view of 
tank design. 

It is less easy to determine the practical effects of pressure 
variations on the breakdown value of the oil, and much more 
experimental work is required before reliable data on this point 
can be made available. It is accepted that negative pressures 
are bad from a dielectric aspect, but there should be no difficulty 
with ratings up to 1MVA and 33kV. For higher ratings, when 
the transformer is generally filled under vacuum and with 
de-aerated oil, this question of the negative pressure obviously 
becomes more important, as the oil is in a condition more readily 
to take air into the solution, and I do not think that this type of 
sealed transformer would be at all suitable. If a sealed trans- 
former is really required it will pay to follow the American 
method of keeping a small positive pressure of nitrogen above the 
oil, this being fed in from a high-pressure bottle through suitable 
reducing valves. 

I was surprised to see in Section 8 that ““With a gasketed joint 
under oil the chance of a leak of air into the transformer is 
greater than that of a leak of oil from out of the transformer.” 
The reverse has been my experience. 

The greatest danger with a sealed transformer of the (d) type 
arises from the possibility of restricted breathing. This has 
already been referred to, and it is almost the only thing in trans- 
formers which is of really great importance. If there is restricted 
breathing, due to a small amount of air being sucked in either 
through a gasket which is above the oil or a badly welded joint, 
severe oxidation of the oil will take place, with the rapid develop- 
ment of acidity in the oil and corrosion of the metal parts above 
the oil. An alarm device cannot be relied upon to deal with this 
matter, since the transformer may be in a remote position and 
not subject to frequent inspection. 

Although we have not had examples of this with sealed trans- 
formers, we have had one or two bad cases of restricted breathing 
at points where low-voltage cables pass through a close-fitting 
wooden bush. This can cause acidity to develop to such an 
extent that the windings and insulation cannot be cleaned, and 
holes may even be corroded in the tank or the cover. 

Iam also concerned by the reference in Section 8.1 to the fitting 
of high-pressure and low-pressure valves, with the idea that, if 
the pressure is too high the valve will discharge, while if it is too 
low air can be sucked in to stop a negative pressure developing. 
This seems to me to be perilously near to restricted breathing, 
which is so detrimental to the satisfactory operation of trans- 
formers. 

I consider that the best method of operating small transformers 
is to have completely free breathing, with a vent at each end of 
the tank so that air can flow across the surface of the oil, while 
for large transformers I am convinced that the oil conservator 
provides the most economical as well as the most satisfactory 
arrangement. 

Mr. C. N. Thompson: I assume that the principal objective of 
sealed transformers is to minimize oil deterioration; since the 
method seems likely to involve more expense than the normal 
construction, will the author compare the economics at, say, 
different ratings for normal and sealed transformers with other 
methods of combating oil oxidation? I am thinking here, not 
merely of nitrogen blanketing, but of the use of inhibited oils, 
which seem to offer technical advantages. 

The author quotes a value of 6-5cm? of absorbed oxygen per 
gramme of oil as corresponding to the development of an acidity 
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of 1mgKOH/g; this figure refers strictly to oil oxidation with an 
excess of oxygen, which is the opposite case to that which we 
have here, i.e. limited oxygen availability. Our work at the 
Thornton Research Centre shows that with limited oxygen access 
a given oil will tend to produce more sludge at the expense of 
acids (whose formation is favoured under oxygen-excess con- 
ditions, although ventilation permits them to escape). There is 
also evidence that electrical properties, such as electric strength, 
d.c. resistivity and power factor may be impaired under reduced- 
oxygen-access conditions, perhaps because moisture cannot 
escape. 

These facts should be borne in mind in the light of the author’s 
conclusion that ‘‘there is too little oxygen in the system of a sealed 
transformer to cause oil deterioration,’ which may well be a 
dangerous generalization. 

One of the main conclusions drawn from transformer trials at 
top-oil temperatures of 85-100°C is that, although the trans- 
formers are “‘dry’’ in the commercial sense, water is driven from 
the insulation under these conditions. We have desiccant 
breathers fitted by means of which we can weigh the water evolved 
as a function of time of operation, and we can also find evidence 
of lid-corrosion. Moreover, commercial impregnating varnishes 
sometimes dissolve in the oil at these high temperatures, giving 
sludge-like deposits. It is our view that many such instances of 
lid corrosion and sludging which have in the past been ascribed 
to oil oxidation are the result of insulation deficiencies and are 
quite unconnected with the properties of the oil. 

If advantage is taken of the high stability of inhibited oil and 
transformers are operated at higher temperatures than now, more 
attention may have to be paid to the insulation, both as regards 
its oil-solubility characteristics and dehydration prior to use. 
These conclusions apply with equal force to hermetically-sealed 
or nitrogen-blanketed units, especially where the construction is 
such that moisture cannot be released to a desiccant breather or 
to the atmosphere. 

In a sealed unit with air present, all the oxygen will eventually 
be consumed by the oil, especially if this is uninhibited, and, as 
the author points out, due allowance must be made for this in 
equilibrium pressure calculations. I gather from Section 8 of 
the paper that air is more likely to enter a unit under vacuum 
when there is a small leak, rather than oil to escape. This con- 
dition is, as Mr. Richards points out, less desirable from the 
dielectric and oxidation-stability aspects than one where a 
positive pressure is maintained. 

As the author points out, there has not been a great deal of 
work published on the dielectric properties of oils under different 
conditions of gas saturation, and there is ample scope for research 
in this direction. He mentions that one of the theories of break- 
down in oil assumes that the presence of gas in suspension is 
responsible for the initiation of breakdown, the bubbles of gas 
becoming ionized in the field followed by breakdown. “‘It is 
also thought,” he says, “that the gas is changed from solution 
to suspension form by the effect of electric stress.” In this 
connection I would draw attention to a recent paper* which 
contains some very interesting comments on this point. 

Mr. A. T. Chadwick: Since most of the causes of trouble with 
oil in transformers come from the outer atmosphere, it is natural 
that some means should be sought to exclude atmosphere, and 
therefore to consider sealing as desirable. Against that is the 
wide range of temperature variation, which involves the provision 
of means of taking up expansion. Although ideally and 
theoretically it is so desirable, the practical application brings 
in its train questions of both a practical and an economic nature. 

Experience of transformer practice over a long period shows 
that the simple conservator vessel has been almost universally 


* BucuHo1z, H. H.: Elektrotechnische Zeitschrift, 1954, 75, p. 763. 
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accepted. One result has been that transformer makers have 
assumed that oil in a transformer is never in the ideal condition. 
This is accepted as a practical condition and regarded as sound 
policy. However, with tank sealing in some form or other the 
the results of temperature and pressure variation call for careful 
examination. 

In a recent experience with a 7-5 MVA sealed transformer we 
found that during extreme temperature variations there was 
sufficient release of gas from the body of the oil to operate the 
Buchholz device when no internal fault had occurred. This 
occurred during a very cold night when the transformer load was 
very light and the oil temperature fell fairly rapidly. Subse- 
quently we carried out some experiments with oil in two or three 
conditions of gas or air saturation and tested for bubble formation 
under various electric stresses and surface pressures. The oil 
was placed in a vessel with two electrodes spaced slightly apart, 
voltage was applied to the electrodes and a certain degree of 
vacuum to the top surface. 
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Fig. A.—Variation of bubble appearance potential with applied 
pressure for different gas saturation pressures. 


rest gap, 0:025in (3/16in diameter spheres). 
Pg = Gas saturation pressure in oil, lb/in? above 1 atm. 


Region to the left of any particular curve is bubble free; to the right, bubbles will 
appear. 
(i) P. 


3 = 0. 
(ii) Pg = 0° 5lb/in2. 
Gii) Ps = 1-Olb/in2. 


Curve (i) in Fig. A is for the oil which has been subjected to 
the atmospheric degree of saturation. At the point where we 
have —4lIb/in? of vacuum applied we notice that a formation of 
bubbles is given off from the oil with the application of about 
60 volts/mil, which is a stress approximating to values occurring 
between connections, etc., in transformers. 

From the above experience and the results of the laboratory 
tests it appears that, with the type of sealing dealt with in the 
paper, there exists both the possibility of operation of a gas- 
operated relay without any real fault in the transformer, as the 
result of bubble release under low internal pressure conditions, 
and the possibility of internal flashover along a rising stream of 
bubbles. 

Dr. J. B. Higham: The electric strength of the transformer 
insulation is one of the most important special considerations 
for a designer of sealed transformers, and I agree that more 
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» research is needed on this subject. To be complete, not only do 
itransformer oil and its impurities need investigation, but also 
»these in the presence of oil-impregnated paper. It is possible 
that the literature on cables and capacitors would repay 
‘sexamination. 
| The author has estimated from published experimental work 
ithe possible reduction in electric strength to be expected when 
oil is taken through the heating and cooling cycles in a sealed 
s transformer. A colleague and I have obtained results in a single 


j/sequence of tests which agree fairly well with these estimations. - 


Using the degassing equipment and test cell described previously, * 
| we first filtered transformer oil under a partial vacuum so that the 
»»pressure of the gas in solution and of that in contact with the oil 
owas 450mm Hg. The subsequent sequence of pressures and elec- 
tric strengths is shown in Table A, for a 2mm gap which failed to 


Table A 


| R.M.S. breakdown voltage 
»'| Pressure of gas Pressure of gas Stainless-steel electrodes of 4in diameter 
| in contact (p4) in solution (py) 
Gap of 2:00mm Gap of 0:97mm 
—4 —$$<$—<— $$ —— ——————— 
mm Hg mmHg kV kV 
| 450 450 46 26 
450 450 43 Di 
85 450 34 21 
85 450 38 22 
450 450 >46:5 28:5 
85 450 36 — 
760 760 >46:5 33) 
760 760 — 34:5 


—i 


Break down at atmospheric pressure owing to external fiashover 
‘on the test cell, and for a 1mm gap. 

ai So far as they go, the corresponding results in the two tests 
“agree. There was a pause of 10min between breakdowns 
land 16h was allowed for stabilization at atmospheric pressure. 
‘For the pressure conditions used by the author in Section 7 
“hese results indicate a reduction in electric strength of 32% 
‘compared with his estimation of 35%. There are signs 
“of conditioning* (a rise in strength during the first few break- 
» Jowns, probably caused by a process at the electrodes), so our 
value may be about 25%. Even this reduction, however, is 
Sjserious enough to justify the author’s conclusions, and I think 
‘that the percentage reduction would be higher for an oil of 
‘.0orer quality. 

r During the tests with excess pressure of gas in solution we 
s»bserved bubble formation at field strengths below that for 
}oreakdown when some fibres present in the test cell happened 
<0 be in the gap. It is therefore probable that bubbles would 
»e produced in a transformer, and owing to the possibility of their 
‘/odging in the windings, there could be a lowering of both the 
valternating and the impulse voltage strength. 

(a Fig. B illustrates some of the work we are doing at Birmingham 
‘University, which I hope will solve many problems of liquid insu- 
‘ation failure. The photographic densities correspond to refrac- 
“sive index gradients and so to density and hydrostatic pressure 
zradients which result from the application of an electric field 
5etween the spherical electrodes. The turbulence effects, such as 
hose shown, occur in a d.c. field well below that for breakdown in 
‘any but very clean and moisture-free liquids. Ultra-high-speed 
rinematography with high optical magnifications will permit the 
;3tudy of phenomena at the instant of breakdown. 


* watson, P. K., and HicuaM, J. B.: “Electric Breakdown of Transformer Oil,” 
°roceedings I.E.E., Paper No. 1501 M, March, 1953 (100, Part IIA, p. 168). 
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(ii) 


(iii) 


Fig. B.—Schlieren photographs showing the effect of an electric field 
on an insulating liquid. 


(i) Clean dry carbon tetrachloride during first half hour after a breakdown; 
turbulence disappears later. 

(ii) Jet-like turbulence from a single moving fibre. 

(iii) The effect with many stationary fibres. 


Mr. Leslie Smith: Despite the author’s contrary implication, 
the bellows arrangement or diaphragm has been used on trans- 
formers rated up to 750kVA, and, with modification, up to 
1 MVA;; Fig. C shows a copper bellows of the type in question. 

In Section 2 the author refers to the sealing of transformers 
of normal construction with an expansion space large enough to 
keep the pressure reasonable. | regard this as poor engineering 
practice, for I dislike a joint which needs to be airtight for 
successful operation and which cannot easily be tested. There 
are constructions which ensure that the main gasket is under 
oil (Fig. D), and with these it is possible for the joint to be tested 
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Fig. C.—Copper bellows for use up to 1MVA. 


under a considerable oil pressure, when leaks would be obvious. 
When such a test is carried out, and with the moderate negative 
pressures that develop inside the transformer when it is cooling, 
there is no danger of leakage of air inwards. The design and 
manufacturing procedures are so arranged that the pressures are 
in the range of + 5lb/in? without the use of spring-loaded valves. 

In Section 8.1 the author refers to the practice of fitting low- 
and high-pressure valves, and I wonder whether this implies 
restricted breathing, which we all wish to avoid. Since we look 
to the sealed transformer for an obvious benefit—freedom from 
the need for frequent servicing—we should avoid valves or fittings 
in the air-space. Some 25 years ago I tried to use a small spring- 
loaded valve which was expected to operate at about 51b/in?, and 
I believe that Mr. Welch’s troubles with the old cushion-type 
transformer arose from an attempt to use a valve of that kind. 

I think that the mechanism of such leakages involves a small 
orifice through which damp air leaks; once inside the transformer 
it expands, because of the negative pressure, and so deposits its 
moisture and initiates a train of events leading to the conditions 
to which Mr. Welch refers. This mechanism was probably 
responsible for the cupful of water I saw collected from the 
inside of a poorly constructed case. I have had experience over 
many years, however, of the cushion arrangement, where the 
case is high-pressure tested before sealing, and I have yet to find 
a transformer in other than first-class condition after a long 
period of service. The author rightly refers to the probable 
reduction in breakdown strength of oil at sub-normal pressures, 
but I believe that at moderate negative pressures and with 
generous designs the user need have no anxiety on this account. 

I notice that throughout the illustrations the author has shown 
a maximum expansion space which is about 15% of the cold-oil 
volume, but in our practice we employ a very much larger space 
than that. 

Dr. A. L. Williams: I am surprised that transformer engineers 
still find it necessary to study a problem which cable engineers 
solved 30 years ago. I refer to the similarity between the trans- 
former and the oil-filled cable, for the satisfactory life of both 
depends on complete filling with a good oil subsequently main- 
tained in good condition. The latter can be achieved only by 
ensuring that gases and moistures are excluded so far as prac- 
ticable, and by ensuring that the pressure never falls below 
atmospheric. 

The method used in the cable is the first of the four described 
in Section 2, but it is dismissed as being confined only to small 
transformers, JI can see no reason why it should not be used 
on transformers of any size, and, presumably, the larger the 


Fig. D.—Transformer sealed with gasket under oil. 


transformer the more important it is that it should be trouble- 
free. I appreciate that large oil volumes, with the necessity for 
cooling, present some engineering problems, but I should have 
thought the principle easier to apply to a transformer than to a 
cable. In the cable, severe transient and static pressures have 
to be dealt with in a long, flexible tubular construction, installed 
out of sight and out of reach, and the electrical and thermal 
conditions are onerous. In the transformer, on the other hand, 
one has to deal only with an accessible steel tank. 

Apart from the question of construction, Section 7 refers to 
filling under 28in of vacuum. To make a further comparison 
with cable practice, this is not a good enough vacuum to ensure 
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“complete impregnation or to remove contaminating gases and 


a 


J 


i and the earlier discussion. 


H moisture. 


| The results of these differences are apparent from the paper 
Whereas the oil-filled cable is 


‘jexpected to live, and will live, for 30, 40 or 50 years without 


( 


‘attention, in the case of the transformer, after a comparatively 


)short period, one has to worry about acid value, interior rusting, 


)\sludge formation and deteriorating electrical quality. Even if 


— 


} 


}| 


| 


)| 


ithe oil is changed, this does not remove harmful impurities 


jentirely and does not prevent the cycle from starting all over © 


sagain. 
| I should therefore like the author to explain what factors 
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tion. Above the discharge inception voltage the insulation is 
slowly degraded by the energy of the discharges and the life is 
proportional to the number of cycles of alternating voltage. The 
rate of deterioration increases rapidly with increasing voltage, 
as shown in Fig. E, which indicates that the ratio of the long- 
and short-time breakdown strengths varies for every type of 
insulation.*+ 

Recent investigationt shows that in short-time and step-by- 
step tests failure is due to the combined effects of stress concen- 
tration and local heating at the end of discharge channels. It is 
noteworthy that the step-by-step breakdown voltage of oil- 
immersed insulation is often increased when the breakdown 


Table B 


THE EFFECT OF CONTAMINATION IN THE TEST MEDIUM ON THE STEP-BY-STEP ELECTRIC STRENGTH OF SHEET INSULATION 


Test medium 


Breakdown voltage of oil, measured in B.S.I. test 
cel KV(Em:s:)\ ae ; 


Clean B.30 
transformer oil 


Oil contaminated by 
sustained arcing 
through the oil 


Oil contaminated after 
50 tests on phenolic 
samples 


Slightly Conant ee 
oi 


Polythene sheets 3: 1mm thick 

Number of tests .. a ae 3p ae 

Breakdown strength measured with B.S.I. elec- 
trodes, kV/cm(r.m.s.) .. oA aye : 


Phenolic impregnated paper sheets 3:2mm thick 
Number of tests sg an oe fs 
Breakdown strength measured with B.S.I. elec- 

trodes, kV/cm(r.m.s.) aA a4 a 


/ prevent the universal application of the only method of sealing 
» which is technically sound. 

Vv 
‘J author’s suggestion in Section 7 that the infinite-time breakdown 
} voltage at normal frequency may be about 73% of the 1 min 


Mr. J. H. Mason: Is there any practical justification for the 


aang voltage at twice normal frequency? My experience 


indicates that there is no simple correlation between the short- 


»time and long-time electric strengths of insulation. 


The long-time breakdown voltage is determined mainly by 


“electrochemical effects in the oil and by discharges in the insula- 
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NUMBER OF CYCLES TO BREAKDOWN 


| Fig. E.—Variation of the life of insulation with stress, 
| in the presence of discharges. 


U.R.32; E; ~ 137 kV/cm (peak). 
U.R.21; E; ~ 100 kV/cm (peak). 
(iii) Polythene discs with enclosed cavity, ¢ = 2°3; 
E; between 35 and 50 kV/cm (peak). 
civ), (v) Polystyrene discs} with enclosed cavity, « = 2-6; 
Ej ~ 28kV/cm (peak). 
(iv) Plasticized. 
(v) Unplasticized. 
vi), (vii) Phenol formaldehyde with nylon and cellulose-filler,} ¢ = 5:6; 
| E; ~ 28kV/cm (peak). 
} (vi) moulded cavity. 
(vii) machined cavity. 
(viii) Nylon discs with enclosed cavity;{ « = 4-0, Ei = 


i), (ii) Polythene cables,* (i) 
(ii) 


20 kV/cm (peak). 


164 + 10 


strength of the oil is reduced by contamination or fibres, as 
shown in Table B. 

In view of the rapid decrease in life of insulation with increasing 
alternating voltage, I would urge that d.c. or impulse tests, 
supplemented by a.c. discharge detection measurements should 
be substituted for a.c. over-voltage proof tests. 

Mr. T. Williams: We are operating nitrogen-cushioned and 
air-sealed transformers both in service and under test conditions. 

Two S50kVA units under nitrogen are cyclically overloaded to 
effect an oil temperature of 90° C, and standard air-breathing 
units are run on the same cycle as a comparison. The oxygen 
in solution in the oil has fallen from 0:5% to 0:15-0:3% in two 
years and in the standard units it has risen to 1-5-2:0%. The 
acidity rose from 0:03 to 0-15mgKOH/g, and we are of the 
opinion that nitrogen sealing is not justified in small units. 

We have also operated for 18 months on commercial load 
15 and 20MVA units, each under a nitrogen cushion; in one 
case the oxygen in solution in the oil has fallen from 1:0% to 
0:2°%, and in the other from 1:5% to 0:2-0:3%. We have 
experienced considerable trouble on both units with leakage from 
gas-control equipment and one is virtually on hand control. In 
both cases, pressure is controlled between 1-5 and 5-01b/in’. 

Our third unit is a 74 MVA 66/11kV one operating under a 
simple air seal. Our problems have again arisen through leakage, 
although in this case in the transformer proper. In service, we 
have recorded a pressure range of from 3 inHg positive to 5inHg 


* Howarb, P. R.: “The Effect of Electric Stress on the Life of Cables incorporating 
a Polythene Dielectric,” Proceedings I.E.E., Paper No. 1119, June, 1951 (98, Part 2, 

. 365). 
2 t yetaree! N.: “The Effects of Small Discharges on Some Insulating Materials,” 
E.R.A. Report Ref. L/T321, 1954. ' 

t Mason, J. H.: “Breakdown of Solid Dielectrics in Divergent Fields,’ E.R.A. 
Report Ref. L/T310, 1954. 
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negative, and on one occasion the Buchholz alarm operated 
through air entering the main tank. The analysis of gas collected 
gave a nitrogen/oxygen ratio of 8-4, and we believe that, had 
the gas resulted purely from liberation within the oil, the ratio 
would have been closer to that of the gas in solution, which was 
18 at the conservator and 33 at the bottom of the tank. On test, 
air was observed bubbling in the Buchholz chamber at 5inHg 
negative pressure. Several attempts have been made to cure the 
leaks, but none appears to be completely successful. The unit 
has been resealed at an equivalent pressure of 21b/in? at con- 
ditions equal to 30in Hg and 15°C, in order to maintain positive 
pressure, and so far, in spite of recent severe weather conditions, 
no negative pressures have been recorded and no gas has entered 
the float chamber. 

In view of our experience, I believe that progress in the use of 
sealed transformers will require some adjustment to manufactur- 
ing technique, and manufacturers will be faced with the problem 
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of constructing sealed units and designing efficient regulating 
valves. 

In view of the general effect of gas solubility on the Buchholz 
device, the pressure to be considered is a change in absolute 
value, and as we have operated nitrogen-cushioned units with 
a pressure range comparable with that of the air-sealed unit 
without trouble, I feel that within reasonable limits this form 
of protection may still be used. 

I understand that gas goes into solution more readily than it 
will come out, and I thus wonder whether a supersaturated state 
can exist and where the gas is liberated when the pressure falls. 
If it occurs mainly on the free surface, namely in the conservator 
tank, the Buchholz protection would remain unaffected. I am 
not unduly worried by the dielectric effect of the electrical stress 
on the oil at the voltages under consideration, but I wonder how 
it affects gas liberation. Does its presence promote liberation 
or not? 


THE AUTHOR’S REPLY TO THE ABOVE DISCUSSION 


Mr. E. B. Franklin (in reply): I endeavoured to avoid pass- 
ing opinion on the relative merits of sealed transformers; 
type (d) is simple in construction, but certain problems asso- 
ciated with it did not seem to have been exposed in the past 
and the paper is foremost a preliminary examination of these 
problems. 

Mr. Welch’s unfortunate experience is probably the result of 
faulty design in which the solution of gas in oil had not been 
accounted for correctly. However, sealed-transformer per- 
formance cannot be judged from such faulty units and the 
principle thus condemned. 

Low working temperatures (with uneconomic utilization of 
active material) may contribute in no small way to the satisfaction 
expressed with conventional breather types. 

On the subject of electric strength, one cannot unfortunately 
summarily dismiss the lowering of electric strength under certain 
conditions if the full implication of this with attendant bubble 
formation is grasped. 

Mr. Richards and Mr. Smith raise the question of gasket 
joints, indicating that a joint under oil is infinitely better than a 
joint in air. This may be a false assumption when entry of air 
from outside under negative pressure is considered; joints tight 
to oil are not necessarily tight to air. 

I feel that the complication of valves is better avoided if 
possible, but I do not agree that reliable correctly regulated valves 
give rise to restricted breathing. For example, after filling with 
degassed oil, pressure stabilization would come about with one 
or two valve actions, but after this further operation would not 
normally occur. 

Mr. Thompson has drawn attention to the difference that may 
exist between oxygen quantities required to produce given acidity 
values under limited and free oxygen-access conditions in 
the laboratory. However, the statement making reference to 
dangerous generalization is rather unjustified and is misrepre- 
sentative of fact. Field experience is more convincing as final 
evidence than laboratory test. The fact is that air-sealed trans- 
formers have been extensively used in the past and are shown to 
limit oxygen access to values such that troublesome oil deteriora- 
tion is eliminated. I cannot make economic comparisons be- 
tween sealed types and conventional types using inhibited oil. 
However, it is interesting to note that the former has an advantage 


in that more simple protection against humidity is offered, which 
is of great importance. 

Mr. Chadwick has provided extremely useful and interesting 
information on the subject of Buchholz operation and the release 
of bubbles under electric stress. From this there are obviously 
as yet unsolved problems connected with this type of transformer. 
The curves show remarkable sensitivity of the bubble-release 
stress to excess pressure of gas in solution. 

Commenting on Dr. Highams’s experiments, it is probably 
the figures before conditioning that are of interest with sealed 
transformers. 

Dr. Williams has quite rightly pointed out that what the trans- 
former engineer has been content with is not at all good enough 
for cable engineers. The fact is that some transformer engineers 
are only now beginning to realize that the treatment of a high~ 
voltage transformer should assume the same importance as the 
treatment of cables. There are engineering difficulties involved 
in the sealing of large transformers in the manner suggested, 
because of the large oil quantities and the extreme temperature 
variations. 

In reply to Mr. Mason, the 73% quoted in Section 7 is taken 
from Montsinger’s work.* The simple relationship was taken 
to illustrate the importance of a large additional drop in electric 
strength after works test. Where composite insulation is in- 
volved, the problem is obviously more complex than indicated, and 
here again research is necessary to determine how oil-impregnated 
insulation behaves when the oil becomes super saturated with 
gas in solution. Preliminary tests made some time ago showed 
that the dependence of breakdown on applied pressures and gas 
in solution was greater with fibre-contaminated oil. 

Mr. Williams wonders whether gas can be liberated from 
supersaturated oil in regions where Buchholz operation would 
result. I believe that under certain conditions the bulk of gas 
slowly liberated would be below the main cover and would thus 
operate the Buchholz relay. If the pressure due only to the 
head of oil acting, say, at cover level were greater than the excess 
pressure of gas in solution, gas liberation would not be likely 
below this level. Mr. Chadwick’s curves provide the answer to 
the last question posed by Mr. Williams. 


* MoNnrTSINGER, V. M.: “Effect of Time and Frequency on Jnsulation Tests on 
Transformers,” Transactions of the American I.E.E., 1924, 43, p. 
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SUMMARY required to give a specific improvement in performance, e.g. a 

@, The paper describes the construction of charts showing the economic reduction in the inlet and outlet water temperatures by 1°F at 
luty conditions of natural- and mechanical-draught cooling towers Lee eee ce See pine tee ; F 
© or generating stations in the British climate. he c & : ie Sn estar searema pry per et ae 
Bitcrms of a Clee ca ane sacle reel aot the generation authority, i.e. the value of the additional electricity 
nd (5) the full-load turbine heat-rejection per square foot of net 
‘| xhaust area. Typical seasonal temperature and load cycles are Constant 
ai. ssumed. heat input 
d The calculations indicate that past design practice often led to P kW d 
owers which were unduly large and water-temperature ranges which Saas Ne 
evere unduly small. By correct design, net capitalized savings of the 
terder of £200 000 per 240-MW station can be made in some instances. 
» “he advent of larger turbine units and the associated higher values 
q factor (6) will make higher water temperatures economic. 


-—s 


02 °F 


1 With mechanical-draught towers, the water temperatures specified 
hould generally be lower than with natural-draught units. A chart 
™ constructed showing the difference in the overall costs of generation 
s/f stations fitted with natural and mechanical-draught towers. This 
Phart suggests that mechanical-draught towers are economic only at 
7 ow values of factor (b), such as those obtained on small turbines. 
nother chart shows the effect of varying climatic conditions on the (eee 
areas Higher air temperatures favour mechanical draught. 
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1. Circuits for combined river and cooling-tower schemes are examined. 
\Vith these arrangements the cooling towers generally operate mainly 


oor 


Guring the summer season, and consequently mechanical-draught Condenser 
towers are often economic. Even with small rivers having widely steain Cempera line 
ip ariable discharges, such combined schemes can be responsible for SG 


substantial savings relative to pure cooling-tower schemes. 
i} Fig. 1.—Generating-station cooling circuit. 


| (1) INTRODUCTION (01 + 62)/2 = Om 


a The designer of inland power stations is faced with a number 


which can be generated for the same station heat intake, less any 


i problems concerning the economic disposal of the heat of increase in the cost of primary plant items such as the turbo- 
iondensation. Often a choice exists between a “straight generators. 

ooling-tower installation and one co-ordinated with a small =, 

jocal river: there is also a choice between cooling towers of the The economic duty point is that for which (a) is equal to (5). If 


,atural- and mechanical-draught types. Whichever type is desired, a profit allowance can be included in the capital charge 
elected, the economic duty conditions have to be found for rate in establishing this equality. 

he purpose of the cooling-tower specification. An incorrect The additional investment (a) is easy to calculate now that 
lecision on any of these issues can result in substantial additional reliable performance and cost data for cooling towers are 
2 osts of generation. available. The calculations in the paper are based on per- 
| The paper shows how these issues can be decided and, more formance equations of the type proposed by Chilton, and 
bpecifically, presents the economic solutions in graphical form generalized by Margen? to apply also to mechanical-draught 
»ver the range of conditions met in British stations. towers. The cost data are described in Section 10.1.1. 

| The treatment also involves a discussion of the economic The additional financial value, (4), involves three primary 
lluties of the other components of the heat-rejection circuit variables, namely 

shown in Fig. 1, i.e. the condenser, circulating-water plant and 


= 


(i) The station loading programme in various seasons. 


porbine exhaust. (ii) The ratio of the full-load heat rejection, Of,, to the net area 
: of the turbine exhaust. This ratio will be termed the “turbine- 
(2) PROCEDURE FOR DETERMINING ECONOMIC DUTY exhaust heat loading,” ge. 

t CONDITIONS (iii) The condenser steam temperature, f. 


cig Enoym,... Leconsistsin deters annual load-factor, also have fairly similar load programmes 
(a) The additional annual investment in the cooling tower 1 is considered that these programmes are represented with 


-) Mr. Kennedy is with Kennedy and Donkin. sufficient accuracy for the purpose of the paper by load-allocation 


/| Mr. Margen, formerly with Kennedy and Donkin, is now with Aktiebolaget diagrams of the type shown in Fig. a Having drawn one load- 
/\\tomenergi, Stockholm. 
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i i ini omic duty of a : ; : : 
The basic procedure for determining the econ y In Britain, most generating stations which have a given 
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Fig. 2.—Seasonal block-load allocation diagrams used in calculations. 


(a) 20% annual load factor. 
(b) 45% annual load factor. 
(c) 100% annual load factor. 


allocation programme for each load factor, variable (i) may then 
be represented by load factor only. 

Variables (ii) and (iii) influence the result because an increase 
in the turbine-exhaust heat loading or reduction in the con- 
denser steam temperature increase the turbine leaving loss. The 
higher the leaving loss, the lower is the net benefit obtained 
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Fig. 3.—Incremental generator output per degree Fahrenheit in con- 
denser steam temperature (based on y; = 0:7). 


from reducing the condenser steam temperature. 
out clearly in Fig. 3. 


Variable (ii), i.e. the turbine-exhaust heat loading, is a design 


This is brought 
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constant of the turbine which can vary over a wide range, being 
in general small with turbines of low rating, and large with 
turbines of high rating, unless a large number of exhausts are 
used. Typical figures are given in Table 1. 


Table 1 


TypicAL Exuaust HEAT LOADINGS FOR TWIN-FLOW 
TURBINES 


Exhaust heat 
loading (qe) 


Turbine rating 


B.Th.U./sec-ft2 
1 100 
1 500 
1 900 


Variable (iii), ie. the condenser steam temperature, depends 
largely on atmospheric conditions. Throughout the British 
Isles these may be represented approximately by dividing the 
year into three seasons of equal duration which have the effective 
mean wet- and dry-bulb temperatures shown in Table 2. The 


Table 2 


ASSUMED MEAN ATMOSPHERIC TEMPERATURES 


Temperature 
Season 


Wet bulb Dry bulb 


ok SF 


Winter ae 41 43 
Intermediate. . 49 52 
Summer a 57 61 


condenser steam temperature is also dependent on the particulars 
of the cooling tower, condenser and circulating-water plant. 
When a designer sets out to find an economic heat-rejection 
circuit for a new station, these plant particulars are initially 
unknown. Their economic values must therefore be determined 
simultaneously* by trial methods. 

The above discussion suggests that there are only two inde- 
pendent variables of major consequence for British generating 
stations relying entirely on cooling towers, namely the annual 
station load-factor, L, and the full-load turbine-exhaust heat 
loading, g,. The economic duty of heat-rejection plant may 
then be represented by plotting the following three parameters 
on charts having L and q, as co-ordinates: 


(a) The economic full-load cooling-tower temperature difference, 
(6m — twi), where 0,, is the algebraic mean of the inlet and outlet 
circulating-water temperatures, and fy; is the atmospheric wet-bulb 
temperature. 

(b) The economic full-load condenser temperature difference, 
(t — 6), where ¢ is the steam temperature in the condenser. 

(c) The economic full-load temperature range, (02 — 6;), of the 
circulating water (which is an inverse measure of the water quantity). 


The values of the first of these parameters are shown in 
Figs. 4(a) and 4(6) for natural- and mechanical-draught towers 


_ * This finding conflicts with a conclusion reached by Bottomley! in 1941 by am 
interesting but oversimplified method. He assumed that the improvement in turbo- 
generator performance per degree Fahrenheit of water-temperature reduction was 
constant, and consequently concluded that the economic cooling-tower size, condenser 
size and circulating-water quantity were independent of one another. Fig. 3 indicates 
that Bottomley’s assumptions would not be seriously in error for very small turbines 
which might have values of gg below 750 B.Th.U./sec-ft2, but that it would be quite 
unjustified for the values of gg used in large modern turbines. 
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a respectively, * and the values of the second and third parameters 
6)are shown jn Fig. 5, 
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+ Fig. 4.—Economic mean temperature difference of cooling towers. 


»| The curves show the temperature difference (8m — twi) to be specified at the 
+ -eference conditions of atmospheric temperatures: wet bulb = 49°F; dry bulb = 52°F. 


| (a) Natural draught. 
(b) Mechanical draught. 


i * Figs. 4(a) and 4(b) give the tower performance at the following atmospheric 
*\-eference temperatures: wet bulb, 49°F; dry bulb, 52°F. To obtain tower per- 
+ ormance at other atmospheric conditions. proceed as follows: 

‘) (a) From reference value of (@m — twi) and reference atmospheric wet-bulb tem- 
‘erature read off the reference “‘enthalpy difference” designated by (h’’ — hy) in 
\ Fig. 2 of Reference 4. 

| (6) Read off atmospheric factors yy (for mechanical draught) or yy (for natural 
\draught) from Fig. 1 of Reference 4 (for the new atmospheric conditions), and 
‘/nultiply the reference enthalpy difference by yy/1-42 or yy/10-23 to obtain the new 
‘jsnthalpy difference. 

 (c) For the new enthalpy difference and the new atmospheric wet-bulb temperature 
fread off the new value of (Om — tw1) from Fig. 2 of Reference 4. ; 
» Step (6) can usually be omitted for mechanical-draught towers, since yy/1-42 is 
‘nsually close to unity. Steps (a) and (c) can be performed from standard hygrometric 
ables if Reference 4 is not available. (See definitions in Section 10.) 


(3) DISCUSSION OF ECONOMIC DUTY CONDITIONS 


Figs. 4(a) and 4(6) show clearly the very large effect of the 
turbine-exhaust heat loading on the economic water temperatures. 
As larger turbine units come into use, the exhaust area cannot 
keep pace with the increase in the quantity of heat rejected per 
machine, so that inevitably the turbine-exhaust heat loadings 
gradually increase and higher water temperatures, i.e. less 
exacting cooling-tower duties become economic. Load factor 
also has a fairly pronounced influence on the economic water 
temperatures, an increase in load factor producing a reduction 
in the economic water temperatures. The economic water 
temperatures for mechanical-draught towers are lower than those 
for natural-draught units (over the relevant range of duty con- 
ditions) so that, where tenders for both types are desired, different 
performance specifications should be formulated. 

The charts are based on towers with splash-bar packings, and 
3-8 % should be added to the values of (6,,, — t,,,) for application 
to film-type packing designs. 


1500 
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Station load factor 


Fig. 5.—Economic water-temperature range and condenser- 
temperature difference. 


——— Water-temperature range, (02 — 01), °F. 
--0-- Algebraic mean temperature difference across condenser (t — 0m), °F. 


The curves are calculated for natural-draught cooling towers, but apply to 
mechanical-draught towers within +1°F. 


The full lines on Fig. 5 indicate that load factor has relatively 
little effect on the economic temperature range of the water, 
whereas the exhaust heat loading has a very pronounced effect. 
The charts suggest that the economic temperature ranges are 
higher than those which have been used in the past, when 
temperature ranges as low as 12°F were often used. This 
practice probably sprang from the incorrect application of 
designs developed for river stations to cooling-tower applications. 
Table 3 compares the calculated economic temperature ranges 
for the two types of station. 

Regarding the calculated economic temperature differences 
across the condenser represented by the broken lines in Fig. 5, 
it is necessary to make the reservation that cost relations for 
condensers are more variable than those for cooling towers, 
particularly because the condenser dimensions may influence the 
dimensions and costs of the power-station buildings. The con- 
denser relations used in the paper are, however, considered to 
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Table 3 


COMPARISON OF ECONOMIC CONDENSER AND CIRCULATING- 
WATER DESIGN FOR TYPICAL RIVER AND COOLING-TOWER 
STATIONS 


(L = 0-45, g, = 1 250 B.Th.U./sec-ft’) 


Station 


Cooling tower 


Economic water-temperature range, ET 
(02 — 04), °F 
Economic condenser ener 


difference, (t — 0), °F 


16:0 


be sufficiently representative for the main object of the paper, 
i.e. the presentation of charts giving realistic assessments of 
economic cooling-tower duty conditions. For this purpose a 
high degree of accuracy of assessing the economic condenser 
performance is not necessary. The values shown in Fig. 5 
incorporate an allowance for deterioration in service due to 
scale deposit. 


Table 4 


Cost COMPARISON OF Two COOLING-TOWER SCHEMES FOR 
240-MW STATION 


(L = 0-45, g, = 1 500 B.Th.U./sec-ft”) 


New 
design 


Original 
design 


Design conditions based on atmospheric reference 
conditions of 49°F wet bulb, 52°F dry bulb: 
Cooling-tower ee difference 

(Om Ss wi) ~ 
Water eae range, (02 — 03), ° 
Condenser temperature difference* a _ Om), 


25:6 


18-6 
16°8 
Full-load station heat rejection, B.Th.U./sec 400 000 
Annual costs: 
Capital charges and maintenance on towers, 
£/annum 
Circulating-water pumping costs, £/annum .. 
Difference in charges on piping, 
valves, etc., £/annum 
Effect of difference in vacuum, £/annum 


44 400 


28 600 
culverts, — 


22 000 
95 000 


16 900 
219 000 


Total 3 Jes 
Saving in favour ‘of new design, £/annum a 
Saving capitalized at 7:7°%, £/annum ae -- 


111 900 


* This corresponds to a terminal temperature difference of 7-5°F at the hot end of 
the condenser for either design. Assuming that the water velocities for the two 
designs are in the ratio 1:55 : 1, the same condenser can be used for either scheme. 
See Section 10.4.2 for description of other assumptions. 


Table 4 illustrates the importance of specifying the cooling 
tower conditions in accordance with the above discussion. The 
first column is a typical example of a station designed some 
years ago, when there was a tendency to make towers large to 
reduce carry-over of water drops, and a tendency to adopt too 
low water temperature ranges. The second column shows cor- 
responding costs with towers designed to an economic specifica- 
tion, and indicates that this would resuit in a net capitalized 
saving of over £200000 for a 240-MW station. As several 
stations laid down some years ago with such over-generous 
cooling towers are now only partially constructed, the oppor- 
tunity still exists to improve the design by omitting one tower 
and several pumps. It should be pointed out that part of this 
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improvement has been made possible only by the development of 
satisfactory “‘eliminators” by the British Electricity Authority,” 
which reduce carry-over to negligible amounts even when the 
cooling towers are small in relation to the heat quantity. 


(4) NATURAL VERSUS MECHANICAL DRAUGHT 


Fig. 6 shows the comparison of the total annual costs of 
natural- and mechanical-draught towers, the area below the 
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Fig. 6._Economic comparison of natural- and mechanical-draught 
towers for British stations. 
The curves show the total costs of generation with mechanical-draught towers less 
the total costs of generation with natural-draught towers. 


£ per annum per B.Th.U./sec of full-load heat rejection. 
----- Percentage of economic capital charges on natural-draught towers. 


heavy shaded line representing the range of conditions over 
which mechanical-draught towers are estimated to be financially 
superior to natural-draught towers. The other curves on the 
chart show the net difference in the annual costs expressed in 
pounds per annum per British thermal unit per second of the 
full-load heat rejection. A difference of 0-01, for instance, 
represents £1000 per annum for a 60-MW set. The chart 
should not be used as a firm basis of selection between natural- 
and mechanical-draught towers, because site conditions affect 
the relative prices to some extent, and makers’ quotations are 
not always offered on the same basis. Nevertheless, the chart 
gives a good indication of the main factors which influence the 
financial comparison. 


(4.1) Influence of Turbine-Exhaust Heat Loading 


Inspection of the chart indicates that the exhaust heat loading 
has a very strong bearing on the comparison, a high heat loading 
favouring natural draught. To explain this, one may regard a 
natural-draught chimney as an engine which develops useful air 
power in proportion to its height and the amount of heat sup- 
plied to it. The heat is a waste product, so that the chimney 
is economic if the power developed from this free heat is sufficient 
to pay for the capital charges. Now the discussion in Section 3 
has shown that an increase in the turbine-exhaust heat loading 
produces an increase in the economic water temperatures, and 
hence a reduction in the economic ground area of the chimney. 


In other words, the chimney can still develop the same air power 
but costs less to construct and is consequently more economic. 
Hence high turbine-exhaust heat loadings are advantageous to 
}| natural draught. 


(4.2) Influence of Load Factor 


Fig. 6 also shows that, contrary to common belief, the station 
jload factor has little influence on the economic comparison 
4) between natural- and mechanical-draught towers. The prevalent 


high than at low load factors is probably based on the supposition 
on a chimney developing free air power continuously is in a 
i better position to pay for its capital charges than one which 
develops power for only a small fraction of the year. That 

argument is correct in itself, but there are other factors which 
4 cancel its effect. The most important of these is the fact 
that with higher load factors larger towers (i.e. chimneys with 
3 larger ground areas) are economic, as shown in Section 3. 
at Hence the cost of the chimney also increases. Furthermore, for 
a given heat quantity supplied to it, a cooling-tower chimney 
‘can develop more power on cold days than on hot days. Low- 
hand medium-load-factor stations tend to have more of their 
operating time in the winter than in the summer, and from that 
saspect are favourable to natural draught. Stations with very 
dhigh load factors (i.e. approaching 100°%) must inevitably be 
biloaded almost as heavily in summer as in winter. Fig. 6 shows 
ithat the various factors mentioned above approximately cancel, 
) Le. that station load factor has little influence on the economic 
= comparison. 


(4.3) Influence of Climate 


| Fig. 7 shows the dividing lines between the economic spheres 
of application of mechanical- and natural-draught towers for 
dibulb te climatic conditions. Each curve is based on one wet- 


. 


bulb temperature and an associated dry-bulb temperature, which 


are assumed to be maintained throughout the year. Moreover, 
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1 Fig. 7.—Influence of climate on relative merits of natural- and 

| mechanical-draught towers. 

*| The curves show the conditions under which both towers give the same overall 
© ost of generation, natural-draught towers being economic above the curve. 

----- British conditions (from Fig. 6). 
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(| belief that natural-draught towers tend to be more economic at - 
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to simplify the calculations for this chart, it is assumed that the 
towers are never on partial load, so that a load factor of 40% 
is, for instance, obtained by operating the tower on full load for 
40% of the year. 

The Figure shows the very pronounced influence of the climate. 
With a mean wet-bulb temperature of 40° F there is no economic 
application at all for mechanical-draught towers, however low 
the exhaust heat loading; for a mean wet-bulb temperature 
above 70° F there is no economic application for natural-draught 
towers, for any foreseeable turbine exhaust heat loading. 
Northern Canada and India are examples of these two extreme 
conditions. The United States has average air temperatures 
more than 10°F higher than Britain, and this in itself would 
explain the predominance of mechanical-draught towers in 
American power stations and the predominance of natural- 
draught towers in British ones. The precise positions of the 
dividing lines on Fig. 7, of course, depend on the cost data 
capital-charge rates, and modified data may apply in countries 
other than Britain. 

With the uniform load and temperature conditions assumed 
for each curve in Fig. 7, the station load factor does influence 
the economic comparison between natural and mechanical 
draught towers to a small extent. 


(5) ECONOMIC OPERATION 


With natural-draught towers fitted with water-distribution 
systems which work effectively over a wide range of water 
quantities, it does not pay to shut down some of the towers, 
however light the station heat load. The only independent 
operating variable is thus the water quantity, and this should be 
reduced by reducing the number of pumps on load whenever 
the incremental generator output (plotted in Fig. 3) reaches a 
low value, i.e. whenever a greater economy can be obtained by 
reducing the pumping power than by improving the vacuum. 
This reduction in the number of pumps on load should take 
place particularly in the winter and at times of low station load. 

With mechanical-draught towers it does pay to cut out some 
of the tower cells at times of light station load or low atmospheric 
temperatures in order to reduce the power consumption of the 


Station heat rejection, 
fraction of full load value 


O45 40 45 50 55 60 
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Fig. 8.—Mechanical-draught tower operation. 
The curves show the highest heat load at which it is economic to 


maintain all cells in operation. 


Based on simplified performance relation, eqn. (1a). 
----- Based on estimated actual performance. 


fan. Fig. 8 shows the load below which cutting out of cells 
should start in various seasons. In practice, it is doubtful 
whether operation would always conform precisely with the most 
economic programme, and for that reason it was assumed in 
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the calculations that cells would be cut out whenever the load 
fell below one-half of full load. 

Calculations for the paper are based on single-speed motors, 
but for certain ranges of conditions the extra expense of two- 
speed or even variable-speed motors is justified by the reduction 
in the average power consumption by the fan. The net change 
in the overall annual costs, however, is not sufficient to change 
Figs. 6 and 7 appreciably. 


(6) COMBINED RIVER AND COOLING-TOWER SCHEMES 


Where a direct choice exists between the use of a self-contained 
river cooling scheme and a cooling-tower scheme the former 
would almost invariably be chosen, because the river works 
usually cost much less than the cooling towers, the average 
vacuum obtained by river cooling is better and the pumping 
costs are lower. Altogether these factors may account for a 
capitalized saving of some £800 000 for a 240-MW station. 

There are, however, few rivers in Great Britain large enough to 
deal with the entire heat rejection of modern generating stations 
during especially dry periods. More often, combined river and 
cooling-tower schemes have to be adopted, and these can be 
arranged in two basic types of circuit, shown in Fig. 9. Circuit (@) 


Tower 
pumps 
Condenser 
pumps 
— River a Se 
(2) 
Variable- 


height weir 


River —> AN 


Weir (b) 


Fig. 9.—Cooling circuits for combined river and tower scheme. 

(a) Circuit with “ 
river discharges. 

(6) Simple series circuit; modified arrangements without weirs are possible. 


shunt” across towers; flow direction reverses during very low 


has a shunt across the towers which enables the station to 
operate normally with river cooling, the tower being brought 
into operation only at times of low river discharge to prevent the 
river temperature from rising to unacceptable values. The pro- 
vision of separate condenser and cooling-tower pumps minimizes 
pumping costs, since most of the water is pumped only against 
the friction head in the condenser circuits, and not the static 
head of the tower circuit. Variable-speed motors may be used 
for the cooling-tower pumps to facilitate river-temperature 
control. With fairly large rivers the tower would normally be 
used mainly in the summer, i.e. the season of low river discharges 
and high river temperatures, and in these circumstances 
mechanical-draught towers would generally be economic. 
Table 5 gives leading particulars of such a scheme, where the 
river can absorb only 16% of the full-load station heat rejection 
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Table 5 


COMPARISON OF HYPOTHETICAL COMBINED RIVER AND 
COOLING-TOWER SCHEME WITH NoRMAL COOLING-TOWER 
SCHEME 


(L = 0:45, g, = 1 500 B.Th.U./sec-ft?) 


Assumed permissible heat rejection to river per unit full-load station 
heat rejection.* 


Winter ‘ 0-9-1:6 
Spring and autumn 0:375-0-6 
Summer ; 0:165-0-34 
Annual mean 0-61 
Minimum 0-165 
Full-load station heat rejection 400000 B.Th.U./sec 


Nominal tower rating 


Type of tower 

Rated heat load is ae 

Rated temperature difference at 
atmospheric conditions 


Mechanical draught 
x 200 000 B.Th.U./sec 
teference 27-578 


Reductions in costs relative to normal cooling- 
tower schemet 


Cooling tower costs (capital charges, maintenance gpa 


and fan power) .. 6 300 
Pumping costs (including “capital charges and 

maintenance) . 14550 
Effect of vacuum on operating costs eS O20) 
River works, piping, culverts ..—12 000 
Total reduction . £42 470 


Total reduction in annual costs capitalized at 7-7% £550 000 


* For detailed particulars see Table 9. 
+ Scheme as shown in Table 4. 


in the driest period of the year, but is estimated to save a 
capitalized amount of £550 000 for a 240-MW station. 

The simple series arrangement, shown in Fig. 9(4), should be 
used with smaller rivers, which make only a minor contribution 
to the cooling process and consequently do not warrant the 
provision of two stages of pumps. In this case the pumping 
power is not much less than for a pure cooling-tower station, 
but there remains the reduction in the capital cost of the towers 
and the improvement in the average vacuum. 

In the past a common fault has been the selection of towers 
as large as those which would be employed for a pure cooling- 
tower station; by this means much of the potential saving which 
can be derived from using river water for cooling is sacrificed. 

It will be understood from Table 5 that the financial value of 
utilizing rivers in correctly designed combined schemes can be 
very large. The main obstacle to the wider use of rivers in such 
schemes appears to be the absence of a clear policy to govern 
the permissible amount of heat rejection to rivers. It is probable 
that an investigation would indicate that most rivers could 
absorb heat without significant disturbance to public and private 
interests provided the river temperature rise, or the actual river 
temperature attained, was kept below certain limits. The impor- 
tance of the subject appears to call for such an investigation on 
a national scale. 


(7) CONCLUSIONS 


The charts presented in the paper show the economic cooling- 
tower duty conditions for all British generating stations relying 
solely on towers with an accuracy sufficient for practical pur- 
poses. By their use in formulating cooling-tower specifications, 
substantial savin’ , can be made relative to designs based on 
past practice. o particular, there has been a tendency to 
employ unduly large towers and to specify unduly small water- 
temperature ranges. 

Cooling-tower duty conditions will become less onerous as 
larger turbine units with inevitably larger exhaust heat loadings 
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{ come into general use. This trend of development will strengthen 
) the financial advantage of the natural-draught tower over 
) mechanical-draught units for British stations. It is only in 
| combined river and tower schemes or in hotter climates that the 
i mechanical-draught tower becomes economic for generating- 
} station appliances. 

| The use of local rivers for supplementary cooling should 
|) always be investigated, since large savings often result. With 
| relatively large rivers a circuit should be adopted which avoids 


|| pumping all the water against the static head of the towers. - 


| There appears to be a strong case for conducting a national 
investigation into the amount of heat which can be rejected to 
) British rivers without interfering unreasonably with public or 
‘| private interests. 
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(10) APPENDIX 
1, The object of the Appendix is to describe fully the assumptions 
made and the methods of calculation used in constructing the 
charts described in the text. 

© In accordance with Section 2, an economic heat-rejection 
circuit requires that (a) = (6), where 

(a) is the incremental annual investment in cooling tower, con- 
* denser or circulating-water system per degree Fahrenheit reduction 
} in water temperatures at specified conditions and may be denoted 
¥ by 0Z/Q0dt, 0Z-/Qdt or IZ y/Qodt respectively. 

| (6) is the financial value of additional generator output obtained 
+ asa result of temperature reduction, which involves the incremental 
“| generator output, 0P/Qodt, and various cost constants. 


+! Sections 10.1 and 10.2 describe respectively the formulae 
rom which (a) and (6) have been calculated, and Section 10.3 
»zives worked examples applying these formulae to the deter- 
* nination of one point on Figs. 4 and 5. Section 10.4 describes 
» the calculations for miscellaneous points raised in the text. 


The symbols used in these Sections are as follows: 


a, 41, Ay, a, and b = Power cost constants given in Table 6. 
Cu Cn = Cooling-tower cost constants defined by eqns. (1a) 
and (14). 

4, = Turbo-generator efficiency factor defined in egn. (10). 

1” = Pumping set efficiency. 

h, = Enthalpy of atmosphere, B.Th.U./Ib of dry air. 

hy, = Enthalpy of saturated air at algebraic mean circulating- 
water temperature, B.Th.U./lb of dry air. 

K = Heat transfer coefficient for condenser, 
B.Th.U./sec-°F-ft?. 

L = Load factor of heat rejection to cooling tower. 

L,, L,, = Load factor of power supply to fans and pumps 
respectively. 

P = Generator output, kW. 

O = Heat rejection to cooling tower, B.Th.U./sec. 

qd. — Turbine-exhaust heat loading, B.Th.U./sec per square 
foot of net exhaust area. 

S = Condenser-tube surface, ft. 

tts tg, = Wet- and dry-bulb atmospheric temperatures, °F. 

= Steam temperature in condenser, °F. 

Yu>¥nN = “Atmospheric factors’’ in the cooling-tower per- 
formance equations (1a) and (14). 

Z = Annual cooling-tower costs, i.e. the sum of the tower 
capital charges, maintenance costs and fan power 
costs, £/annum. 

Z, = Annual condenser costs, i.e. the sum of the condenser 
capital charges, maintenance costs and costs of 
friction losses, £/annum. 

Z,, = Annual costs affected by water quantity, £/annum. 

6,, 8 = Outlet and inlet temperatures of the circulating water 
at the cooling towers, °F. 

6, = Algebraic mean of the circulating-water temperatures. 

A@ = Water-temperature range = (9, — 0,), °F. 

Suffix FL is used to designate conditions when the tower is 
operated at full load. 


™~ 


(10.1) Performances and Costs of Heat-Rejection Plant 
(10.1.1) Cooling-Tower Relations. 

The basic cooling-tower performance relations used involve 
the assumption that a performance coefficient, C, of the type 
proposed by Chilton? is a constant for a given tower. Eqns. (5a) 
and (55) in Reference 4 may then be rewritten as follows in 
terms of the total annual costs, Z, on the tower: 


Mechanical draught: (7, —h,) =yagey(O/Z)(a+a, +bL,)1/3 (1a)* 
Natural draught: (A, — hy) =yyen(Q/Z)?/3 Pn es (Gls) 


The atmospheric factors, y,, and yy, in these expressions may 
be obtained from Figs. 1(a) and 1(6) in Reference 4, or more 
approximately from the formulae 


Yur = 1:29 + 0-0025¢,, +.0-000181,, . . (2a) 
Wap 6' 1 = 00847, 4.4-00159h pan eee (OD) 


The cost constants cy, and cy have the following values for the 
three design examples considered in Reference 2: 
Mechanical-draught tower with film-type packing: cyy = 0-76 
Natural-draught tower with film-type packing 
Water allowed to fall into pond: oe = Wes! 
Design incorporating collecting troughs: Gn — 0250 
Splash-bar-type cooling towers have lower values of cj, and 
cy, but the pumping-power consumptions are greater so that 
the overall economy is not greatly different. In the paper the 


* The right-hand side of this equation can be replaced by yy (Q/D)2!3, where Dis 
the duty coefficient defined by Chilton. 
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Table 6 


PoweER Cost CONSTANTS 


Symbol Constant 


Assumed value 


Electricity Tariff: 
Initial component 
Running component* 


Incremental Power Component of Capital Charges on: 
Fan-motor set 
Pump-motor set 
Turbo generator s ; 
Average capital charges on tower, condenser, circulating- 

water system and turbine exhaust 


£5-6 per kW-annum 
£16 for 8 760 kWh 


£1:7 per kW-annum 

£1-7 per kW-annum 

£2-2 per kW-annum gy. 
£0:5 per annum for 3 414 B.Th.U./hour of heat rejection 


Constants a, a3 and ag are charged on the mean of the maximum demands in the three seasons. 
* Corresponds to 0:44d./kWh. 


values Cay = 0°65 and cy = 0:42 are used, and these agree well 
with data* on splash-bar towers having a static pumping head 
of about 30ft. Table 6 summarizes the assumed values of the 
fan-power constants, a, a), and b. 

In the derivation of eqn. (la) it is assumed that the most 
economic fan power for the particular load factor is selected in 
accordance with eqn. (13a) in Reference 3, i.e. that the capital 
charges and maintenance costs are twice as great as the costs 
of fan power, including the incremental power component of the 
fan capital charges. 

By differentiating eqns. (1a) and (1b) one obtains the following 
expressions for the temperature reduction per unit additional 
annual investment in the cooling tower: 


Oot Q |2 dO, 
Mechanical draught: vA rreen| S| ae) irae .(3a) 
Oot sVyex Ole de 
: = a 3b 
Natural draught: 7 tz | da (35) 


This can be evaluated with the assistance of Fig. 10, which 
shows d@,,,/dh’, plotted against 0,,.. 

Eqns. (1a) and (16) imply that the algebraic mean water tem- 
perature, 0,,,, is independent of the temperature range of the water 
for a given heat rejection, Q. This is well supported by the test 
data analysed by Kennedy and Margen> and Chilton? in the 
normal operating range, but is known to be incorrect when the 
temperature range becomes large in relation to (0,, — t,)). 
Curve (a) of Fig. 11 shows the estimated increase in @,,, per degree 
Fahrenheit increase in the water-temperature range in these 
circumstances. It represents the estimated mean conditions for 
splash-bar-type packings, and slightly lower values would apply 
for film-type packings. Curve (b) shows the corresponding inte- 
grated values of the increase in @,,, relative to the values implied. by 
eqns. (1a) and (1b). These curves are used in the determination of 
the economic water-temperature range, as discussed later; they 
can also be used to derive a correction to eqns. (3a) and (35), but 
this is insignificant in most practical cases. 


(10.1.2) Condenser Relations. 


For multi-pass condensers the logarithmic mean temperature 
difference between the circulating water and the steam equals 
the term Q/SK, in which § denotes the tube surface and K the 
heat-transfer coefficient. The rate of change of the condenser 
steam temperature with Q/SK and constant water-temperatures 
may be found from the term dt/d(Q/SK) represented in Fig. 12. 

The capital charges on a condenser can be taken to have a 

* The following rates are assumed for capital charges and maintenance: reinforced- 


concrete works and excavations, 6-5%; external timber works fans, ies iaA 
internal timber works, 9-5°%%. 
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Fig. 10.—Gradient of temperature/enthalpy curve. 


constant initial component and a variable component propor- 
tional to the tube surface, S. The water- and steam-side com- 
ponents of the heat-transfer resistance vary approximately with 
the exponents —1/4 of the appropriate friction power losses per 
unit tube surface. For an economic design, the “total annual 
condenser costs’’ (i.e. the capital charges, maintenance costs on 
the condenser, and the costs incurred by the water and steam side 
tube friction losses) can be represented by 


Z. = Initial component + cSK(a + bL)1/4 , (4) 


It is assumed in this expression that the tube friction power 
is charged simply at the electricity tariff. Actually, the water- 
side friction power is slightly more expensive than this because 
it involves also capital charges on the pumps. However. the 
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Fig. 11.—Corrections to mean water temperature for varying 
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Fig. 12.—Temperature relations for condenser. 


ts — 0m = Algebraic mean temperature difference. 
Q/SK = Logarithmic mean temperature difference. 
AO = Water-temperature range. 


#045 05 0:55 06 16 18 20 


i\team-side friction power is slightly less expensive, because an 
Mncrease in that power reduces the required rating of the turbo- 
4 These two factors approximately cancel out. The 
Hharts in the paper are based on c = 0-94 + 0-005A4, i.e. they 
‘low for a slight cost increase with increasing design temperature 
ange, i.e. with increasing number of condenser water passes. 

/ As pointed out in Section 3, the cost data available for con- 
yiensers are not as precise as those for cooling towers, par- 
Jicularly as station building costs are affected. 

From eqn. (4) the following expression is obtained for the 
42mperature reduction per unit additional annual financial 
2avestment in the condenser: 


Qdt _ 1 re) or (5) 
WZ, ca +bL|SK| 0Q/kS) > ~~ 
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This can be evaluated with the aid of Fig. 12. Also from the 
variation in c, 
dZ, _0-005(a + bL)!1/4 
OdA@ O/SK 


(6) 


(10.1.3) Circulating-Water Quantity. 

Since the water quantity equals Q/AQ@, a reduction in the water 
quantity for constant Q produces an increase of the temperature 
range. It has already been pointed out that this is estimated 


~ to increase the mean circulating-water temperature produced by 


the cooling tower by the small amount indicated in Fig. 11. 
Changing the water quantity for a condenser of given design 
affects the heat-transfer coefficient and temperature range. It 
is well known that the net result of these changes is to keep the 
terminal temperature difference at the hot end, t — 6, practically 
constant over the practical range of conditions, the change being 
taken up by the temperature difference at the cold end, t — 6. 

It follows that 

UG 

oAé 


Since the friction head varies approximately with the 1-8th 
power of the water quantity, the variation of the pumping costs 
with changing temperature range, AQ, is 

oZ (ata, + bL,)(Ap + 2-8H-) (8) 

QodA8 738n,,A02 

where Hp is the static head, and H; the effective mean friction 
head. A, is slightly lower than the friction head obtained at 
full station load because the component of this head incurred 
by the common bus-pipes to the tower and by the tower nozzles 
is a function of the total water quantity. The charts in this 
paper are based on Hy = 30ft, Hp = 23 ft, nw = 0°75. 

Combining the preceding equations, one obtains for the 
reduction in temperature per unit additional investment in the 
circulating water plant, power costs, and other items affected 
by Aé, 


18 nan eee 


de 7) 
Qt _ Bl dhe 5 
we (a +a, +bD(o + 2°8H,) 0-005(a+bL)14 | * 
7387, A? — OIKS 


Fig. 4(b) is based on this question, the term 0(8,,, — ¢,,,)/0A0 
being obtained from Fig. 11. Towers employing film-type 
packings have lower values of this term and lower values of 
the static head, H,. These effects are estimated to cancel 
approximately, so that the economic temperature ranges 
calculated in the paper are estimated to apply to film-type 
packings also. 


(10.2) Incremental Generator Output 
The curves of incremental generator output in Fig. 3 are based 


on the expression 
2 
oP 3: 600 | 1 @ V.r2dV, a) (10) 


Oot 3414"| 400-2 556g 22\ Lat Lede 

where the second term inside the square brackets represents the 

rate of change of the turbine leaving loss, g2V2/1556gL3, with 

respect to ¢ and 

n, = Factor allowing for blade efficiency on the last turbine 
wheel, feed heating and cycle imperfections, etc. (taken 
to be 0-7in constructing Fig. 3). 

V, = Specific volume of steam, ft*/Ib. 

L, = Latent heat of steam, B.Th.U./Ib. 

g = Gravitational acceleration, ft/sec’. 
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These expressions neglect the effect of condensed moisture, i.e. 
assume that there is perfect drainage. 

The financial value of the incremental generator output can 
be found from a two-part formula, the first part being the 
energy component of the electricity tariff and the second a 
charge of (a — a, + a,4) per kilowatt increase in the maximum 
output, where a is the fixed component of the electricity tariff, 
a, allows for the additional capital charges on the turbo- 
generator required to make the additional capacity available, 
and a, allows for the reduction in the heat rejection resulting 
from the increase in electricity output at constant station-heat 
intake. This reduction in the heat rejection makes it possible 
to employ a slightly smaller tower, condenser and turbine 
exhaust for the same performance. 


(10.3) Sample Calculations 
(10.3.1) Economic Duty Conditions. 

From Figs. 4(a) and 5 the economic temperature conditions for 
natural-draught towers designed for L = 0:45 and gq, = 1 500 
B.Th.U./sec-ft? are as follows: 

(G4) = 25' 2° Fs  — 0,) = 16-8" Fs AG = 18-69 
These conditions correspond to the following design data: 
Cooling tower: Z/Qp, = 0:1148, (£/annum)/(B.Th.U./sec). 
Condenser: Q,,/SK = 14-9°F. 


Table 7 illustrates the method of checking that these con- 
ditions are economic. 


(10.3.2) Comparison of Natural- and Mechanical-Draught Towers. 
From Figs. 4(a) and 4(4) the economic temperature conditions 
for towers designed for L = 0:45 and g, = 1 500 B.Th.U./sec-ft? 
are as follows: 
Natural draught: (6,, — ty.) = 25-2°F. 
Mechanical draught: (6, — t,,) = 22:8°F. 
From item (6) in Table 7 the annual load factor of the fans is 
0-575, so that (a + a, + bL,) amounts to £16°5 per kW-annum. 
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Then from eqns. (1a) and (1b) the corresponding annual cooling. 
tower costs (including the cost of fan power but excluding the 
cost of pumping) are: 


Natural draught, Z/Qrr 0-1148 £/annum per B.Th.U./sec 


Mechanical draught, Z/QFr 0-1485 £/annum per B.Th.U./sec 
Difference : 0-0337 £/annum per B.Th.U./sec 
Difference in costs of operation 0:02459 £/annum per B.Th.U./sec 


[from Table 8, item (/)] 
Net difference in costs (in favour 0-00911 £/annum per B.Th.U./sec 


of natural draught) 


(10.4) Miscellaneous Points 


(10.4.1) Condenser and Circulating-Water Design for River Station. 


In the derivation of the figures for Table 3 the river tempera- 
tures were assumed to be 42, 51 and 60°F in the winter, inter- 
mediate and summer seasons respectively. The pumping head 
was assumed to be 20ft. 


(10.4.2) Cost Comparison between Correct and Incorrect Design. 
Table 4 is based on the following assumptions: 


(a) The same condenser to be used for both designs. 

(b) The condenser friction heads are in proportion to the 
1-8th power of the water quantities, i. are 7 and II1ft 
respectively. 

(c) The friction heads in the piping, culverts and valves are 
the same in both schemes, larger sections being used in the 
scheme with the larger water quantity. 

(d) The calculations take account of the performance cor- 
rections for different water-temperature ranges shown in Fig. 11, 
curve (b). 


(10.4.3) Temperature-Range Regulation. 


In modern generating stations, one full-duty or two half-duty 
circulating-water pumps are usually provided per turbine. When 
some of the turbines are off load, the reduction in the friction 
head produces a slight reduction in the water-temperature range, 
but this has been ignored in the calculations. 


Table 7 
CHECK ON Economic Duty CONDITIONS 


Intermediate season 


Cost Multipliers 
(a) Heat load as fraction of full station load 
(6) Duration as fraction of year a 
(c) Product of load and duration 
(d) Period of maximum demand in season . 
(e) Cost multiplier A = 16 x (6) + 1:3 x @) 
(f) Cost multiplier B = (a) x (e) .. 


Incremental generator output 
(g) Atmospheric wet-bulb temperature, °F. . 


(h) Mean water temperature, °F. 
(j) Steam temperature, °F .. 
(k) dM/Qdt x 103 (from Fig. 3) 


Temperature reductions for unit additional investment 
(1) Tower: Qdt/dZ [from eqn. (35)].. : 
(m) Condenser: Qf; dt/dZ; [from eqn. (5)]* , 
(n) Circulating water: Qrrdt/dZ, [from eqn. (9)]* 


Products 
(o)) Tower(f) <(k) << 1053". 
(p) Condenser: (e) x (k) x (m) x 10-304, 
(q) Circulating water: (e) x (k) x (n) x 1073 


The totals for items (0), (p) and (q) are 1-000, 0-988 and 1-000 respectively, 
return so that the stated duty conditions are economic. 


i.e. practically unity. Hence the incremental investment just balances the incremental 


ith the present practice of block-load allocation the condensers would normally operate practically on full load. Hence Qrrz is substituted for Q in eqns. (5) and (9). 
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DIFFERENCE IN COSTS OF OPERATION 


Item 
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(a) Heat load as fraction of full station load 


| (6) Fraction of mechanical- -draught towers on load .. 


(c) Mean water temperature, °F 
(i) Natural draught : 
(i) Mechanical draught . 
(iii) Difference os 
(iv) Mean .. 
(d) Mean steam temperature, of 


| (e) Incremental generator output x 1039P/ Oot [from item @ and ee 3] 


(f) Cost multiplier [from Table 7, item ( f) 
(g) Product: (ciii) x (e) x (f) . 


(A) Total for item (g), fae Paco He 


Table 9 


LEADING PARTICULARS OF COMBINED RIVER AND TOWER SCHEME 


(Hypothetical Scheme) 


Winter Intermediate season Summer 

1 2 3 4 5 6 

1 3 1 $ 3 $ 

1 1 1 % 1 4 
68-30 63-05 74-20 62-86 75:60 69-57 
67:00 59°73 71-80 61-75 71-13 68-02 
1:30 S08 2-40 1:11 4-47 1°55 
67:65 61-40 73-00 62°31 73:36 68-80 
84-45 78-20 91-80 79:11 90-13 86-60 
0-859 0-602 1-021 0-647 0-992 0-912 
2-74 1-28 3-06 0:64 2°26 0-693 
3-05 2°56 1a 0-47 10-03 0-98 

24-59 


Winter Intermediate season 
Item 
1 2 3 4 5 6 
% (@) Station heat rejection, B.Th.U./sec 400 000 266 000 400 000 133 000 266 000 133 000 
( (6) Mean river discharge, lb/sec 80 000 45 000 40 000 25 000 16 500 34 000 
©) (c) Mean permissible temperature rise, °F_.. 8 8 6 6 4 4 
(f), (d) Permissible heat rejection to river, ’B.Th.U. [sec . 640 000 360 000 240 000 150 000 66 000 136 000 
 (e) Residual heat rejection to towers, B.Th.U./sec .. — — 160 000 — 200 000 — 
(| (f) Mean river temperature, °F : 42 42 51 Sul 60 60 
“| (g) Mean atmospheric wet-bulb temperature, ae a 41 41 49 49 Sy oy7/ 
4) (h) Tower heat loading, (Q/Z), (B.Th.U. /sec)/(£/annum) 5% — —— 8-45 — 10-56 — 
4) G) Mean tower-water temperature, °F Ae 72:2 81 
© (Kk) Tower outlet-water temperature, °F a es si — — 66-2 os 72 — 
©. (@ Condenser inlet-water temperature, °F .. oe bie 42 42 51 51 66 60 
(m) Condenser outlet-water eee, pies a a0 63 63 78:2 69 90 78 
(n) Condenser steam temperature, °F . ; 70 70 85-2 716 97 85 
( (0) Condenser discharge, lb/sec Ar a Bee 19 000 12 700 14 700 7 400 11 100 7 400 
(a (p) Tower discharge, Ib/sec .. ae - Ba _ — 14 700 — 11 100 — 
© (@) Condenser-circuit pumping head, ft : a 20 11-5 25°3 17:5 25°3 
| (r) Tower-circuit pumping head, ft i — a 32°9 _ 34-0 — 
© (s) Total pumping power, kW .. 668 446 1 145 299 1 005 299 
* Intentional increase in the water-temperature range should on the assumption that eqn. (1a) is satisfied. This relation was 


cake place as 

| R(Ap + 2:8H;)(0-5 + 00 ml AB) (11) 
| a 7387,,A62 

Bl sere the factor R is unity when constant-efficiency variable- 
oY peed pumps are used, and less than unity in all other cases. A 
2 alue of R = 0:56 was used in the calculations to take account 
dof the more restricted facilities for water regulation when only 
4), limited number of constant-speed pumps are available. 
\) When the above inequality is satisfied, the right-hand side 
‘hould be used instead of dP/Qd¢ in establishing the financial 
»value of a 1°F reduction in temperature. 


+10. 4.4) Reduction in Number of Cells on Load. 


*) For an economic mechanical-draught tower design the annual 
2\osts of the fan power (including the incremental component of 
‘he fan charges) amount to Z/3, i.e. are equal to half the capital 
» harges and maintenance costs. From this it can be shown that 
) tis economic to cut out cells when 


| aP Zdhi” |dB,, 
eS 
| Odt ~ 300” — h(a + a, + BL) 


(12) 


used to plot curve (a) in Fig. 8. 


(10.4.5) Effect of Climatic Conditions. 

The economic temperature difference (t — 6,,,) across the con- 
denser was not calculated in the construction of Fig. 7, but was 
assumed to be two-thirds of the economic temperature difference, 
(@,, — ty), across the towers. This is in accordance with the 
average ratio found from Figs. 4 and 5. 


(10.4.6) Combined River and Tower Scheme. 


Table 9 gives leading particulars of the scheme on which the 
cost comparison in Table 5 is based. In practice, more than six 
periods would generally be used to represent the various com- 
binations of river discharges and station load encountered, but 
it is considered that the six periods shown are sufficient to 
illustrate the general method of approach and to give a realistic 
assessment of the savings which can be achieved. 

The effect of vacuum on the operating costs is obtained by 
comparing the steam temperatures in item (m) of Table 9 with 
the steam temperatures in item (j) of Table 7, and then applying 
a procedure similar to that employed in Table 8. 


[The discussion on the above paper will be found on page 300.] 
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SUMMARY 

The thesis of this paper is that friction and heat-transfer properties 
of cooling-tower packings are correlated, i.e. that an improvement in 
the heat-transfer properties can be obtained at the expense of an 
increase in friction. For any given shell design and packing surface a 
definite friction factor will then produce the best cooling-tower 
performance. 

The precise nature of the friction/heat-transfer relation depends on 
the method of changing the shape of the packing, e.g. a progressive 
change in the alignment of corrugated sheets to produce progressively 
narrower constrictions in the air-flow path. The limited experimental 
evidence now available, however, suggests that differences between 
various methods are not pronounced, i.e. that the results for all film- 
type packings free from the more obvious design faults are reasonably 
well represented by a general friction/heat-transter correlation. For 
this correlation a chart is prepared from which the optimum friction 
factor, the economic packing surface per unit ground area and the 
corresponding cooling-towez performance coefficient can be read off 
for any values of two design constants, namely the air-flow resistance 
of the tower shell, and the comparative cost of extending the tower 
ground area and the packing surface. The values of these design 
constants are discussed for various applications, and it is shown that 
the optimum friction factor can vary over a range of 0:1-0-6, being 
lowest for small mechanical-draught towers situated on expensive 
ground, and highest for large natural-draught towers. Methods of 
determining the economic fan power or chimney height are described 
and illustrated by worked examples. With the aid of the design chart, 
economic mechanical- and natural-draught tower designs can be 
prepared very quickly. 

For those film-type packings which do not quite satisfy the general 
correlation, the design chart may be used in conjunction with two 
correction factors. For larger departures from the general correlation, 
such as those to be expected from splash-bar packings, individual 
design charts can be constructed by the methods described. 


LIST OF PRINCIPAL SYMBOLS 
A = Mean horizontal area of tower at packing level, ft?. 
a = Area of packing surface per cubic foot of space, ft-!, 
b,c = Constants in the friction/heat-transfer correlation, 
eqn. (8). 
C = Cooling-tower performance coefficient. 
D = Internal diameter of natural-draught chimney at mean 
packing level, ft. 
d= Scale dimension of packing [= 44/(flow-path peri- 
meter)], ft. 
Nw» Nr = Efficiency of pumping and fan sets respectively. 
F = Resistance of tower shell to air flow (= head loss in 
velocity heads at reference area A). 
f = Friction number of packing (= head loss in velocity 
heads at reference area A per unit s). 
G = Dry air-mass flow rate per unit A, Ib/sec-ft. 
g = Gravitational acceleration, ft/sec. 
H = Height of natural-draught chimney above mean 
packing level, ft. 
h = Mean enthalpy of air in the main current, B.Th.U per 
pound of dry air. 


Mr. Margen, formerly with Kennedy and Donkin, is now with Aktiebolaget 
Atomenergi, Stockholm. 


h’’ = Enthalpy of saturated air at the mean water tem 
perature, B.Th.U. per pound of dry air. 
k = Heat-transfer number of packing (= mass transfe 
coefficient/G). 
M = Factor defined by eqn. (12). 
m, mp = Exponents defining the effect of the water rate on th 
transfer numbers [eqns. (17a) and (17))]. 
n, nr = Exponents defining the effect of the air rate on th 
transfer numbers [equations (17a) and (174)]. 
p = Air power expended per unit A, ft-lb/sec-ft?. 
g = Heat loading of tower per unit A, B.Th.U./sec-ft?. 
r = Ratio: (Total air weight)/(Dry air weight). 
s = Packing surface per unit A. 
t; = Wet-and-dry-bulb air temperatures, °F. 
w — Water-flow rate per unit A, Ib/sec-ft?. 
Yur Yn = Atmospheric factors defined by eqn. (3). 
Z5 Z45 Zrs Zs Zy = Cost factors relating to packing surface 
horizontal tower area, fan power, pumping powe 
and chimney height respectively (units given i 
text). 
p = Nominal density of air, pounds of dry air per cubic foo 
of air-vapour mixture. 
pt = Viscosity of air, lb/sec-ft?. 
@ = Water temperature, °F. 


t 


Ww? 


Subscripts 1, 2 and m are used to designate respectively value 
at the air inlet, air exit, and point of 50% heat release in th 
packing (i.e. at the algebraic mean water temperature). Prefix / 
denotes the mean change of value between conditions 1 and 2. 


(1) INTRODUCTION 


When a fluid flows through a channel containing a soli 
system, various resistances to fluid flow (or friction factors) cai 
be obtained by adjusting the shape of the solid system. It ha 
been realized for a long time that the conditions which result i 
high friction factors produce violent eddies in the fluid ans 
thereby increase the rate at which heat can be transmitted fron 
the fluid to the solid system. In other words, the friction an 
heat-transfer properties of the system are correlated, so that i 
is impossible to achieve high heat-transfer properties with a 1o\ 
friction factor. Yet there is a compromise between these con 
flicting design aims which will give the best performance, an 
it is the main purpose of the paper to show how this compromis 
can be found for cooling-tower packings. 

The first requirement for this task is the definition of con 
venient “indexes” of the friction and heat transfer properties 
The non-dimensional indexes selected for this paper are 

: (a) A friction number, f, defined by an equation of the Fannin 

e, ie. 
te Packing air-friction power __ frG3 1 
Packing surface 2g p2 ( 


(6) A heat-transfer number, k, defined by the following equatio 
for the rate of heat transfer, 6g, from the packing surface element, 6: 


Og/és=kGh” —h) . . . . . 2 


[ 290] 


| Eqn. (2) is similar to the basic heat-transfer equation adopted 
jby Merkel! in 1926 and by subsequent cooling-tower investi- 
| gators, who have usually termed the dimensional product kG 
the ‘matter transfer coefficient’”’ and have given it the symbol K. 


1] 
] 


(2) THE PERFORMANCE COEFFICIENT 
|) Introducing the packing surface, s, per unit horizontal area of 
ithe tower, and the shell resistance, F (which arises mainly from 
qlosses at the air entry and exit), the equations for air flow may ~ 


now be written: 

(a) With fans developing an air power p per unit horizontal area 
ymG = (pif) . . . . = Ga) 
(6) With a natural-draught chimney of effective height H 
ynNG=([gA/(F+fsPB. . . (3b) 

r 1/3 
v-where = (Gaz ) 
| YM ™ \2ep2 


| Pmt mAh 


1 The factors y,, and yx defined above depend mainly on the 
»itmospheric conditions and may be obtained from Figs. 1(a) 
‘ind 1() respectively to a good degree of approximation. The 
2-onstruction of these diagrams is described in Section 14.1.2. 


1°48 
te 
| 5 1:44 
) Bs 
;| cS) 
im 3 
| & 1-40 

6 

=I 

z 1:36 

30 40 50 60 70 
Atmospheric wet-bulb temperature, ty), °F 


(a) 


Atmospheric factor, yy 


30 40 50 60 70 
Atmospheric wet-bulb temperature, ty ,°F 
(6) 
\ Fig. 1.—Atmospheric factors. 
: (a) Mechanical draught. 


(b) Natural draught. 


» From eqn. (2) the heat-transfer equation for the tower can be 
‘)btained by performing an approximate integration, i.e. 
i 


Cah Ge tn 2 (A) 
avhence, by adding the identity (h,, — 4) =4/2G to eqn. (4) 


‘ 
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and eliminating the air rate, G, from eqn. (3a) or (3b), one obtains 
the basic performance equations used in this paper, namely 


With mechanical draught: (h7, — hy) = Cy 9p 3B (Od) 
With natural draught: (Aj, — Ay) = CY yg Ae = emo) 
where C=(F+ fsisd/sk + 1/2) . . . . (©) 


The enthalpy difference, (4/7, — h,), in these expressions can 
be obtained from the atmospheric wet-bulb temperature, bs 
and the algebraic mean of the circulating water temperatures, 0 
using standard hygrometric tables or the chart, Fig. 2. 

The performance coefficient, C, proposed by Chilton? in 1952 
completely defines the capabilities of the packing and shell of a 
natural- or mechanical-draught tower per unit horizontal area.* 
It is, in fact, an inverse figure of merit, since a high value of C 
corresponds to a low capability, i.e. to high water temperatures 
for a given heat loading and air power or chimney height. 
Eqn. (6) shows very clearly the effect of the packing friction 
number, f, and the packing heat-transfer number, k, on the 
tower performance, and therefore forms a convenient basis for 
the discussion in the paper. 

The use of eqns. (5) and (6) in conjunction with Figs. 1 and 2 
involves two approximations discussed in Section 14, namely 
the approximate integration of the heat-transfer equation 
represented by eqn. (2),¢ which usually involves errors within 
+2% to —3%, and the approximate values of the atmospheric- 
draught factors given by Fig. 1, which usually involve errors of 
less than 1% in yyy, and less than 3% in yy. 


m? 


(3) COOLING-TOWER PACKINGS 


Fig. 3 shows various forms of cooling tower packings, and 
Table 1 gives the corresponding friction and _ heat-transfer 
numbers. Arrangements (a)-(k) are referred to as film-type 
packings, because most of the water surface is in the form of a 
film covering a solid system. The remaining two arrangements 
are splash-bar packings, in which water drops make an appre- 
ciable contribution to the transfer surface. 

Arrangement (a) is a hypothetical packing composed of 
smooth continuous sheets of negligible thickness covered by a 
falling water-film which has a velocity negligible compared with 
that of the rising air current. For this hypothetical packing the 
extended Reynolds analogy? predicts that 


k =f[2 =0-025(Gdfu)y-92 sw ww 


e.g. k = 0-004, f= 0-008 for the typical air-flow Reynolds 
number, (Gd/jw) = 10 000. 

Arrangement (4) is a falling-film tower, which is similar to 
(a) except that the boards have an appreciable thickness and the 
water-film velocity is not negligible. As a result, the relative 
velocity between the air current and the water-film surface is X 
times the nominal or empty tower velocity, G/p, whence the 
heat-transfer and friction numbers become respectively X08 
and X1°8 times the value given by eqn. (7), e.g. 0:0061 and 
0-021 when X =1-7 and (Gd/u) = 10000. Arrangements 
(c)-(f), composed of wooden boards, give progressively higher 
friction by introducing gaps between the boards or by crossing 
the boards to produce “grid” arrangements. Test results for 


* The definition employed by Chilton differs in minor respects, i.e. in the use of the 
ground area of the tower instead of the area at the mean packing level, and the use of 
Merkel’s approximate integration of the heat transfer equation instead of the approxi- 
mate integration used in eqn. (2). This was first proposed by Kennedy and 
Margen‘ in 1950. For a given tower, C can vary to a very slight extent with operating 
conditions as discussed in Section 10. , 

+ In the past an alternative approximation proposed by Merkel! has generally been 
used, but this does not give any greater accuracy and is less convenient to apply. 
LichtensteinS demonstrated in 1943 that all approximations of that type can result in 
appreciable errors in certain extreme cases. These are, however, rarely met in practice 
and can be guarded against by inspection of the chart described in Section 14.1.1. 

t See Section 14.1.3 for discussion of accuracy of this analogy. 
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Fig. 2.—Relation between temperatures and enthalpy difference. 
Plotted from Reference 2. 


Table 1 


PACKING PERFORMANCE DATA 


Heat- 
transfer 
number k 


Surface/ 
volume 
Tatio a w 


Friction Test-flow rates 


Description of packing number f 


Reference 


Parallel plates 
Thin continuous plates* 
Thick continuous platest 
Parallel spaced boards 


Ib/sec. ft? 
0-008 
0-021 
0-072 


Grid arrangements 
Deep serrated grids 
Shallow serrated grids 
Shallow plain grids 


0-144 
0-23 
0-30 


Corrugated sheets 


Vertical arrangementt 
Horizontal arrangement{ 
Horizontal staggered arrangement? 


Rings 
Stacked rings 
Random rings 


Splash bars 
Wide pitch 
Narrow pitch 


Low friction ~~ 
Medium friction 
High friction 


0-72 
10-3 


0-0132 
0-025 


Low friction 
High friction 


* Calculated for Reynolds analogy, assuming (Gd/u.) = 10000, X = 1-0. 

+ Calculated for Reynolds analogy, assuming (Gd/u.) = 10 000, X = 1-7. 

t Packings (g) and (h), and modified form of packing, (i), have been tested in experimental tower, but results have not yet been published; packing (g) 
was fitted in commercial tower tested by Chilton,3 but transfer numbers were not reported. ‘ 

Note.—Data fairly similar to those for packings (e), (f), (j) and (k) are also given in Reference 12. 


Ce? ieee 
Y ¢ | 
oe ebrrtall 4097 
oe | 


: distance 


=o 


Leooe? 
() (m) 


Fig. 3.—Cooling-tower packings. 
Not to scale; see Table 1 for description and performance of packings. 


*shese arrangements are available and are shown in Table 1. 
“sy employing boards having a low depth and a low pitch/thick- 
ess ratio, very high friction factors can be attained. 
 Packings (g), (A) and (i) are composed of corrugated sheets. 
+ Vhen the corrugations run vertically, as in arrangement (g), a 
/alling-film tower is, in effect, obtained. The friction can be 
acreased by assembling the sheets with the corrugations running 
+ orizontally [arrangement (/)] so that the air-flow path contains 
* umerous direction changes. Still higher values of the friction 
/ umber result if the alignment of the sheets is altered to produce 
“1ecessive constrictions in the air-flow path, as shown by 
‘rrangement (i). 

+ With splash-bar packings, such as arrangements (/) and (7m), 
sie friction numbers of the solid system can be varied by altering 
Te horizontal and vertical pitching of the boards without 
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changing the distance of fall of the drops. The method of 
determining the optimum friction factors is then the same as 
for film-type fills, but the friction/heat-transfer correlations are 
more complicated because of the introduction of drop surface. 
For that reason splash-bar packings are not dealt with in detail 
in the present paper. 

It will be understood from the above examples that the friction 
numbers of cooling-tower packings can be varied over a wide 
range without changing the amount of packing material required, 


. and consequently without appreciably changing the costs. 


(4) FRICTION/HEAT-TRANSFER CORRELATIONS 


The first attempt to correlate friction and heat-transfer pro- 
perties appears to have been made by Colburn and King,® who 
plotted the heat-transfer factor against the pressure drop along 
tubes containing various baffles and packings. They found that 
the results for a given air rate and tube diameter could be repre- 
sented reasonably well by single line. More recently Kays and 
London’ described correlations for finned tubes between a 
relative heat-transfer factor and a relative friction-power con- 
stant. For the purpose of the present paper, plotting the heat- 
transfer number & against the friction number f to logarithmic 
scales, as shown in Fig. 4, is preferable to the correlations given 
in the literature. 

In Fig. 4, points A and B represent the previously men- 
tioned transfer numbers for the Reynolds analogy and the 
falling-film tower respectively, while the remaining points 
represent test results for the film-type packings of corresponding 
designations shown in Fig. 3. 

In addition, a number of points marked by crosses are included 
and these represent the friction and heat-transfer numbers for 
dry-surface heat exchangers composed of bundles of tubes 
arranged perpendicular to an air stream. The points are cal- 
culated for an air-flow Reynolds number of 10 000 from empirical 
equations cited by McAdams, as detailed in Fig. 4. 

It will be noticed that most points lie reasonably close to the 
continuous line which is closely approximated by the broken 
line over the range of interest, 1.e. k = 0-008-0-032. The worst 
exceptions are packings (j) and (k), composed respectively of 
stacked and random arrangements of rings. Clearly the random 
arrangement cannot produce uniform air and water distributions, 
and the stacked arrangement results in inadequate air flow 
between the rings, because of the low hydraulic radii of these 
passages. These features could account for the bad performances 
of these two packings. 

The experimental evidence suggests that transfer numbers of 
packings which are free from the more obvious undesirable 
features are approximately represented by the broken line over 


the range of interest, i.e. by the equation 
250f = (250k)3 (8a) 


For packings slightly worse or better than the above corre- 
lation one may introduce the correction factor, 6, writing 


250f = b(250k)3 (85) 
while for greater precision the equation 
250f = b,(250k)¢ (8c) 


may be used and experiments may be conducted to determine 
the values of 6, and c for the particular method of varying the 
friction number, e.g. for a progressive change of the alignment 
of corrugated sheets from arrangement (h) to arrangement (i). 

In the subsequent discussion it is first assumed that eqn. (8a) 
applies. Later the treatment required for eqns. (85) and (8c) is 
described. 


294 MARGEN: THE APPLICATION OF FRICTION/HEAT-TRANSFER CORRELATIONS TO COOLING-TOWER DESIGN 


0:06 = ] T i ile T T in a i 3h 
0°05 - 
0: 04 

oo: 

= 

30: 

S| 

EQ: 

5 0: 

n 

a 0° 

= 

103 

x 

o 

= o- 
0 
0: EY 4 
0: [eres 


ay ea (ie | 


0-10 0-2 0-4 ='0°6 1:0 2 4 6 


Friction number, f 


0-06 


Fig. 4.—Friction/heat-transfer correlation. 


Law suggested by data. ; 
— -—— — Linear approximation over range of interest. 
Point —(j) refer to film-type packings illustrated in Fig. 3 and described in Table 1. , ; ; 
Ce ee to data on ain How petpendiculat to 10 rows of tubes calculated for Gd/u. from the following formulae and Tables in McAdams: 
Friction: p. 126, eqns. (19) and (19a). , 
Heat transfer, staggered arrangements: p. 226, ae (7) with constants by Tucker (p. 227). 


Heat transfer in line arrangement: Table V, p. 228. 


Conversions used: 


Symbols for this paper: G d kG 
Symbols used by McAdams: Gmas(rt — 1)/rt 2r1Do Alcp 
Key: 
In line arrangement for rz = 1°25, 1:5, 2-0 and 3-0: 
+ 7 1225 
= Tt 125 
+r= 2-0 
++ r, = 3-0 


x Staggered arrangements for all values of rz and following values of 7; : 1:25, 1-5, 2-0, 3-0. 


(5) OPTIMUM HEAT-TRANSFER NUMBER 


By combining eqns. (6) and (8a) one obtains for the cooling- 
tower performance coefficient, 


C = (F + 2502k3s)!B(1f/ks + 1/2) . . . (Q) 
which attains the minimum value 


C = 0-5F'[1 + (500/s)1/2(2/F) 14 }43 (10) 
when Fl fs = ks/2 
i.e. when k = QF)!4/(250s)1/2 (11) 


Any value of k greater or smaller than that given by eqn. (11) 
would produce a higher performance coefficient than that given 
by eqn. (10), ie. a worse performance. Hence egn. (11) defines 
the optimum value of the heat-transfer number and also repre- 
sents the economic value, provided that the particular method of 
changing the transfer numbers considered does not change the 
cost of the packing. 

Fig. 5 is a graphical representation of eqns. (10) and (11), 
lines of shell resistance, F, and minimum performance coefficient, 
C, being plotted to co-ordinates of transfer surface and optimum 
heat-transfer number. 


(6) COST FACTORS 


To complete the economic design, five cost factors have to be 
introduced, namely 


z; = Annual capital charges and maintenance costs of packing 
per square foot of packing surface. 


z4 = Annual costs incurred by increasing the horizontal area, A 
of the tower by 1ft?, without increasing the total packin: 
surface or the total fan power. : 

ZF, Zy = Annual costs incurred by increasing the power input ratin: 
of the fan or pump motors respectively by J ft-Ib/sec. 

zy = Annual costs incurred per square foot of A by increasin: 
the height of a natural draught chimney by 1 ft. 

Only the relative values of these cost factors need to be knows 
for the economic design of the tower to a given performanc 
specification. 


(7) ECONOMIC DESIGN 
It is shown in Section 14.2 that the total annual costs (fe 
pumping and air power, maintenance and capital charges) are 
mininium for a given tower capability when 
(a) The packing surface is in accordance with the equation 


ks* Fi 2) aswiane 
3) pe ze ceane (a 
= Mz 4/2, (126 


where M is defined by the above equations and has values o 
about 0-75 for typical film packings. 

(6) The fan power or chimney height is in accordance with th 
expressions 


P= 1rZ4 + 2,5)/2zp (13a 
H = (Z4 + 2,8)[2zq (135 


From eqn. (12) lines of constant Mz,/z, can be added t 
Fig. 5. 
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Fig. 5.—Chart for economic tower design. 
Plotted from formulae: Mz4/zs = ks?/2; F = 31 250k4s2; C = 15-8 (ks1/2 + 2s—1/2)413; these conform with eqns. (10), (11), and (12a) in the text. 


Table 2 


EXAMPLES OF ECONOMIC DESIGN 


Item Symbol Amount 
Specified duty 
(a) Heat quantity, B.Th.U./sec .. cy ee = ae O=ol | 300 000 
(6) Water temperatures, °F ae Pe 61, 02 6; = 85, 02 = 69 (6, = 77) 
(c) Atmospheric temperatures, °F rane tail tw1 = 49 ta, = 52 
Wnceeon Natural draught 
draught 
Type I* Type II* 
Design data ( from Table 3) —, v9 
(a) Shell resistance a a se es Be Sie F 13 25 16 
(6) Fan-set efficiency a = yi Le ae Ar QF 0-6 —_— — 
(c) Area cost ratio oe at a -, Ap as 59 57 73 
(d) Fan-power cost ratio, ‘sec/ft- ib * a x. Zp Zs 4-80 — = 
(e) Pumping-power cost ratio, sec/ft- Ib 48 ue bi Vibe es 4-36 4-36 4-36 
(f) Chimney cost ratio,f ft"! .. sg He $3 BE Za|Zs — 0-23 0-29 
Design 
Step 1. Estimate the factor M . ; <3 o AGL Oni 0-79 0-76 
Step 2. Read from Fig. 5, for given Fand Mzales 
(a) Heat-transfer number as k 0-0170 0-0207 0-0162 
(6) Friction number if 0-310 0-56 0-265 
(c) Packing surface .. a Af ae a . 70 66 82 
(d) Performance coefficien : ae aie G 4-35 4-85 4-17 
Step 3. Obtain from eqns. (i 3a) ‘and (130): 
(a) Air power (ft-lb)/sec-ft .. 7) 8-05 — 
(b) Chimney height, ft A — 270 270 
Step 4. Obtain from Figs. 1 and 2 and i eqn. (5) respectively: 
(a) Atmospheric factors Be ym; YN 1-42 10-22 10-22 
(6) Enthalpy difference, B.Th. (Oy /Ib. . = ae re Hie = 10k 21-0 21-0 21-0 
(c) Heat loading, B. Th.U. |sec-ft A us fs oe q 6:82 4-50 5-66 
(d) Horizontal area (Q/q), ft2.. a ae te ie A 44 000 66 600 53 000 
Step 5. Check M from eqn. (12a) ae Se a re M 0-70 0-80 0-75 
Ultimate chimney Neier (from ibe se) As Se nia 
(a) Number Bs ~ : : se oe i: N — 3 2 
(6) Height, ft ag me ae ne ay te ei 168 — 254 270 
(c) Diameter, ft .. st ays 50 a oS fe D — 170 180 


* Types J and If represent towers with and without ML Sin ta troughs respectively. 
+ This actually varies with height and diameter; see Section 14.3.2 
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The economic design of cooling towers may now be carried 
out using the 5-step procedure illustrated by the worked examples 
in Table 2. The first step is a trial, i.e. consists in estimating the 
value of M. The next three steps give all the required cooling- 
tower design particulars, i.e. the transfer numbers, packing 
surface, performance coefficient, fan power or chimney height, 
ground area and water rate. The fifth step is a check of the value 
of M from eqn. (12a). If this check agreed within 10% with the 
trial value (as it normally would), the total annual costs given by 
the trial design would be within about 0-2% of the theoretical 
minimum and the trial design would be considered satisfactory. 
If the disagreement were more than about 10%, the procedure 
would be repeated with the new value of M. The entire sequence 
can be completed in a few minutes. 

The design procedure illustrated by the Table requires a 
knowledge of only three design factors, namely the shell 
resistance, F, the area/surface cost ratio, z,/z,, and the fan- 
power/surface cost ratio, z,;/z,. The values which these design 
factors attain under various circumstances are discussed in Section 
14.3. It is worth noting that a design conforming with eqn. (13a) 
has capital charges and maintenance costs (z, + z,) which are 
twice as great as the annual costs of the fan power, pz;-/7,- 


(8) INFLUENCE OF LOCAL CONDITIONS 

To show more clearly the effect of variations in the design 

factors on the economic packing surface and transfer numbers, 

eqns. (12a) and (11) may be combined to give the following 
expressions: 

f = F(@,/z4M) 


s = 8-9F 1/6 Mz, /z.)-1° 


(14a) 
(146) 


These expressions indicate that low transfer numbers and a 
high packing surface are economic when the shell resistance is 
low and the area/surface cost ratio, z4/z,, is high. An example 
would be a small mechanical-draught tower situated on a very 
expensive site, so that the area/surface cost ratio might be as high 
as 100 and the shell resistance as low as 8. When M is 0-72 
the economic packing particulars become s = 108, k = 0-0121, 
if Orin 

An opposite example is a large natural-draught cooling tower. 
The area/surface cost ratio would then be about 57 and the shell 
resistance about 25, giving the economic design particulars s = 
66, k = 0:0207, f = 0-56 as shown in Table 2. The range of 
variation of the economic friction factors is thus about 0: 1-0-5, 
and several packings should be developed to cover this 
range adequately. 

The most frequent fault in current designs of film packings 
appears to be the use of high-transfer-number packings for 
applications where lower transfer numbers would give better 
results, e.g. where large packing surfaces are employed. A 
second fault is the offer, for power station applications, of towers 
in which the fan powers are too high, usually because the makers 
concerned have been guided by industrial practice, which is 
normally based on higher ratios between capital charges and 
power costs. A third example of bad design is the recent 
installation of a natural-draught tower with a film packing 
which had a surface only about 50°% of that which would have 
been economic. Faults in design such as these often increase the 
total annual costs incurred by a cooling-tower installation by 
more than 10%. 


(9) DESIGN OF PACKINGS WITH ABNORMAL 
CHARACTERISTICS 
For packings which do not quite satisfy the approximate 
general correlation equation (8a), on which the preceding dis- 
cussion is based, eqn. (85) containing the correction factor b 


may be used. For given values of shell resistance, F, and cos 
ratio, z,/z,, the values of k and s obtained from Fig. 5 shouk 
then be multiplied by b~ 1/3 and 51/6 respectively, while the frictior 
number f remains unchanged. The performance coefficient, C 
should be calculated from eqn. (6). 

When it is desired to use the more precise relation, eqn. (8c) 
and sufficient test data are available to permit 5, and c to be 
found for the particular type of packing investigated, the optimum 
heat-transfer number is given by the equation 


250€-Db,k¢s(cks + 2c — 6) = 6F (15 
which reduces to eqn. (11) when 5b, = 1 and c = 3. 
The economic packing surface is given by 
2(z,s + z,swlany) _ PE ee | a6 
3(z,s + 24) 2+ks 3(F4+fs)} - 


These expressions can be used to construct a design chart 
similar to Fig. 5.* This applies also to packings of the splash- 
bar type, although different charts may be necessary for different 
water and air rates. Special techniques avoiding this multiplicity 
of charts can be evolved for splash-bar packings, but a description 
of these is outside the scope of the paper. 


(10) INFLUENCE OF FLOW RATES AND SCALE DIMENSIONS 
ON THE TRANSFER NUMBERS 

While the geometric shape of the packing is the controlling 
factor for the transfer numbers of film packings, three secondary 
factors can also be significant. These are the water rate, w, the 
air rate, G, and the “‘scale dimension,” d, the latter being defined 
in the paper as 44/(perimeter of air-flow path). 

Theoretical considerations indicate that the effect of these 
three factors can be expressed approximately in terms of two 
groups, namely the specific water loading wd and the air-flow 
Reynolds number, Gd/u. With a specific water loading of 
0:121b/sec-ft and a Reynolds number of 10000 as typical 
reference conditions, the transfer numbers in the main range of 
interest can be represented by the expressions 


k = k,(wd/0-12)"(Gd/10 000 jx)-" (17a) 
f = fwd]0-12)"f(Gd/10 000 p)~f (176) 


The condition that the k/f correlation, eqn. (8a), shall not be 
affected by variations in w, G or dis then that 31 = 3m = Ng = My. 
When this condition is satisfied, moderate variations in any of 
these three factors will not produce sensible changes in the 
performance coefficient of cooling towers designed to suit 
eqn. (11), since 0C/ok =O at the optimum design point. 
Experimental evidence suggests that large variations in these 
three factors produce only very small changes in the performance 
coefficients of towers with film packings. For very low values 
of the specific water loading, incomplete wetting of the packing 
would, however, be obtained and the performance coefficient 
might then increase materially. 

For many practical purposes only the influence of flow rates 
is of interest. With 0-36lb/sec-ft? as a representative condition, 
eqns. (17a) and (176) may be rewritten 


k = ko(w/0-36)"(G/0-36)-" (18a) 
Ff = folw/0-36)"f(G/0-36)-"f . . (188) 


The six packing constants appearing in the right-hand side 
of these expressions completely define the values of the transfet 
* Use eqn. (15) to construct k/F curves for given values of s; from this plot } 


lines on the k/s chart. Calculate f from eqn. (8c), then add lines of constant C from 
eqn. (6) and lines of z4/zs from eqn. (16) for given value of w. 


| 
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jaumbers over the practical range of operating conditions, and 
: che ratio 
| R = 250k o/(250fo)!/3 . (19) 
| nay be regarded as a figure of merit of the packing. It would 
e unity for a packing satisfying the general correlation equa- 
ion (8a) at the reference flow conditions, and less than unity 
or inferior packings. 


i Since the viscosity of air is about 1-2 x 10~51b/sec-ft, 


ajeqns. (17) and (19) become identical when d = 1/3ft andk, = ko, | 
= — So: 
o 
12 © 
pO 
0-985 
0-975 ae: 
EAN es 
0-8 a0 hop) 1-4 1-6 


Ah/Ah” 


Fig. 6.—Distribution factor for contra-flow cooling tower. 


1B} Drawn for h; = 11 B.Tb.U./lb, AO = 18° F. For lower values of hf; and AQ, J is 
Jjlightly greater than shown by chart; for higher values of Ay and 0, J is slightly 
19\maller. 


5. Test data given in Reference (10) suggest that the values of m 
+ re about 0-3 in the region of interest. 


(11) CONCLUSIONS 


i The representation of the performance of a cooling tower by 
«| single coefficient, C, greatly facilitates the designer’s task. In 
ae paper it has been shown how that coefficient can be used to 
s etermine the optimum compromise between the friction and 
-\eat-transfer properties of the packing. For precise results the 
»vork should be supported by an experimental k/f correlation 
‘or the particular type of packing used, but for most purposes 
1¢e approximate general correlation on which the design chart, 
ig. 5, is based, gives results of sufficient accuracy. This chart 
sakes it possible to determine the economic values of the packing 
Jonstants, packing surface and performance coefficient by 
<aspection. With its aid economic tower designs can be com- 
» leted rapidly, as illustrated by the worked examples. 

"y Adoption of the recommendations made in the paper would 
Vesult i in each cooling-tower maker developing several packings 
) overing a range of friction numbers from 0-1 to 0°5 for different 
j/pplications. Large natural-draught towers without water- 
»ollecting troughs would, for instance, have packings with 
‘blatively high transfer numbers. Natural-draught towers on 
i xpensive sites would have low heat-transfer numbers, large 
fi acking surfaces per unit ground area and relatively low shell 
J)2sistances. 
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(14) APPENDIX 
(14.1) Accuracy of Approximations 
(14.1.1) Integration of Heat-Transfer Equation. 


The exact form of the contra-flow cooling-tower heat-transfer 


equation is 
2 


i| 7 - . 
ies Jie a pene 


where j and j’ are distribution factors defined by this equation, 


and 
i i “W'ab 
lo IN) , 


The exact contra-flow expression for the left-hand side of 
eqn. (1) is therefore 


(hy, —h,,)|J or (hy — 
(h,, ee = h,,) me i hy) 
Cia h,,li 4 q hy; hy ) 


Us = h,) 4 hy» =I) 
(hy inal + ce hy) 


(20) 


h,)[J’ 


where J = 


(21) 
10 


ayiel df = 
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The approximation made in the paper [eqn. (4)] is that J = 
1:0, whereas its actual values are usually in the range of 
0-98-1-03, as illustrated by Fig. 6. The approximation made 
by Merkel was that J’ = 1-0, whereas its actual values are usually 
between 1:01 and 1:05. The two approximations, therefore, 
have comparable accuracies, and the first has been chosen 
mainly on the grounds of simplicity. It was first used by Kennedy 
and Margen. 

Fig. 6 is drawn for a particular wet-bulb temperature and 
cooling range, and varying values of all other factors. To 
represent J under all conditions a large number of charts would 
be required, since the exact solution of the heat-transfer equation 
relates five variables, i.e. g, hy, ha, hy and hy. Such charts could 
be constructed from the book of graphs referred to by 
Lichtenstein.° 


(14.1.2) Atmospheric Factors. 


(a) Mechanical-draught towers.—The values of yj, shown in 
Fig. 1(@) are based on the assumption that the effective average 
air temperatures inside the packing are as follows 


Wet-bulb temperature, ¢,,,, = (t,,; + 10)° F 
Dry-bulb temperature, ¢,,, = 4(¢,,; + t7,;) + 10° F 


If ¢,,,, were 5° F larger than the value assumed (corresponding to 
about 50% increase in the heat loading or performance coeffi- 
cient) the increase in y,, would only be 0-°8%. It will be under- 
stood from this that the chart is sufficiently accurate for practical 
purposes, but if desired a correction can be applied after the 
design has been completed and the actual temperature rise of 
the air inside the tower has been obtained. 

(b) Natural-draught towers.—The values of yj, shown in 
Fig. 1(6), have been calculated from Chilton’s chart for the 
function f(¢,1, 4g,) using the conversion yy = (3 6007/f(t,,,, t7,)1/3. 
Chilton’s chart is based on the assumption that the exit air is 
saturated (which does not lead to appreciable errors, except in 
very dry climates) and that H/(F + fs) and q have specific 
values. Practical variations in these parameters do not, however, 
produce appreciable changes in the true values of yy. 


(14.1.3) Reynolds Analogy. 
The Reynolds analogy, k = f/2, would apply exactly for the 
ideal packing only if: 
(a) The thermal diffusivity of air and the diffusivity of water 
poy through air were numerically equal to the kinematic viscosity 
(b) The temperature drop across the water film were negligible. 
Actually, the diffusivities are slightly greater than the kine- 
matic viscosity, which tends to make k about 7°% greater than 
f/2. On the other hand, the temperature drop across the water 
film is equivalent to a reduction in k, so that the net result should 
be fairly close to the Reynolds analogy. 


(14.2) Conditions for Minimum Costs 


Let Z be the total annual costs incurred by operation of 
cooling tower (i.e. cost of power, maintenance and capital 
charges) and suppose that the total air power Ap (or the product 
AgH in the case of natural draught) is constant. 

Then Z will attain a minimum for a given tower capability 
when 

Adth;, —h)[9A _ AdZ[dA 


Gah los me soaies C2 
2/3 A(z4 + 2,5) 
.e. wh = A 
ae 2f[3(F + fs)  As(z,-+z,w]an,) Ce) 
Rearranging: ; = Ed att Iho. ee, (ORO) 


Zs oe Zywlany, 


When this is combined with eqn. (11), eqn. (12) for the economic 
packing surface is obtained. 

The term z,,w/an,, in these expressions represents the increase 
in the pumping costs when unit increase in the packing surface s 
is obtained by raising the height of the packing. 

If now s is maintained constant and the air power, p, or 
chimney height, H, is varied, Z will attain a minimum when 


Ad(h, —h)[9A _ AdZ[A 
pa, —h)pdp poz 


(14.3) Design Constants 


This Section gives data for assessing the three factors which 
are regarded as design constants in the text, ie. the shell 
resistance, F, and the cost ratios, z4/z, and z,/z,. 


(23) 


(14.3.1) The Shell Resistance. 

The shell resistance has three components, Fi, F, and Fo, 
which are caused respectively by the resistance of the inlet, the 
resistance of the outlet and the resistance of internal obstructions 
such as the water distribution system. 

It is known from tests on models that when 7,, the area of the 
shell inlet per unit A, is very small, i.e. of the order of 1/600, 
the inlet loss is approximately (1/r,)*, i.e. corresponds to the 
total loss of the kinetic energy at the area of the inlet. For 
values of r; in the practical range, however, ie. 1/6-1-0, the 
smallest effective area of the flow path is often not the inlet 
itself, but the vena contracta which forms just beyond the inlet. 
The inlet resistance may then be represented by e/r?, where e 
is a factor which can attain values as high as 2:5 for unbaffled 
towers. 

To maintain a low inlet resistance, r; should be large, i.e. the 
air inlet height, H,, should be large. With film-type packings in 
particular this involves raising the level of the packing and 
consequently increases the pumping costs (unless tray water- 
collecting systems are used). Obviously there is an economic 
compromise between an unduly high inlet resistance and 
excessive pumping costs. If e is constant and the bottom of the 
packing is at the level, H,, of the top of the air inlet, the economic 
compromise is given by 


Dien ZS +24 $ 
Te ( 1 ) 3 i 
: | l6wz,, ( F fs ) Cx 
which reduces to 
27 \t 
H, = 0-373 “neta , (246) 
wFz,, 


if M =0-7 = F/fs, which represents a typical film-packing 


condition. From eqn. (245) the inlet resistance becomes 
3 
pe 0-448¢}(">1" 2») (25) 
NFZA 


To apply these expressions to mechanical-draught towers, the. 
inlet diameter D, should be replaced by 2B, where B is the width 
of one cell, ic. the spacing between the two walls containing the 
air inlets. 

The value chosen for the fractional shell-outlet area, r>, repre- 
sents a compromise between the desire to produce a low outlet 
resistance and low shell costs. This choice is influenced by the 
value of the total tower resistance, F + fs, since the fractional 
improvement in the performance coefficient obtained by reducing 
any resistance component by one velocity head is 1/ [3(F + fs)]. 
The collecting-trough design has a lower value of (F + Js) than 
the conventional design, and consequently there is a greater 
financial incentive to increase the fractional shell outlet area. 
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Table 3 


TYPICAL TOWER DESIGN DATA 
(Film-Type Packings) 


Tower 


Symbol 
| ymbo Mecha an Natural draught 
| draught 
= Type I* Type II* 
ee dimensions 
imney diameter, ft a ye Be ee a af D — 180 180 
Chimney height, ft ae Be ie a Me Re H —_— 270 270 
Width of cells, ft .. - es ae ime a Be — 36 — — 
Height of air inlet, ft ee ae = e: ae ae — 11 19 28 
Shell resistances 
Inlet componentt .. bs a te ate ee as Fy 6:6 14-3 6-4 
Outlet component Ae ~ Ain ee ae se Fo 2-9 Wow 4:6 
Internal Pesta as Zt oe bis *3 a Fo 305) 35) 5:0 
Total ; Re ae EY. nm vn 7 * F 13-0 25-0 16-0 


Relative costst 


Packing-surface costs oe Ae Be an a si 25[Zs 1-0 1-0 1-0 

Area costs 
(a) Land Se ec ive ms a ro ae —- 4 3 3 
(6) Basin oe ae ee RA — i! 11 12 
(c) Water distribution . te es as oe AY — 10 10 10 
(d) Water collection .. Pe Be ns wei ae a — — 10 
(e) Shell or chimney .. a a — 18 33 38 
(f) Initial component of fan and control gear as Aa -= 14 — — 
(g) Total *, ae Sk ae Zal|Zy 59 57 73 

Incremental chimney height cost, foes ae x Ee ZHIZs5 — O23 0-29 


Power costs ft-sec/Ib. 
(a) Power tariff oe AG 1: 
(5) Power component of fan or pump charges ss ee 0- 
(c) Total ; . ‘ 4 De 


+ 4-8 x load factor 


WASH 


+ 4-8 x load factor 


* Types I and II represent towers without and with water-collecting troughs respectively. 
+ Based on e = 2°5. 
t A typical present-day value of zs would be £0°0045/ft?/annum. With this value the power tariff corresponds to £5:6/kW/annum, plus 0:44d./kWh. 
These values (plus the power component of the fan or pump charges) are used in Table 4. 


) (14.3.2) Capital Charges and Maintenance. knowledge of the precise variation of z, and z, with H and D 
T Table 3 shows the manner in which the cost factors can be iS necessary. In such cases slightly larger height/diameter ratios 
iiestimated. In allocations of the charge for land, allowance has are found to be economic. 

| to be made for the fact that mechanical-draught towers have to 

‘| be arranged in long rows of narrow cells to give adequate air (14.3.3) Power Costs. 

%) access and that no obstructions must be erected near the sides In assessing the air- and pumping-power costs, z, and z,,, the 
’ of the tower. Hence a bigger site area per unit A is usually appropriate load factors, L, and L,, should be used. With 
{ required than with natural-draught towers. With the latter type, power stations, L,, is usually slightly larger than the station 
» however, the actual ground area is usually some 14% larger than load factor, L, because sets are normally supplied with the full- 
¢ the area, A, at the packing level. 


) The cost of the chimney is a complex function of the height Table 4 
fiand the diameter at various levels. It is known, however, that 
it is more economic to increase the number of chimneys than Cost COMPARISON 


“their dimensions once a height of about 270ft and a packing- 


‘\level diameter of about 180ft are exceeded. With this know- Naturalideauent 
ailedge large natural-draught cooling-tower installations can be Item ae | 
1: designed quickly, using the sequence given in Table 2. aye Type I Type II 
| If the economic horizontal area of the total installation does i ; aes ar: eae 
‘not correspond to an integer number of chimneys of height eee ae of pumping | 13 21 
)270ft and diameter 180ft, the nearest integer should, of course, | packing component of pumping 47 ee 5:5 
be chosen, and the revised height and diameter be estimated head, ft ' ae ie 
it) i Total tower pumping head, ft.. W/e4 : : 
ee gc aeions Pumping costs, £/annum bi 8100 | 11700 4 800 
Hae IMARS S0O)LG a ee ee G9) Capital charges and main- 25 500 36900 | 36900 
tenance, saver eae 
= IAI DS SOOWE . 5 5 «5» (re Fan-power costs, £/annum_ .. — — 
sf (4 ) ed Total cost, £/annum .. Ba 46 400 48 600 41 700 


For the economic design of small natural-draught towers a 
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load water quantity whenever they are running. Air-power 
load factors are still higher, because it does not pay to cut out 
cells* until light heat loadings are reached. The load factors 
selected for the examples are L =0-40, L, =0-45 and 
L,, = 0°54. 


(14.4) Cost Comparison 


Table 4 compares the costs of the three designs using the 
data given in Tables 2 and 3. The Table should not be taken 


as a complete indication of the relative merits of mechanical and 
natural draught, since the partial load performances of these 
units differ. Moreover, the figures do not allow for the recircula- 
tion of some warm exit air experienced with most mechanical- 
draught towers under some wind conditions. More detailed 
comparisons are made in Reference 13. 

It is evident from the figures that film-type packings offer 
little promise with large natural-draught towers unless water- 
collecting troughs are used to avoid the pumping costs otherwise 
introduced by the exceptionally large clearance height. 


DISCUSSION ON THE ABOVE TWO PAPERS BEFORE THE SUPPLY SECTION, 5TH JANUARY, 1955 


Mr. F. H. S. Brown: Messrs. Kennedy and Margen tackle a 
problem which bristles with variables and practical difficulties. 
The paper establishes the logic of a trend towards smaller cooling 
towers and associated higher circulating-water temperatures and 
therefore back-pressures. I entirely agree with the logic of the 
trend so established, but I am not so happy about some of the 
precise arithmetical values given to some of the figures in the 
paper. In order to render the general problem capable of 
generalized mathematical treatment the authors have been com- 
pelled to average some of the variables involved. While I agree 
that this is permissible in order to establish a general trend, I do 
not think that it is possible to apply precise mathematical values 
to the trend thus established, ic. no deduction can be more 
accurate than the assumptions made in its calculation. 

For instance, Fig. 2 of the paper shows the load distribution 
assumed over a year for power stations run at various load 
factors, and it will be seen that, for instance, in (5) 2-shift running 
is assumed even in the winter for a station with a load factor as 
high as 45%. That may well be so in some cases, but it will not, 
I suggest, hold in every case. This is of some importance, 
because Table 2 gives the assumed mean atmospheric tempera- 
tures with which assumed load curves are associated. Are these 
assumed atmospheric temperatures 2-shift averages (1Sh/day) 
or 3-shift averages (24h/day)? This is important, because the 
atmospheric temperature, upon which, of course, the performance 
of the cooling tower depends in the long run, can vary by as 
much as 6°F according to whether the 15h or the 24h average 
is taken. 

Similarly, Table 4 gives a cost comparison for a station designed 
on the basis of a reduced cooling-tower capacity and shows a 
saving in favour of the new design of £16 900 per annum. It is 
interesting to note, however, that that saving is comparable with, 
and in fact slightly less than, the additional cost of £22 000 per 
annum given as the adverse effect of the lower vacuum on the 
economics of the station. The similar order of these figures is, 
I suggest, important, in that the net saving is the difference 
between a fairly large loss due to reduction in vacuum and the 
extent to which it is recouped by savings in pumping costs and 
in capital costs. The calculation assumes in the footnote that 
the same condenser will be used in both cases. However, since 
the effect of vacuum is in itself larger than the overali saving, 
I think it essential that the marginal differences in condenser 
performance which will occur under the postulated conditions 
should be taken into account. 

The authors suggest that the terminal temperature difference 
of 74°F at the hot end of the condenser will apply in both cases, 
in spite of the fact that the water quantity through the condenser 
is reduced in the ratio of 1:55:1. If in a given condenser the 
water velocity is reduced in that ratio, the velocity of water 
through the tubes will be reduced and the heat-transfer coefficient 
will also be reduced, so that the terminal temperature difference 


* Except when the towers contain water-distribution systems which become in- 
efficient at low water rates. 


cannot be assumed to remain constant at 74°F: there will be a 
signiticant difference between the two cases. Alternatively, if 
a condenser is designed to maintain the same heat transfer 
coefficients, ie. the same velocity in the tubes, the pumping 
power involved will not vary as stated in the paper, and therefore 
the credit item of savings in pumping power will not attain the 
value stated in the paper. 

These points are important, because marginal differences in 
the performance of the turbine and condenser combination 
become extremely important when the net value of the alteration 
in design is of the same order as the differences in performance 
obtained by the change in design. Thus I cannot agree with the 
statement in Section 7 that the charts permit the choice of 
economic cooling-tower data with an accuracy sufficient for 
practical purposes. The charts are an advance on anything 
which I have seen of a similar nature, but I do not think that 
they provide a royal road to the exact solution of this involved 
problem. It will, I fear, remain necessary in a practical case to 
perform a laborious series of calculations in any particular 
instance before the exact solution can be obtained. 

Coming from the particular to the general there are two points 
which I should like to make. First, the paper accepts the exhaust 
heat loading as one of the parameters of this problem. I feel 
that the authors are entirely correct in doing this. It could be 
argued with considerable logic that the turbine exhaust and con- 
denser and cooling-tower circuits are indissolubly linked, and 
that, if a change is to be made in the cooling-tower circuit which 
affects the vacuum, a corresponding change should also be made 
in the design of the turbine exhaust. In my view, however, there 
is little doubt that the authors are quite right in not assuming 
any such thing. I feel that the large turbine exhaust always 
pays, and that having deduced that increased circulating water 
temperatures may be an economic proposition, the authors are 
correct in not stating that lower vacua would justify a reduction 
in turbine exhaust area, which might superficially appear to be 
the next logical step. 

Secondly, I heartily concur with the authors when they 
emphasize the value of natural river cooling to the power stations 
of this country. The cooling capacity of our rivers is a national 
asset in precisely the same way as deposits of coal, iron ore, etc., 
and I think that they should be exploited to the maximum per- 
missible extent. I appreciate that every individual and every 
corporate body in this country has a public duty not to spoil 
any of our natural amenities, but I am certain that the cooling 
capacity of the rivers can be made use of without destroying 
any of those amenities. The history of our rivers has to 
some extent been unfortunate, and many have been spoilt by 
industrial effluents of one sort or another, although not usually 
by the electricity supply industry. There is a real danger, how- 
ever, that crippling requirements will be imposed upon the 
industry to avoid any danger, or any suggested danger, of 
spoiling the amenities of the rivers, and imposed, if we do not 
exercise watchfulness, to a quite unnecessary degree. 


| Mr. H. Chilton: The paper by Mr. Margen is open to the 
i criticism that the numerical correlation between the heat transfer 
i number and the friction number on which it is based is not 
|, justified by the experimental data plotted in Fig. 4. We will not 
} be able to apply the friction-heat transfer correlation to full 
advantage until further experimental results become available. 
} In the meantime the paper clarifies the lines on which future 
\ experimental work should be conducted and analysed. Many 

_ of the economic relationships developed do not depend on the 


| friction-heat transfer correlation, and these will be of immediate. 


| value. 
|. From the point of view of the practical designer the only 
objection to the design procedure demonstrated in Table 2 is that 
it involves redesigning the packing for practically every new 
) tower, and it is pertinent to inquire whether the savings in cost 
#. resulting from using the most economic packing arrangement 
. would justify the additional design and production cost implied 
by this. 

Table A compares the annual operating costs of towers, LZlz., 
| with economic packing, E, with comparable towers of economic 
i optimum design, except that an arbitrary standard packing, S, is 
» used. The Table covers a fairly wide range of design conditions, 
| represented by the cost ratio z,/z,. The calculations were based 
on the example for a mechanical-draught tower in Table 2 of 
4, the paper in the following respects: 

(a) Column 3 is identical with that example except for minor 
discrepancies which arise from calculating all the derived quantities 
an the original formulae instead of picking them off the design 
chart. 

(6) In all the columns of Table A the unspecified design data are 
the same as in the worked example. 

(c) The total annual costs, Z/z;, are computed on the assumption 
[ that the cost ratios are independent of tower size. 

{ The arbitrary standard packing is taken as identical with the 
economic packing when the cost ratio z,/z, is 59 (column 3). 
«Consequently, the standard packing is uneconomic when z,/z, 
is 33-4 (columns 1 and 2) or 111 (columns 4 and 5). This is 


i Table A 


“{ EFFECT ON TOTAL ANNUAL COSTS OF USING ECONOMIC PACKING 


9012 | 10960 
082% 


‘| The above calculation suggests that, provided we choose a 
“istandard packing in such a way that its properties are economic 
“at about the middle of the practical range of design variables, 
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shape of the packings, which shows that the correlation proposed 
can be regarded only as a very rough approximation. There are 
practical reasons for the scatter, and these, in effect, limit the 
choice of packing. For instance, although thin laths give the 
best transfer/pressure-drop characteristics, it is impossible to use 
timber laths ;4;in thick; but timber is essential for its cheapness. 
Again, spacing the laths closer than 14in would give rise to 
difficulties due to dirt build-up with normal cooling-tower waters, 
whereas 4in-pitch laths give a poor performance owing to lack 
of adequate water spread. In our experience 2in-pitch laths 
in thick have shown themselves to be a useful practical com- 
promise for all water-cooling tower duties. Mr. Margen’s 
approach to the choice of packing is to calculate from the cooling 
duty and cost data the economic point on the k/f curve; this 
defines the required packing characteristics but not the physical 
form of the packing. In theory, the packing has then to be 
devised so as to give the required characteristics; in practice, a 
manufacturer is recommended to carry three types of film-flow 
packing to cover the range of f values from 0-1 to0:5. I suggest 
that factors such as the reduced costs arising from standardiza- 
ion and the practical limitations mentioned above will justify 
a manufacturer in concentrating only on one design of film-flow 
packing. 

Film-flow packings are finding increasing use in mechanical- 
draught cooling towers, and particular interest lies in a com- 
parison with splash packings. Mr. Margen mentions that his 
method of analysis can be applied to splash packings. Pre- 
liminary information on performance data on splash packings 
is shown in Fig. B. Data on the widely used 2in x 2in x jin 
serrated grids and on a tower with no packing are given for com- 
parison. The data on splash packings apply for a range of pack- 
ings used by various cooling-tower manufacturers. The method 
of plotting correlates all the data, which shows that, for a given 
expenditure in air-pressure drop, a given volume transfer coefficient 
is achieved independent of the type of splash packing. (The air- 
velocity lines, shown dotted, apply only to one particular splash 
packing; a different set of dotted lines obtains for each packing.) 
This method of correlation, which is quite empirical, should 
permit a neat mathematical solution of the economic comparison 
between grids and splash packings. The general issue is simply 
that whereas film-flow packings have the advantage in giving a 
higher heat-transfer rate per unit pressure drop than splash 
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packings, they have the disadvantage of requiring more timber 
to do it. It is hoped that more published data on packing 
characteristics will become available in the future in order to 
explore the question further. 2 

Mr. B. Donkin: Messrs. Kennedy and Margen deal with the 
application of cooling towers in temperate climates: [ want to 
say a few words about the application under tropical conditions. 
Fig. C shows the economic mean cooling-tower temperature 
difference for stations operating at 50% annual load factor 
plotted against the average atmospheric wet-bulb temperatures 
for the same relative humidities as those assumed for Fig. 7 of 
the paper. It will be seen that, as the temperature increases, the 
closer do the water temperatures approach the atmospheric wet- 
bulb temperature, and in consequence the more favourable is 
the economic case for cooling towers as opposed to schemes of 
river cooling. 

The reasons for the shape of the curve are as follows. In hot 
climates heat can be extracted at a greater rate per unit water 
surface and unit cooling-tower temperature difference than in 
cold climates. Secondly, the hotter the climate the greater is 
the gradient of the curve connecting turbine efficiency with 
vacuum or temperature. 

I should like to illustrate that remark by one example, that of 
an existing power station in Rangoon. The station is cooled by 
taking water from the Rangoon river, where there is ample water, 
but it has several serious disadvantages. The first is that the 
temperature of the river water is about 85°F all the year round, 
and the second is that the water carries a large amount of fine 
mud in suspension, and, unless care is exercised, this will be 
deposited in awkward places in the circulating-water system. 
Thirdly, the river has a tidal range of over 20ft. Fourthly, the 
suspended mud deposits itself on the foreshore of the power 
station, with the result that the river is receding from the 
power station at a rate of about 10yd per annum. Fortunately, 
this last point was foreseen, and the river cooling-water-intake 
works were installed a mile upstream, where the course of the 
river is stable; but that, of course, increases the pumping costs. 

A recent investigation has shown that in Rangoon the average 
wet-bulb temperature is some 7°F lower than the average river- 
water temperature. This margin will make it possible to use a 
cooling tower which will give the station a thermodynamic 
efficiency not lower than it has at the moment with river-water 
cooling, and will also obviate all the disadvantages of the existing 
river-water cooling system. 
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Fig. C.—Influence of climate on economic cooling-tower 
temperature difference. 


It is assumed that dry-bulb temperatures of 41°, 53°, 65° and 78°F are associated 
with wet-bulb temperatures of 40°, 50°, 60° and 70°F respectively. 


Mechanical-draught towers. 
Natural-draught towers. 


Mr. H. J. Lowe: In demonstrating how cooling-tower theory 
may be extended to the estimation of economic designs, Mr. 
Margen has made a valuable contribution to the subject. 

Measurements of the friction/heat-transfer characteristics of 
three arrangements of corrugated asbestos sheets have been made 
in the B.E.A. experimental tower. The arrangements were 
similar to (g), (4) and (i) in Fig. 3, the latter being an extreme 
case in which the corrugations were 180° out of alignment. The 
corresponding friction and heat-transfer numbers at typical water 
and air rates are: (g) 0:041 and 0-0088; (h) 0-231 and 0:0143; 
and (i) 0-820 and 0:0190. These results are in very fair agree- 
ment with the correlation proposed in Fig. 4. It does not, of 
course, necessarily follow that if, say, the spacing of each arrange- 
ment was progressively changed the same correlation would hold. 

It is unfortunate that the total amount of experimental data 
presently available on the friction/heat-transfer characteristics 
of cooling-tower packings is so small, and this necessarily limits 
the confidence which can be placed in the proposed general 
correlation and in the equations and charts deduced from it. I 
feel that it will be essential to establish the characteristic for any 
particular type of packing before using the theory given in Mr. 


ees paper; this is but a minor inconvenience and does not 
|detract from the value of his work. 

Some caution will still be necessary when dealing with large 
)natural-draught towers, because the basic theory assumes simple 
 conbin conditions, whereas in fact there is a very com- 
q plex combination of cross-flow and counter-flow throughout the 
j/transfer region. This is illustrated in Fig. D, which shows the 
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ito tower performance, simply because there is no air passing 
Gthrough it. It would therefore appear that, having decided upon 
ithe optimum design of packing, there is still considerable scope 
for the tower designer to distribute it in the most economical 
®@manner so that every part takes a full share of the heat-transfer 
(process. 

Mr. P. Betts: Are not Messrs. Kennedy and Margen exag- 
‘gerating a little in suggesting that temperature ranges as low 
as 12°F were often used? As long ago as 1938 Lawton set an 
a 2xcellent example in choosing 17°F for Hams Hall A power 
ijstation.* Lawton apparently proceeded by trial and error, but 
shortly afterwards Bottomley} showed how to arrive at the result 
§directly, and in the post-war power stations where cooling towers 
sj\have been more extensively used we are accustomed to cooling 
sicanges of about 15-16°F at full load. 

' I am sorry to see that the authors regard Bottomley’s method 
Jas unsuitable for turbines with high exhaust loadings. They 
‘say, ““He assumed that the improvement in turbo-generator 
Vperformance per degree Fahrenheit of water-temperature reduc- 
tion was constant... .’ This is not quite correct. Bottomley 
jassumes that “exhaust area will if possible be increased with 
“improved normal vacuum ... in order to keep the percentage 
Vleaving losses constant,” and he allows for the cost of doing this. 
Were it should be remarked that Table 1, being confined to twin 
‘fexhausts, gives a false idea that exhaust loading inevitably 
jincreases with rating. In fact, with triple or quadruple exhausts 
land the somewhat ionger blades now in prospect we would expect 
Sto be able to achieve a g, of 1100 even on 200MW sets; this 
Tbeing so, Bottomley’s assumption is not unreasonable. The fact 
iithat the largest possible exhaust is generally found economic is 
iia further justification. 

However, to take account of the case of a fixed exhaust size, 
/giving a vacuum correction which is a function of temperature, 
jwe have for some time used the following modification of 
‘Bottomley’s method. Consider, for simplicity, a river- or sea- 
‘cooled station. Assume a percentage rate of change of heat 


| * Lawton, F. W.: “The Design and Operation of Hams Hall Power Station,” 

“Journal I.E.E., 1939, 85, p. 469. ’ , 

| + Borromiey, W. T.: “The Economics of the Design of Condensing Plant and 
Cooling Water Systems as applied to Power Stations,” Transactions of the North-East 

‘Coast Institution of Engineers and Shipbuilders, 1941, 57, p. 221. 


DISCUSSION ON THE PAPERS BY MESSRS. KENNEDY AND MARGEN, AND MR. MARGEN 303 


rate with vacuum temperature and assign a monetary value to it 
for energy (and power in peak-load season) and thus obtain a 
value of Zr, in Bottomley’s notation. Then from his equations 
4(a) and 4(b) the economic condenser surface S and water rate G 
for a given heat load W are obtained, and taking a given river 
or sea temperature with these values of W, S and G, a vacuum 
temperature may be calculated. By taking a series of assumed 
rates of change of heat rate, a curve relating percentage change 
of heat rate and vacuum temperature is obtained. Finally, 


- a turbine vacuum correction curve can be plotted on the same 


graph, and its intersection determines the economic vacuum 
temperature. This method is admittedly not as detailed as the 
authors’ in allowing for the averaging between different seasons, 
but it is much simpler and more rapid and perhaps as accurate 
as cost data would warrant. 

I find eqn. (4) very obscure and cannot see the bearing of the 
relation between heat transfer resistance and friction power loss. 
Could this be explained in more detail? 

Mr. D. Clark: My remarks are confined to Messrs. Kennedy 
and Margen’s paper. 

The frailty of generalized economic studies as a guide to 
practical decisions might with advantage have been emphasized, 
particularly as some of the assumptions that have been made 
about basic data to facilitate the calculations are debatable. In 
this subject there are pitfalls in arguing from the general to the 
particular. I hope the authors will agree that their findings 
should be regarded, not as rules for design, but as pointers to 
matters for study in connection with a new project. 

For some time it has been realized that many past installations 
of cooling towers were over-liberally designed. In recent years 
economies have been effected, where possible, by installing more 
generating capacity without additional cooling towers or by 
omitting part of the originally projected cooling-tower installation 
when completing the development of the stations in question. 

The opening sentence of Section 5 of the paper deserves to be 
heavily underlined. Except in the case of base-load stations, the 
practice of keeping all the available natural-draught towers in 
service at fractional loads can substantially improve the annual 
average recooled temperature and thermal efficiency. Failure 
to appreciate the merits of parallel operation has been the major 
fallacy in some past attempts to assess cooling-tower economics 
and may have contributed to over-liberal design. With mechani- 
cal-draught towers part-load operation must be a compromise, 
because of the high cost of keeping all the fans running. 

In Section 4.3 the authors have evaded this issue in order to 
simplify the calculations, and presumably Fig. 7 is thereby biased 
against the natural-draught tower. 

The mixed cooling system most widely used in current practice 
resembles Fig. 9(a) but with the recooled water returned directly 
to the inlet side of the condenser pumps. The arrangement 
which for many reasons is the most elegant is to return the 
recooled water to the river at a point mid-way between the station 
intake and the main discharge. No system is universally ideal; 
each station and situation must be considered on its merits. 

With a mixed system, variable-speed drive of the separate 
cooling-tower pumps is unlikely to pay. Delicacy of control of 
such a system is ruled out by the sheer impossibility of providing 
operators with sufficiently accurate indications of the relevant 
conditions, in particular the river flow when the velocity is very 
low. 

As regards Section 10.4.6, experience has shown that in a 
practical case many more than six periods have to be examined 
if any realistic conclusions are to be drawn. The study must 
include such combinations of extreme conditions as may be 
encountered over an extended period of years. 

With regard to a policy for rivers, a good deal of work is in 
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hand in exploring the temperatures produced by power stations, 
not only in their immediate vicinity, but for some miles down- 
stream. Similarly, both the British Electricity Authority and the 
River Boards are investigating the effects of temperature on fish 
and other life in rivers. Of necessity this is a long-term problem. 

Those most closely concerned with these many-sided questions 
have long recognized that there cannot be any simple universal 
set of rules which will neither cripple the use of rivers for cooling 
purposes, nor, in some circumstances, be damaging to other 
interests. Temperature restrictions must have regard to the 
character and flow of the stretch of river in question and to the 
purposes for which it is or may in the future be used in the public 
interest. What may be acceptable in one place may be quite 
intolerable in others. Each power station proposal has to be 
considered on its merits in order to obtain consent under the 
Rivers (Prevention of Pollution) Act, 1951, and there is ample 
scope for the exercise of the British talent for compromise. 
Temperature conditions have now been agreed or determined 
in a sufficient number of cases to form a guide to the restrictions 
that may apply to any future site. Power-station designers are 
likely to have to rest content with progress on these lines. 

Mr. C. G. Phillips: I am concerned with the design of special- 
purpose plant in some ways akin to power stations. Cooling 
is often involved, and the ratio of cooling power to installed 
power is not infrequently considerably higher than in power 
station practice; moreover, the cooling function is normally a 
more delicately involved component. A\ll this infers that cooling 
towers have necessarily demanded my particular attention, and 
in this direction it early became noticeable that the temperature 
ranges normally regarded as good commercial practice were very 
much below what should be specified on overall economic 
grounds. 

In a particular project, by raising the cooling-water tempera- 
ture range from 15° to 30°F, the cooling-tower system cost was 
so much reduced as to bring the total plant cost down by 10%, 
despite the inevitable increase in primary cooler cost. Another, 
and larger, project included the requirement that temperature 
distribution across the large-area gas flow being cooled should 
be uniform to within +2°F. All previous experience indicated 
that, if this were to be possible, the water-temperature rise must 
not exceed 10°F, but careful analysis led to a design which was 
able to halve the temperature distribution limits while doubling 
the temperature range on the coolant side. The cooler cost was 
little affected, but the cooling-tower cost was reduced by 30°%. 

I think it is often too readily assumed that a specific case 
demands water cooling. The assumption is probably valid where 
throw-away water is readily available, but in many other cases 
an appreciation of all the circumstances shows material advan- 
tages in favour of cooling by air. A practical case called for 
a particularly high thermal ratio, and water cooling was a fore- 
gone conclusion. As the plant developed, however, it became 
apparent that water cooling introduced a number of difficulties 
and disadvantages which air cooling would not. Pursuing this 
circumstance it was shown that air cooling need not necessarily 
be more expensive, everything considered, although to show to 
best advantage one was advised to avoid ‘“‘normal’ tube-and- 
fin construction and approach laminar flow. The particularly 
interesting point here is that the industry concerned was already 
aware that a special concern, in a water cooling system, would 
be the cost of coolers plus the cooling tower, as a result of which 
temperature ranges considerably higher than might have been 
expected were put forward. Otherwise there would have been 
no doubt at all that air cooling could enter competitively. 

Finally, I realize that the authors were especially concerned 
with steam condensers. Even here, however, I see no reason 
why air cooling should be impracticable. My own brief exami- 
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nation of the possibility reveals nothing too disturbing, although 
it does perhaps suggest something rather unorthodox. ie) 
doubt which occurs to me is whether any other advantages woul | 
accrue, supposing one could show costs of the same order. 

Mr. J. Leitersdorf: In Section 5 of the paper by Messrs. 
Kennedy and Margen reference is made to shutting down the 
fans under reduced load conditions. This is definitely the wrong 
procedure. The correct operation should make use of the enor- 
mous power saving which results from reducing the fan speed, 
whereby the air flow varies only directly as the fan speed while 
the power consumption drops as a cube function. This factor 
is important when considering the exhaust-heat load limitations 
which apply for any given steam turbine as described in the 
paper. Since for any particular case there will be no advantage 
in an increased vacuum when the wet-bulb temperature falls 
below the design value, advantage should be taken of the con- 
siderably reduced power consumption obtainable by reducing the 
air rate but at the same time maintaining the design water 
temperature. 

In small cooling-tower installations the fan speed may be 
varied most readily by using 2-speed motors. In larger instal- 
lations single-speed motors may be used in conjunction with an 
elementary form of frequency changer which will result in a 
simple, cheap and robust installation. ; 

I should like to emphasize that 2-speed operation of the fans 
will produce all the necessary fluctuation one requires, and Fig. E 
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Fig. E.—Horse-power requirements of fans of induced-draught cooling 
towers for condenser of 110 MW turbo-alternator. 
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has been drawn to illustrate this point. The curves are based 
on a scheme for a Continental power station utilizing automatic 
control to maintain constant vacuum by changing the fans from 
full-speed to part-speed operation according to requirements. 
It will be noticed that full-speed and two-thirds-speed fan 
operation has been used. 

For the above reasons it is also completely misleading and 
incorrect to base economic calculations on seasonal block-load 
allocation diagrams (Fig. 2). Analysis in this manner must mean 
a much larger period of time calculated as full-load operation 
than occurs in practice. With horse-power varying as the cube 
of the fan speed the errors will be large; hence, accurate load 


diagrams must be used in such an analysis which, unfortunately, 
} will make the calculation tedious but very necessary to obtain 
| ae results. I believe that, if these necessary complete 
» calculations are made, it will be found that the economic justifica- 
tition which mechanical-draught towers have achieved in all other 
c: of the world will be attained also in this country. 

Finally, I should like to draw attention to an item which will 
galso have a marked influence on economic comparisons made 
ybetween mechanical- and natural-draught towers. Reference is 
made in Section 5 to the fact that economic water temperatures 
‘Yor mechanical-draught towers should be lower than those for 
jatural-draught units. In Table 8 the difference is shown to be 
“about 2°F, and this results in a cost figure in the economic com- 
Woarison which is some three times larger than the net difference 
9n cost in favour of natural-draught towers given in Section 10.3. 
Thus a difference of less than 1°F in one of these temperatures 
lould completely alter the analysis in favour of a mechanical- 
draught tower. I believe that economic selections which rely 
jn plant-capacity assessments as fine as this must necessarily 
#0e regarded with greatest care. 
> Mr. W. T. Bottomley (communicated): Messrs. Kennedy and 
aMargen describe my paper as over-simplified referring to the 
constant vacuum correction in the typical example and not to 
3)-he general mathematical theory. The paper was written in 1941, 
when the largest set on 29in Hg normal vacuum at 3000r.p.m. 
aad an economical rating of 24MW. If the normal vacuum 
aad been 284inHg for cooling-tower conditions, the exhaust 
area would have been smaller and the vacuum correction per 
jegree Fahrenheit would not be appreciably affected by the 
change in the normal vacuum temperature. 
| The modern condition of large sets with a limited exhaust area 
i}: an be dealt with by the general theory, and the solution obtained 
oo using the vacuum-correction curve supplied by the 
id-urbine makers. The authors’ Fig. 3 does not include the leaving 
joss due to the rotational kinetic energy of the steam. 

{ The economic design, taking into account annual variations 
of the wet-bulb temperature and load, can be determined by the 
| 4calculus of variations: 


‘Cost = { f(S, W, A, U.5 Vc, P, Od 


i¢where 7 is time in years. 
4 This is a minimum when 


i 
Hoe [& dS + LdW +...etc.)dr = 


| In Table 7 the efficiency could be improved at fractional station 
hHoads if more pumps were used and the maximum quantity of 
yvater pumped through the condenser with the head available at 
he pumps and using all the culverts. On the other hand, 
4especially with river cooling and a tight exhaust, it pays to reduce 
he water passing through the condensers at full load in cold 
liveather. Since these operating devices would be carried out 
«whether the plant was economically designed or not, it is doubtful 
4whether the investigation of the annual variations will materially 
affect the economical design as determined by the mean wet-bulb 
j/emperature. 

| I do not agree with eqns. (3), (5) and (9). Take eqn. (36): 


Qo _ Ot _O ¥ dtp 
IZ «zA ~~ Zz, dK, 0A 


Cy,H-1137Qy5/3 dt 
1:5z, ls hi 


hn, 
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by eqn. (54) in the paper by Mr. Margen, where z y= Be 


0A 


By comparison with eqn. (3b) in the paper, z,45/3 is not the 
same as Z9/3, 
Eqn. (5) should read 


Qt Qos Q =o 2Q/KS)  1/Q\2 oa 
02, 205 ~ Z, 0(\O/KS) 6S zs) 0(Q/KS) 
where z, = z, + 1) 


K is constant because it is a function of the velocity, which is an 
independent variable. 

The partial differential in eqn. (7) should be based on the 
assumption that the surface and velocity are constant, being 
independent variables and therefore based on constant logarith- 
mic mean temperature difference. The right-hand side of 
eqn. (7) should be 0-19 for the conditions shown in Table 7. 

Eqn. (9) should read 


Oot Odi OF iG) 

020, OVE Pz OCA) ole 
Q o NG a tot) 
a 0-19 te m Ww 

) 3h) 
} oP ; 
where z, = Zz, + Zp aw) and z, is the extra cost of the 
wW/,, 


culverts per pound per second of extra water at constant velocity, 
the velocity being an independent variable. 

In the paper by Mr. Margen the economic design of cooling 
towers is uniquely based on the assumption in eqn. (2) that 
the heat transfer rate is directly proportional to the air mass-flow 
rate. This assumption is clearly incorrect. Data are available 
on the transfer rate of air flowing outside and at right angles to 
a number of staggered rows of tubes which show that the transfer 
rate is proportional to the 0-6th power of the air mass-flow rate, * 
and the condition in the tower should be similar. G cannot be 
eliminated in eqn. (5) in the manner shown. 

Mr. W. F. Carey (communicated): Mr. G. J. Williamson’s 
suggestion that, for a given pressure drop, grids would offer 
three times as much transfer as splash-bar packings would lead 
to natural-draught towers of the type shown in Fig. F; the 
apparent radical departures from present practice are all in more 
or less common use in absorption towers in the chemical industry. 
When executing the cooling duty between the streams of air and 
water in Fig. G, an 8 ft depth of grids will afford a maximum gas 
flow; for a tower 350 ft high the mean air speed through the grids 
will be about 5ft/sec, being determined by the balance of the 
propulsive and the resistance heads somewhat as shown in 
Table B. 

Table B 


Propulsive heads Resistance heads 


330ft of air 10°C above 
ambient air tem- 
perature 


Eliminator 3 x 52/64-4 
Packing 8 x 3:2 x 52/64-4 


Inlet and exit loss 
2 x 102/64-4 


20 m.p.h. cross-wind 


Total: 


* McApams, W. H.: ‘Heat Transmission” (McGraw-Hill, New York, 1942) 


second edition, p. 229. 
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Fig. F.—Grid-packed natural-draught cooling tower. 


The water rate through the tower will be 0:2 m3/h-ft? (cross- 
section) and will wet only 35% of the surface of ordinary 
2in x 2in grids; by using grids in which there is a shallow 
horizontal groove, complete wetting can be obtained. 

The cost of producing 9 000m3/h of cooling water in such a 
tower will then be as follows: 


d./m3 

Cost of tower and packing 0:25 

Cost of 5% make-up at 3d./m3 0-15 

Pumping and miscellaneous 0-10 
Total Oe 


The problem of finding the most economical temperatures of 
a river-water condensing system is a question of considering the 
minimum sum of the costs of surface and of water plus the value 
of the steam energy lost by not achieving a vacuum corresponding 
to the temperature of the cold water. A solution sufficiently 
close for preliminary design can be obtained by substituting the 
following technical and economic factors in the formulae given 
by Carey and Waring.* 


Symbols used by Typical numerical 


Carey and Waring Significance values 

(Cn Cost of cooling water 0-5d./m3 

Ge Cost of 1 steam kilowatt-hour 0-4d./ft?/annum 

a Annual cost of condenser 90d./ft?/annum 
surface including water 
friction eal 

Hy Overall transfer coefficient 150 a 
in condenser tubes ft?-h-°C 

m Operating time 5 000h/annum 


The results of this calculation show that the mathematical 
minimum cost obtains for a water-temperature rise of 20-5°C 
and an approach of 1:9°C to the steam temperature. The 
transfer diagram (Fig. G) has been prepared much on the lines 


* Carey, W. F., and WaRING, A. H.: Transactions of the Institution of Chemical 
Engineers, 1934, 12, p. 158. 
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Fig. G.-—Heat-transfer diagram for condenser cooling-tower system. 
—————— Water temperature, 12°-32°C. 
—— -— — Equivalent air temperature, 9°-19°C. 
— +--+ — Wet-bulb temperature, 9° C. | 


The equivalent air temperature is that of saturated air which has the same total 
heat as the tower air. | 


suggested by Messrs. Kennedy and Margen; the exchange in the 
steam condenser incorporates slight adjustments to the strictly 
economic temperatures, thereby reducing the capital charges 
without greatly increasing the total operating cost. The diagram 
also includes the cooling-tower exchange by the artifice of using 
temperatures of saturated air with the same total heat. By 
comparing the annual charges of transferring 1 kcal/h-degC in 
the tower and in the condenser, it is found that transfer in the 
tower costs only half that in the condenser; consequently it will 
pay to cool the water to 3°C (or less) above the wet-bulb tem- 
perature. It would be expensive to achieve such a loose approach 
with conventional tower designs, owing to the cross-fiow of the 
air at the entry to the packing. 
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Fig. H.—Mean monthly wet-bulb temperatures. 


Industrial river temperatures. 

Wet-bulb temperatures (measured in Stevenson screen). 
Kew (1871-1915). 

Sealand (1922-34). 

Cranwell (1921-34). 


Fig. H shows the seasonal changes in the wet-bulb temperature 
from 3°C in the winter to 14:5°C in the summer and the cor- 
responding temperature for some industrialized rivers. Whether 
cooling is derived from towers or rivers these changes will affect 
the sink temperature but not the economic differences. Thus, 
with cooling towers the turbine vacuum will swing from 27-7in 
in the summer to 28-8in in the winter. This may result in 
appreciable carry-over loss in the cold weather, but would be 
offset by the extra energy recovered during the summer months. 

Thus there might be quite a number of situations in which 
power stations could use cooling towers with little if any greater 
cost than river water. However, this depends upon achieving 
counter-current exchange in cooling towers with very low wetting 
rates ; full-scale experience will be necessary before this possibility 
can be applied commercially with confidence. 


: 
y Mr. W. H. C. Pilling: The paper by Messrs. Kennedy and 

Margen emphasizes the importance of co-ordinating the design 

Ir the condensing plant, circulating-water plant and cooling 
i/towers to ensure that the overall cooling system is economic in 
(spi and operating costs. 
The authors have shown that quite large economies are possible 
} oy proper attention to these aspects, but I feel that we must be 
careful not to go too far because there are certain practical 
yifactors to be taken into account. I have in mind particularly 
| he icing conditions which occur in cooling towers in spite of the 
iivarious de-icing devices which are usually incorporated. Under 
such conditions the effective capacity of the tower is reduced and 
if some margin on design is necessary to avoid reduction of station 
dutput or loss of efficiency. 

Table 4 compares the original design of the cooling-tower 
cheme and the new design, but I should like more information 
Jon the saving shown in circulating-water pumping costs, which 
jseems to be higher than I would have thought possible. I should 
fiuso like some information on the £7000 saving on piping, 
Woulverts, valves, etc. 

Whilst I agree with the authors in Section 4.1, I think we are 
¢n some difficulty at the present time in that we are dependent 
ijyn the makers’ designs for the dimensions of the I.p. end. 

) Mr. H. Bateman: The circulating-water requirement of a 
Hmodern generating station is one of the major factors to be 


=e 


ly Messrs. G. F. Kennedy and P. H. Margen (in reply to the 
discussion on the first paper): 
\\ Method of Cooling Tower Selection—Papers describing econo- 
| nic studies are usually faced by one of the following two 
(criticisms: 

(a) The calculations are not worth while, because total-cost 
curves are sensibly flat near the minimum point so that a moderate 
error in design produces no significant cost increase. 


(6) Generalized economic solutions cannot be applied to 
practical cases, because locai conditions vary greatly. 


— Having avoided comment (a) by showing that very large 
jsavings are possible compared with past tower selection practice, 
vhich definitely did not locate the cooling towers on the sensibly 


\ Variations in local conditions have, however, less effect than 
‘yne might suppose. For instance, as pointed out by Mr. Brown, 
41 15-hour average atmospheric wet-bulb temperature should be 
hased for 2-shift stations, and a 24-hour average for 3-shift stations. 
‘The average difference, however (which amounts to 1-5” F), 
\vould increase the total annual cooling tower cost, Z, by less 
jhan 0:2% if the wrong average were chosen. In a similar way, 
énost other variations in local conditions ignored by our charts 
‘1o not remove the towers from the flat range of the total-cost 
curves, and more detailed estimates are worth while only where 
he special data, skill and time are readily available. As the 
Jcooling tower is the last major non-standardized plant item in 
)3ritish power stations, charts which speed up the tower selection 
siorocess at least for straight-cooling-tower stations will tend to 
J-educe the present excessive generating-station planning time. 

Trend of Tower Selection Our conclusions concerning the 
‘rend of cooling tower selection have been accepted by nearly 
3 ull speakers, particularly the fact that towers and water quantities 
tyere too large in the past and that the trend towards relatively 
till smaller units will continue as turbine exhaust-heat ratings 
\ncrease. What has been challenged, by some speakers, is our 
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MERSEY AND NORTH WALES CENTRE AT LIVERPOOL, 10TH JANUARY, 1955 


considered in the selection of a new station site. The authors 
mention that few rivers in this country are large enough for 
direct-cooled systems and illustrate a case for combined river 
and cooling-tower schemes in Section 6 of the paper. This case 
is founded by making the best use of the difference in river flow 
caused by seasonal change. 

There is, however, another type of site located on the tidal 
reaches of a medium or small river where there is, in addition 
to seasonal variation in river flow, a considerable variation in 
the tidal flow past the site. In this case, during dry weather or 
even under average conditions there may only be sufficient water 
flowing for, say, 6-8 hours of each tidal cycle to meet direct 
cooling requirements. 

Do the authors generally consider the adoption of a combined 
river and cooling-tower scheme under these conditions to show 
economic merit over a straight cooling-tower scheme in which 
fresh water make-up is extracted from the river between tides? 
If so, would they please comment on the type of tower and the 
practicability of operating such a combined scheme? 

Although the introduction of eliminators in towers effects a 
considerable reduction in carry-over losses, there is still an 
appreciable loss of water from a cooling-tower system resulting 
in continuous make-up and purge requirements. Would it not 
be economic and practicable to consider means of further 
reducing this loss, e.g. by electrostatic precipitation? 


THE AUTHORS’ REPLIES TO THE ABOVE DISCUSSIONS 


statement that turbine exhaust-heat loadings will continue to 
increase as turbine ratings grow. The reasons for our statement 
are obvious, but their effect might be at least partially counter- 
acted by the development of superior steels which will permit 
the use of higher blade velocities or greater blade lengths. The 
economic design of the turbine exhaust is of great importance, 
and we hope that turbine designers will devote a paper to this 
subject to complement the studies now available for cooling 
towers and condensers. 

Utilization of Rivers.—We are encouraged by Messrs. Brown 
and Clark’s statements that the B.E.A. and River Boards are 
studying the permissible degree of heat rejection to rivers, and 
by their personal views that large quantities could be rejected 
with great benefit to industry without undue interference with 
other interests. We agree that such investigations must be con- 
ducted for each river, but plead for the instantaneous publi- 
cation of the results of each inquiry in order to guide future 
planning. One cannot feel completely reassured about the 
present position when several straight-cooling-tower stations are 
being constructed on sites admirably suited technically for 
combined river and cooling-tower schemes. 

In reply to Mr. Carey, the economic difference between the 
vacuum temperature and the sink temperature is about 14° F 
more for British cooling-tower stations than for river stations, 
as shown by the information in Table 3 and Fig. 4(a). Hence 
river stations preserve their vacuum advantage even for slightly 
higher sink temperatures. 

Mr. Donkin’s remarks show that straight-cooling-tower 
schemes tend to be more favourable in certain tropical countries 
than in Britain. 

Cooling Tower Operation.—Messrs. Clark and Bottomley 
endorsed our view that natural-draught towers should be kept 
permanently on load and that the water quantity should be 
reduced to relatively low values on cold days and at times of 
low station load. These points cannot be impressed too strongly 
on the operating staff. 
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Mr. Leitersdorf has pleaded for the use of 2-speed or variable 
speed motors. We have examined such proposals from time to 
time, but found, for each power station application, that the 
extra cost of the more complicated motor at least cancelled out 
the advantage due to the reduction in auxiliary power. Progress 
in developing cheaper and more convenient methods of speed 
control may alter this position, and we welcome Mr. Leitersdorf’s 
investigations. One must, however, remember that vacuum 
temperature control, by reducing the circulating water quantity 
on cold days, achieves economies in auxiliary power even with 
constant-speed fan drives and limits the extent to which further 
economies can be realized by fan speed regulation. 

Method of Calculation.—In reply to Mr. Brown, the figures in 
Table 4 fully allow for the change in the heat transfer coefficient 
which affects the logarithmic mean condenser temperature 
difference but not, in general, the terminal temperature difference. 

Though we have criticized one assumption made by Bottomley, 
we wish to pay tribute to the clarity of his 1941 treatise on 
economic circulating-water system design.! The assumption we 
criticize, and which appears to be partially defended by Mr. 
Betts, is that the capital cost increment required to maintain 
the leaving loss constant for 1° F reduction in vacuum tem- 
perature is constant. This assumption can lead to large errors 
with the high turbine exhaust loadings now in use; for example, 
it can produce the incorrect conclusion that the economic sizes 
of cooling towers, condensers and circulating-water pumps can 
be determined independently of one another. 

The statement concerning our eqn. (4), queried by Mr. Betts, 
is explained by 


Dy OCONEE Speen homert 
so that Daa 
where p, = condenser friction power, r, = heat transfer 


resistance, and V = water velocity. 

Mr. Bottomley criticizes our eqns. (35) and (5), but himself 
derives equations which become identical with these when they 
are rewritten in terms of our symbols. His disagreement with 
eqn. (9) is due to the fact that he has assumed constant water 
velocity and variable tube length in determining the economic 
water quantity, whereas we have assumed variable water velocity 
and constant tube length. Either method is legitimate and both 
give the same final result for the economic water quantity. 

Miscellaneous.—Mr. Carey has proposed a_natural-draught 
tower with film packing, in which the packing surface, cooling 
range and approach to the wet-bulb temperature are respectively 
about 1-3, 2-0 and 0-5 times the values we have recommended 
in the two papers. The main reason for Mr. Carey’s different 
conclusions is that he has used water make-up costs far higher 
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than those customary at power stations and has taken them t 

be proportional to the circulating water quantity, thus placing a 
premium on low water quantity. With towers containing’ 
eliminators, make-up costs are proportional to the evaporation 
and should not therefore be allowed to influence the tower design. 

Mr. Philipps’s proposal of an air condenser (made also by 
Mr. J. F. Field in discussing Wood and Betts’s paper), imposes 
great difficulties in leading air ducts through the station. 

Despite Mr. Pilling’s remarks, we believe that the icing 
problem calls for the improvement of de-icing devices, and not 
for larger towers, just as the answer to the carry-over problem 
was provided by good louvre eliminators and not by larger 
towers as previously thought. The residual carry-over loss 
now estimated at about 0:01°% of the circulation leaves no 
economic margin for the more expensive electrostatic eliminators 
suggested by Mr. Bateman. 

For the tidal river site mentioned by Mr. Bateman, it would 
seem worth while comparing the economics of (i) pure river 
cooling plus large-scale water storage, (ii) river plus tower 
cooling, and (iii) straight tower cooling, considering both 
natural and mechanical draught towers for (ii). 

Mr. P. H. Margen (in reply to the discussion on the secana | 
Paper): 

I am especially indebted to Mr. Williamson for contributing 
Figs. A and B and to Mr. Lowe for contributing test results on 
three corrugated sheet packings, which have been added as 
points g, A and i to Fig. A. All the film packing results lie 
reasonably close to the general correlation, though they do not, 
of course, remove the need for further experimental work stressed 
by Messrs. Chilton and Lowe. 

In dealing with splash-bar-packing test results such as those 
on Mr. Williamson’s Fig. B, I recommend that the heat transfer 
and friction numbers be expressed per unit packing plus pumping 
cost instead of per unit surface, in order to allow for the effect 
of the widely varying pumping costs with different packings and 
load factors. Thus one may write 


= (F + f’s)'PO/k’s’ + 1/2) (A) 
sii pa ic Sipe, == 855 (B) 


and x = (packing cost + pumping cost)/(reference packing 
cost) 


where 


= (z; a z,w/an,)/Zso (C) 


The reference cost, z,9, may conveniently be taken as the 
value of z, for 2in X 2in X Zin serrated grid packings. 

Fig. I shows a heat-transfer/friction correlation drawn on 
this new basis by plotting k’ versus f’ for Messrs. Lowe’s and 
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Fig. I.—Friction-heat transfer correlation on cost basis. 


Cost constants as for Table C. 


(g), (4), (i) Corrugated-sheet packings, data by Lowe [a = 
(e’) Grid packing, Mr. Williamson’s Fig. B (a = 


Pees ye 1 for (g) and (h) and 7-5 ft—!1 for (i)). 


(m) Splash-bar packing, Mr. Williamson’s Fig. B (a assumed to be 1:3 ft— 1), 


Curve (1) Original k/f correlation for film packings ne a = 13 ft=1, 
Curve (2) Proposed new k’/f’ correlation, 250k’ = (250f’)1/3 ° 
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i) Williamson’s test data. The Figure also contains curve 1 giving 
9 the same k and f values as the original “‘general correlation,” 
and curve 2 having the now more convenient equation 

250s = 250613 (D) 
| For packings satisfying this correlation, the design chart and 
§ equations in the paper apply directly if k’, f’ and s’ are used 
} instead of k, fand s. 


1 The most interesting point in the Figure is that the splash-bar 


© packing lies above the full line, i.e. gives a figure of merit 


| R’ = 250k’](250f’)1/3 (BE) 

‘of 1:05 compared to the value 0:93 for the grid packing. 
«Consequently the splash-bar packing is the more economical 
s}one to use, particularly for high-friction and low-load-factor 

applications. It is worth noting that for packings with the 
} optimum friction and surface, the total packing plus pumping 
ja@cost per unit A for a given performance coefficient varies as 
1) /R)7/*. Hence Mr. Williamson’s splash-bar packing has a 
* 17% packing plus pumping cost advantage over his film-type 
9)packings for medium-friction applications. This is also illus- 
j| trated by a worked example in Table C, Part IV. 

Mr. Chilton’s Table A provides a striking illustration of the 
sfsmall effect on costs of even substantial departures of certain 
4 design variables from their calculated optimum values. He has, 
* however, used a constant shell friction throughout, whereas this 

‘can vary over a range of 10 to 30 velocity heads. Hence more 
‘j'substantial savings than he suggests are obtainable in extreme 
a2 cases by developing more than one type of standard packing. 
1 The preceding analysis of Mr. Williamson’s test results suggests 
ie that this state of affairs already exists to the extent that the 
s!'splash-bar packing must be regarded as a good high-friction 
ig: design and the grid packing as a fairly low-friction design. 

1 I hope Mr. Carey will publish test results for the interesting 
grid packing with horizontal grooves he has mentioned. 

4 Mtr. Bottomley’s criticism amounts to a disagreement with the 

q approximation, C ~ (constant) for varying w and G, which 

® has in fact been a subject of controversy since it was first proposed 

» by Chilton.2 In my view, Chilton’s test results justify the use 

i) of this approximation for the particular problems I have dealt 
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Table C 
PERFORMANCE OF WILLIAMSON’S FILM AND SPLASH-BAR PACKINGS 
(At reference conditions, w = G = 0-36 lb/sec-ft2, Ly = 0°5) 


B 


Description | 


| Film | Splash-bar 
| packing | packing 


Symbol 


I Surface Basis | 
Heat-transfer number | 0-016 


k 0-071 | 4-4 
it Friction number | Wewss wen! 10:4 
R Figure of merit (eqn. 19) 1-04 ge ili) 2:04 
Il Volume Basis 
a Surface per ft3- ft-1 | 13 Ges 0-1 
ka 1/(height of transfer 
unit) ft=! 0-21 0-092 | 0:44 
fa 1/(height of friction 
unit) ft 3-0 gel! 1-03 
IIL Cost Basist [eqns. (B) 
and (C 
is Financial heat-transfer | 0:0135 0:0249 | 1-84 
number 


i Financial friction number | 0-194 0-842 | 4-34 
@ Financial figure of merit | 0-93 1-05 1°13 
(1/R’)3/2 Packing + pumping cost 72 
index ea 0-93 0-83 
IV Design Examples | 
F Shell resistance | 20 20 1-0 
s Packing surface per unit A | 70 | 24-2 — 
sla Packing height, ft | 5:4 18-6 — 
si Total relative packing* + | 
pumping cost [eqn.(B)] 83 69 0-83 
Gc Performance coefficient | xo 
[(eqn. (6) or (A)] 4:6 4:6 1-0 


* Typical value is used, since actual value is not known. au 
+ Assuming 2s/Zso = 1-0, zww/nwzso = 2:4ft—! at reference conditions. 


with, whereas it was necessary to apply a correction in deter- 
mining the economic water quantity in the other paper. The 
approximation does not necessarily imply k ~ (constant), since 
the effect of changes in k is partly offset by that of associated 
changes in f- 


f Mr. E. D. Taylor: When testing instruments to 0-1 % accuracy, 
» what arrangements does the author make regarding heat stability 
of the instruments under test? Are spot readings taken, or are 
the current and voltage maintained at each reading until the 
4 instruments have attained a steady-temperature state ? 
I cannot agree with the author that rectifier-type instruments 
can ever be used as substandards. They are very susceptible to 
| changes of temperature, ageing and frequency, and the lowest 
_ permissible error given in B.S. 89: 1954 is 2:0%. Aninstrument 
that has been calibrated can, for a limited time, be used as a 
) rough standard for calibrating other rectifier instruments. 
| * ARNOLD, A. H. M.: Paper No. 1532 M, April, 1954 (see 101, Part II, p. 121). 


DISCUSSION ON 


‘“ALTERNATING-CURRENT-INSTRUMENT TESTING EQUIPMENT”’* 


) BEFORE THE NORTH-EASTERN RADIO AND MEASUREMENTS GROUP, AT NEWCASTLE UPON TYNE, 
15TH NOVEMBER, 1954 


Apart from rectifier-type instruments, the indications of most 
other types of a.c. instrument are independent of reasonable 
waveform departure from a sine wave. Therefore there does not 
seem to be much object in striving for such low harmonic contents 
in the test waveforms, especially since, in practice, waveforms are 
often far from pure. 

Finally, with the great strides in the development of magnetic 
materials, is it possible that what is termed the “moving- 
iron” \instrument will become a reliable precision transfer-type 
instrument ? 

Mr. B. Berger: The problem often arises that one wishes to 
make an accurate measurement of an alternating quantity having 
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a small harmonic content. A knowledge of the relationship 
between instrument error and harmonic content would greatly 
help in deciding (a) which type of movement would be most 
suitable, and (b) which accuracy grade should be selected. A 
precision instrument is calibrated under ideal conditions and is 
then often used under adverse circumstances (e.g. instability of 
supply, harmonic content). This is permissible provided that 
these adverse circumstances can be expressed as an equivalent 
instrument error. It would be interesting to know whether 
the author has carried out an investigation to determine the 
errors of commercial precision instruments due to waveform 
distortion. 

The use of an indirectly heated thermistor as an a.c./d.c. 
transfer device was described in a recent paper.* Does the 
author think that these elements offer any advantages over 
vacuum-junction thermocouples, especially regarding their sensi- 
tivity and reversal error? 

Mr. H. M. S. Smith: A brief reference is given in the paper to 
the use of junction thermocouples as transfer standards. Another 
recent paper has referred to some of the errors found in such 
couples, such as, for example, 0-1% frequency error and 0:1% 
error due to temperature gradient along the heater. One 
wonders whether a sufficiently accurate estimation of these errors 
can be made and whether the errors will be stable with time. If 
proved to be satisfactory in these respects, such instruments 
obviously become attractive. Perhaps the author would also say 
whether thermistor elements can be used, and whether the hot- 
wire comparator technique has been reconsidered for high- 
frequency transfer measurements. 

The author briefly described a screened voltage divider of a type 
similar to one I have recently constructed. In my case, however, 
the auxiliary divider was a capacitor-divider, thus economizing in 
space. For complete compensation, an infinite series of auxiliary 
dividers is theoretically necessary, and this is obviously impos- 
sible. JI should like the author’s views on the maximum voltage 
up to which a single auxiliary divider would be practicable, par- 
ticularly bearing in mind the phase error of the divider. 

Mr. G. White: The author states that he prefers to maintain 
the temperature of the standard Weston cell at a constant 
value rather than to correct for temperature change, since some 
cells exhibit a hysteresis effect with temperature changes, which 
may give rise to errors. Would he tell us the magnitude of these 
errors ? 

How often are the standard instruments at the N.P.L. checked ? 

Although the vacuum junction standard is very good as a 
transfer instrument, how does it compare with the electrostatic 
and dynamometer instruments with regard to stability? 

The author points out that the more recent transfer resistance 
standards at the N.P.L. have been built with nickel-chromium- 
aluminium conductors, since this alloy has a negligible tem- 
perature coefficient of resistance. How does it compare with 
manganin or copper nickel? 

Mr. G. E. Moore also contributed to the above discussion. 

Dr. A. H. M. Arnold (in reply): It would be a wasted effort to 
attempt to calibrate an instrument to 0-1% accuracy if its error 
were dependent to a large extent on temperature, frequency, 
waveform and other factors. Instruments complying with the 
precision grade of B.S. 89 are usually tested as soon as possible 
after the application of voltage or current. Industrial grade 
instruments are tested after being in circuit for 30min in accor- 
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dance with the provisions of B.S. 89. I agree with Mr. Taylor 
that rectifier-type instruments are not satisfactory standards: if 
they are used for calibrating other rectifier instruments they 
should be checked at frequent intervals. 

Moving-iron instruments have been greatly improved by use 
of high-permeability alloys, but I would prefer not to use one as 
a transfer instrument. 

The principal justification for testing with a sinusoidal wave- 
form is that it is a standard condition of testing so that the con- 
sistency of behaviour of instruments can be checked. If it is 
suspected that an instrument has large waveform errors it is 
desirable to make an additional test on a bad waveform to check 
this point. It is, however, seldom possible to calibrate an instru- 
ment for normal conditions of use since these are not generally 
knowin. It would be a very expensive matter to determine the 
effect of each harmonic, including the effect of phase, and Mr. 
Berger would do better to choose an instrument free of waveform 
errors rather than to attempt to calibrate one with large errors. 
His reference to the use of a thermistor as an a.c./d.c. transfer 
instrument is interesting. The accuracy claimed in the paper he 
refers to is only 0:2°%, but it is quite likely that better results 
than this can be obtained. I do not know whether the best type 
of thermistor would prove superior to the best type of thermo- 
couple. There is, of course, a danger in thinking of either a 
thermistor or thermocouple as inherently suitable for a particular 
duty, and Mr. Smith points out some of the errors which are 
sometimes found in thermocouples. The best basis for a satis- 
factory a.c./d.c. transfer is to use a number of independent 
methods. The higher the frequency becomes, of course, the 
more difficult this is to do. 

There are too many variables involved to give a direct answer 
to Mr. Smith’s question about voltage dividers. A better 
approach, with a particular problem to be solved, would be to 
consider which method of voltage division would yield the most 
economical design for the accuracy required. Mr. White’s 
question with regard to standard cells raises a number of 
important points. A true hysteresis effect in a standard cell is 
an undesirable feature which fortunately is not very common. 
In some cases we have observed a temporary change of e.m.f. 
of up to 100V after a temperature cycle of 10°C. In addition 
to this, however, if a standard cell is allowed to change tempera- 
ture rapidly there is a danger of inequality of temperature between 
the two limbs which may cause a serious change of e.m.f., and 
there is a danger of the standard cell temperature differing from 
the temperature recorded by the thermometer. 

The standard deflecting instruments used at the N.P.L. are 
calibrated every day and sometimes more than once in a day. 
Transformers, resistors and standard cells are calibrated at 
intervals ranging from three months to more than a year accord- 
ing to circumstances. The thermocouple vacuum junction has 
inferior stability to electrostatic and dynamometer instruments, 
and the d.c. and a.c. measurements should not be made at times 
differing by more than a few seconds. It is generally desirable 
to repeat both measurements several times. 

The temperature coefficient of nickel-chromium—aluminium- 
copper wire may be made zero at a chosen temperature and this 
may also be achieved for manganin and copper-nickel. When 
this has been done, and it is much easier with the first-named 
alloy than with the other two, the rate of change of temperature 
coefficient with temperature of nickel-chromium—aluminium- 
copper may be about one-tenth that of manganin and one-half 
that of copper-nickel. 
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SUMMARY 


T} The paper deals with some of the problems which arise in the 
o planning and development of a system comprising both thermal and 
Br hydro-electric plant. In general, when thermal plant predominates it 
Sis considered desirable to develop hydro-electric power with the 
* greatest installed capacity the system can absorb in conjunction with 
‘the available amount of energy. Practical limitations to low-load- 
»}factor operation are discussed. 

| The effects of the introduction of low-load-factor hydro-electric 
plant on system operation and on the overall fuel consumption of 
| }the thermal plants are examined. New circumstances which cannot 
Dreadily be forecast may later make desirable a change in the design 
Sload factor of some of the hydro-electric plants, and the paper stresses 
sithe advantage of having, where possible, flexibility in the initial design 
Sto enable such changes to be made. Where circumstances permit, 
aconsideration of the use of pumps, and especially reversible pump- 
turbines, is recommended as a means of augmenting storage capacity 
z: and either increasing the firm annual load factor or permitting increased 
sjinstalled capacity. 

1} The basic economics of the pumped-storage scheme are explained 


‘tand an example illustrating the flexibility which is possible in planning 


Zisuch an installation is given in the Appendix. 
1 The paper discusses the effect on hydro-electric development of the 
possible ultimate replacement of coal and oil by nuclear fuel in thermal 
= plants, and it is concluded that hydro-electric plant is likely to continue 
i to be advantageous for peak-load operation and that there is no 
justification for any postponement of long-term investment in hydro- 
electric works on account of the advent of nuclear power. 
1 The effect of rising prices is also discussed, and a general survey is 
“given of present practice in the design of hydro-electric machines. 
{Transmission practice and problems are briefly reviewed as an integral 
hpart of hydro-electric design. 
7 In conclusion it is pointed out that differences of opinion between 
‘thermal and hydro-electric engineers may arise because of inadequate 
mutual understanding of the inherent characteristics of the two types 
Sof plant and of the problems of combined operation. The design of 
»hydro-electric projects in a mixed system must be based, not only on 
}the hydrographical and civil engineering data, but on a comprehensive 
‘study of all the many factors involved. 


1] 
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(1) INTRODUCTION 


] During the last quarter of a century the development of 
Hhydro-electric resources has increased approximately fourfold, 
the total world installed capacity of hydro-electric plant being 
jnow about 90 millionkW. This rapid development is in 
{part due to technological advances, particularly in high-voltage 
/transmission, which have made it possible to harness on an 
tincreasing scale hitherto unused resources, some of which 
tare very distant from the load supplied. In part, also, the rapid 
}development is due to rising costs of fuel and shortages of 
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indigenous fuel in certain countries. Although a threatened 
shortage of indigenous fuel may greatly affect the national power 
policy, the cost of thermal generation is the main criterion in 
deciding whether any hydro-electric project is, or is not, worth 
constructing. 

Thermal and hydro-electric plant are to a considerable extent 
complementary, and advantage is usually obtained from a 
mixed system. This mixture of plant has created certain 
interesting design problems which are examined later. Table 1 
shows the proportions of thermal and hydro-electric plant in 
various countries of the world, and it will be noted that this 
proportion varies over a wide range. 


Table 1 


APPROXIMATE PROPORTIONS OF THERMAL AND HybDRO-ELECTRIC 
PLANT IN VARIOUS COUNTRIES* 


Thermal Hydro-electric 
He Ss 
England and Wales .. a5 SoU 0-3 
Australia ae abe a .. 88-1 11-9 
Germany (Western) ae oo collet 18-9 
United States ‘ we eS PDI) 
Scotland 69.4 30.6 
France 59)95) 44-5 
Finland ne 53 ae SSeS 60-2 
Japan ae 2 se ao, SUG} 62:6 
Sweden or ge nie PT 77°3 
Italy ate 18-3 81-7 
New Zealand ihihes) 88-5 
Canada sis 9-6 90-4 
Switzerland .. 6°6 93-4 
Norway 4-2 95°8 


* Source: United Nations Bulletin of Statistics, November, 1953. 


In examinations of the combined use of thermal and hydro- 
electric plant in large integrated systems there are two concepts 
which are commonly used. The first is the annual load/duration 
curve with the various types of plant fitted into the area embraced 
by the curve; an idealized diagram of this type is shown in Fig. 1. 
Although such diagrams can be of help, they have considerable 
limitations and unless used with caution may lead to erroneous 
conclusions. Before decisions about a hydro-electric project 
are reached it will be necessary to make more detailed studies 
on a daily or short-period basis, and a method of doing this is 
described in Section 2.2. 

The second concept is that of the annual load-factor of hydro- 
electric stations, although this is somewhat ambiguous and 
should also be used with caution. The firm annual load-factor 
of a hydro-electric project can be defined as the ratio of the 
energy output which can be relied on in any year (including very 
dry years) to that which would be generated if the installed plant 
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Fig. 1.—Idealized load/duration curve. 


operated at full load throughout the year. The average annual 
load-factor of a hydro-electric project is the similar ratio for the 
average output over a long period of years, and therefore includes 
a certain proportion of non-firm energy, i.e. that which is not 
available in the dry years. In any given hydro-electric project 
the available energy is more or less fixed by the run-off, the 
principal variable being the installed capacity of plant. Hence 
changes in the average annual load-factor of a particular project 
usually mean changes in the installed capacity. 

An approach to the study of the optimum installed capacity 
of a hydro-electric project calls for many data additional to the 
hydraulic features of the particular scheme. First, it is necessary 
to consider and bring into account the transmission system. 
Secondly, it is necessary to study the system demand and load 
curves, both at the present time and as estimated for the future. 
Thirdly, it is necessary to consider what other hydro-electric 
projects are likely to be developed in the future and how they 
can best be fitted in with the project under immediate considera- 
tion. Such studies require to be combined with corresponding 
studies of the complementary thermal plant. 

A full investigation therefore presents a complex problem, 
and in practice it may be feasible to achieve only approximations 
to optimum design. It remains, however, highly advantageous 
to obtain the most accurate approximations possible with the 
available data. 


(2) DEVELOPMENT OF A COMBINED HYDRO-ELECTRIC 
AND THERMAL SYSTEM 


(2.1) The Problem of Installed Capacity 


The capital cost of hydro-electric power can be considered 
as made up of two parts: expenditure upon the main storage 
works and associated aqueducts, and expenditure on tunnels, 
pipes, buildings, plant and transmission. The storage works 
are not directly dependent upon the installed capacity of the 
plant and may in the simple analysis be regarded as independent 
of the maximum rate of flow through the machines. The 
tunnels and pipes are designed to pass the full-load flow required 
by the machines, and their cost is thus directly connected with 
the selected plant capacity. The capital or annual costs of a 
particular installation therefore consist of a fixed amount 
representing storage and an amount which varies with the plant 
capacity. 

The cost of storage usually forms a large proportion of the 
total cost of a hydro-electric installation, and the capital cost 
per kilowatt decreases as the amount of installed plant is 
increased. It will be found that for most projects the incremental 
cost of increasing the plant capacity, together with the provision 
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of larger conduits and transmission, is less than the capital cost 
of increasing the installed capacity of a thermal station. 

In countries where hydro-electric power resources predominate 
and where fuel is costly, it is probable that the comparison of 
generation costs will favour a hydro-electric project over a wide 
range of installed capacity. Decisions regarding the design of 
the hydro-electric stations will nevertheless involve a detailed 
study of the estimated cost of production and transmission of 
power for different installed capacities at the various possible 
sites. Such a study is, of course, subject to the overriding con- 
sideration that the total firm power and energy from the hydro- 
electric plant and any thermal plant can be satisfactorily combined 
so as to meet practical operating requirements. 

If the seasonal variations in run-off do not conform with 
those of the power demand, as for example in a country where 
the water is derived largely from melting snow in spring, or 
where a heavy demand for irrigation pumping arises in dry 
weather, or where long-period droughts can occur, it may be 
that the storage required to produce a reasonable proportion of 
firm energy is either impracticable or excessively costly. Addi- 
tional thermal plant may then have to be added to cover the 
deficiencies of the hydro-electric stations, and this will be 
operated (probably on a base-load regime) in times of water 
shortage. Some thermal plant is nearly always essential for full 
exploitation of hydro-electric resources and has been found 
necessary even in countries particularly well endowed with 
water power. 

A problem of special interest from the planning point of view 
arises where a large proportion of the plant is necessarily thermal. 
With continued growth of load all countries will increasingly 
tend towards this condition, and further consideration will 
therefore be confined mainly to such circumstances, although the 
principles involved apply also to other conditions. 

In a predominantly thermal system it will usually be preferable, 
for the reasons already given, to develop such water power as 
can economically be justified in comparison with thermal power 
with the greatest installed capacity, i.e. the lowest firm load- 
factor which the system can accept in conjunction with the more 
or less fixed amount of energy. Furthermore, an increase of 
plant capacity permits the spilling of water at times of high run- 
off to be reduced, resulting in better utilization of the available 
water and economy in the use of fuel by the thermal plant. | 


(2.2) Practical Limitations to Low-Load-Factor Operation 


In a purely thermal system the machines will, so far as possible, 
be brought into operation sequentially in ascending order of 
their fuel cost per kilowatt-hour sent out, which generally results 
in the oldest and least efficient machines running on peak load 
only. In terms of the load/duration curve this means that in an 
expanding system new high-efficiency plants will be brought in 
at the bottom, making all older plant take progressively higher 
positions in the curve, until eventually each becomes peak-load 
plant. So long as the increase of efficiency of thermal plant 
continues, this process results in a maximum reduction in the 
average fuel consumption for the system. 

It is not possible, however, to achieve the theoretical optimum 
use of plant in practice; factors such as reduced availability of 
base-load plant, lack of flexibility of peak-load plant, trans- 
mission limitations and operating difficulties (such as a tendency 
to run up the peak-load plant sooner than is necessary) result in 
the less-efficient stations generating more than their theoretically 
desirable quota and the more-efficient stations generating less. 
Fig. 2 shows a typical annual load/duration curve, with super- 
imposed on it the blocks of energy generated by different plants 
grouped in order of fuel costs per kilowatt-hour sent out. The 
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#ig. 2.—Typical annual load/duration curve, showing energy generated 
by different blocks of plant. ‘- 


‘¢problem can also be illustrated by integrated duration curves 
= (Fig. 3), the slope of which is proportional to the load factor of 
the various blocks of power. Curve (a) corresponds to the 
biload/duration curve with the ideal operating condition of the 
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Fig. 3.—Integrated duration curves. 


4 base-load machines generating their full desired quota of kilo- 
watt-hours. Curve (5) represents what is actually achieved in 
# practice, as indicated by the rectangles in Fig. 2. 
For the purpose of settling the maximum practical installed 
‘capacity of a hydro-electric project, the conventional annual— 
‘or even monthly—duration curve is inadequate, as it gives no 
indication of day-to-day load conditions which the plant must 
‘be designed to meet; it is necessary to consider daily duration 
‘curves. In Fig. 4, P is the day of annual maximum demand and 
‘the remaining curves represent other typical days of the year. 
Some of such typical curves would refer to extremes of peak 
sload and others to more favourable conditions obtained in 
better weather, the probable range of variation being deter- 
‘minable statistically. The normal type of annual duration curve 
is produced by integrating the areas of the individual daily 
} curves enclosed by a series of horizontal lines such as AA and 
BB. Only on days P and Q does any load fall within these limits, 
) and if a duration curve produced in this way were used as a guide 
to system operation the conclusion would be that some plant 
ought to run on those days only and be shut down on all other 
days of the year. This is not possible in practice and hence is 
misleading as a basis for judging results or forecasting the future. 
There is no definite criterion for deciding how much energy 
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Fig. 4.—Basis of adjusted load/duration curve. 


(a) Maximum demand (m.d.). 
(b) 80% m.d. 


m.d. 
(f) Minin demand. 


the plant which generates a particular element of load on the 
day of annual maximum demand should generate on other days, 
but integration between curves such as (a) and (5) is a reasonable 
assumption. This implies that peak-load plant which carries 
the top x % of the load on the day of annual maximum demand 
should be capable of carrying the top x% on any other weekday 
when weather or other conditions lead to an extreme peak for 
that time of the year. Fig. 5S shows a duration curve of the 
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Fig. 5.—Conventional and adjusted load/duration curves. 


conventional type, and superimposed is the adjusted curve of the 
type obtained by integrating between the curved lines in the 
manner illustrated by Fig. 4. 

The importance of the adjusted curve in Fig. 5 is that it 
provides a more realistic starting-point in assessing the lowest 
acceptable firm annual load-factor (or the maximum acceptable 
installed capacity) for any given block of energy. It still remains 
necessary, however, to allow in each particular case for factors 
such as transmission limitations and lack of operating flexibility, 
which tend to increase the acceptable load-factor. The latter 
will be of less importance with hydro-electric peak plant than 
with thermal plant. 


(2.3) The Introduction of Low-Load-Factor Hydro-Electric Plant 


(2.3.1) System Operation. 

Hydro-electric plant has a higher availability than thermal 
plant, even though this is reduced to some extent by the longer 
transmission which is usually involved. It is more flexible 
because it can be started, synchronized and brought up to full 
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load much more quickly. For example, the whole capacity, 
102 MW, of the Galloway scheme in Scotland can be brought 
on in about 15 min, even if the call is made when the penstocks 
and turbine casings are empty and even though this capacity is 
contained in eleven machines. The time is less if the casings 
are already full. It is possible to change load rapidly, and in 
consequence the load variations can be followed more closely 
by the peak-load plant. 

Hydro-electric plant, therefore, is especially suited to rapid 
load fluctuations, and its use in this way benefits the operation 
of the system as a whole. The thermal plant will be working 
on a more constant load without sudden fluctuations and this 
makes its operation easier. It must be remembered, however, 
that achievement of the design load-factor of hydro-electric plant 
is dependent on sufficient storage being provided to regulate 
annual flow; i.e. the assumed hydro-electric output must be 
firm, otherwise it might be necessary for thermal plant to be 
brought in at certain times to cover a deficiency of the water 
power, and the latter could not then be regarded as fully replacing 
an equivalent thermal capacity. In wet weather the water power 
can be generated at a load factor higher than that designed, thus 
saving fuel. Consequently, in a combined system, temporary 
departures from design operation will be desirable and will 
result in overall economy, whereas any departures in the all- 
thermal case produce an overall loss. 


(2.3.2) Overall Fuel Consumption 


The introduction of hydro-electric plant at the top of the 
duration curve has four important effects on the total fuel 
consumption on the system: 


(a) The fuel which would have been needed to generate the 
actual hydro-electric output is saved. 

(6) The fuel which would have been needed, owing to banking 
or other standby losses, to keep the equivalent thermal plant available 
for peak-load operation is saved. 

(c) The quality of operation in the peak region is improved, 
because the hydro-electric plant is capable of following more closely 
the moment-to-moment variation in demand. With thermal plant 
it is more difficult to restrict the inefficient plant to minimum 
generation, and there is a consequent tendency to generate too much 
from the least efficient, and too little from the more efficient, plant. 
It may, in fact, often be difficult to restrict a peak-load thermal 
station to an annual load-factor of less than about 15%. 

(d) There is a temporary loss of the chance to improve the 
average thermal efficiency which results from the addition of new 
thermal plant, whose efficiency would be higher than the average 
of that existing. 


Factors (a) and (5) can be fairly closely calculated and (c) can 
be estimated, but (d) is more complex. To assess the ultimate 
effect it is necessary to study two alternative systems, one all- 
thermal and the other with a proportion of water power taking 
its place at the top of the duration curve. The analysis has to 
be in considerable detail and taken over a period of 25 or more 
years. The accuracy with which this can be done depends on 
ability to forecast the rate of system load growth, the annual 
improvement in efficiency of thermal plant and the trend in the 
price of coal; it also depends on assumptions which have to 
be made as to the life of thermal plant before it is removed from 
service as obsolete. Although such an analysis may not be 
feasible except as a rough approximation, it should be possible 
to reach a reliable conclusion as to the existence of an operating 
economy or loss, if not its magnitude. 


(2.4) Freedom to Modify Design Load-Factor 


The annual load-factor of a thermal plant can be varied as 
desired within certain limits, but the design load-factor of a 
hydro-electric installation (which fixes not only amount of 
plant but also size of tunnels and pipelines) must be determined 
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as a result of economic studies before the scheme is designe 
New circumstances which cannot readily be forecast may mak 
a change in design load-factor desirable, and any freedom to dq 
so in the future may be of considerable value. It will not usually 
be possible to reduce the load factor, i.e. to increase the plan 
capacity, unless some special provision is made when the schem 
is designed and constructed. If the resources of a country ar 
such that thermal plant must predominate, a hydro-electric plan 
designed for a particular load-factor will gradually tend to tak 
a lower position on the duration curve as the system develops 
There may be justification later for its position being raised, 0 
at least kept where it was initially, by an increase in the plan 
capacity. 

In low-head installations where the power station is at the 
foot of the dam, there may be comparatively little difficulty in 
constructing the foundations, short penstock and intake, and i 
desired, an extension to the power-station building for further 
machines to be installed later. With higher-head plants, where a 
tunnel, surge shaft and one or more pipelines are required, there 
is not the same scope for later extension of capacity and the 
difficulty and cost of constructing a new tunnel and pipeline may 
make the provision of additional plant impossible. The more 
economic course would probably be to construct all the water 
conduits for a larger capacity than it was intended to install 
initially. The incremental cost of doing this could be expected 
to be small relative to the incremental cost of thermal plant, 
and under the circumstances here considered it would be wise 
to look well ahead at the planning stage and consider what, if 
any, provision should be made for increase of capacity as the 
system expands. The particular case of the Tennessee Valley 
Authority may be mentioned as illustrating such a method of 
development. In the first 10 years the Authority installed 
1 000 MW of hydro-electric plant, but during the second 10 years 
they installed a further 1500 MW of hydro-electric plant and 
1500 MW of thermal plant.2 The Authority have almost 
reached the limit of their potential and economic water resources, 
and to meet heavy new demands arising from a large atomic- 
energy project and other industries they are now constructing 
base-load thermal plants and have installed extra machines in 
spare bays provided in many of the existing hydro-electric plants. 


(2.5) Increase of Firm Hydro-Electric Power 


The proportion of the total mean annual output of a single 
hydro-electric plant or group of plants which can be regarded as 
firm, i.e. guaranteed in the driest year, is dependent on the amount 
of storage provided. The balance of the mean annual output is 
secondary energy which has a smaller value. Fig. 6 shows, fora 
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Fig. 6.—Reservoir storage curve. 


‘}ypical annual load curve, the percentage of the mean annual 
(jutput which can be regarded as firm for a particular storage 
\apacity; the curve relates to typical conditions of run-off in 
(\cotland and would not necessarily be applicable in other 
‘fountries. If the whole of the annual output could be made 


Ses very rapidly, and an increase beyond this point is possible 
\nly where exceptionally favourable conditions exist. Thus for 
(ny particular reservoir site there will be some firm output 
‘Gvhich it is not economic to exceed by increasing the size of the 
fam. 

') Where storage is limited this may, in effect, mean that a 
ertain acceptable load factor can be guaranteed throughout 
) tart of the year but not all of the time. Either the doubtful 
i eriod must be eliminated by reduced installed capacity, or 
3,2me means of firming must be provided. Two such means are 
ossible, namely the installation of thermal plant especially 
dor firming the water power and the use of pumps. Either 
faethod can be regarded as a means of augmenting the effective 
whapacity of a reservoir, thus increasing the percentage of firm 
9.Ower, Or as a means whereby the reservoir capacity can be 
%2duced for a particular amount of firm power. 

| The use of thermal plant for firming is expensive, but may be 
istified ; the use of storage pumps is a relatively new develop- 
Jhent, but considerable attention is now being given to this 
‘ossibility, particularly in America. Of course, essential require- 
Whents are a tailrace pond from which to pump and a source of 
Gffi-peak energy for pumping An energy loss of some 33% 
vill be incurred, but pumping may be infrequent and the total 
“mount of energy involved comparatively small. Moreover, 
jae cost per unit of energy for pumping supplied at off-peak 
jours will be less than the value per unit of the stored energy if 
tesold in peak hours. 

As an example of this use of storage pumps, assume that the 
Wjaean annual output of a hydro-electric project is 200 000 MWh 
‘ind that storage representing 12-5% of the mean annual output 
an be economically provided, but that site conditions are such 
‘jhat it is impracticable for this amount of storage to be exceeded. 
‘fig. 6 shows that the firm output would be 63% of the mean 
jnnual output, ie. 126000 MWh. If it is assumed that the 
articular installation is to be designed for an annual load- 
actor of 24°%, the firm capacity which could be installed would 
dye 60 MW. However, if the firm output could be increased to 
W5%, i.e. to 150 000 MWh, the capacity which could be regarded 
jis firm for the same annual load-factor could be increased to 
0 MW. 

i From Fig. 6 the storage required for this increased firm output 
ivould be about 20°%, and water equivalent to 7-5% of the mean 
jimnual output would have to be returned to the reservoir in the 
“iriest years. Although such years may be infrequent, additional 
ioumping will be inevitable owing to inability to predict the 
iweather. The cost of pumping may nevertheless be unim- 
Mortant, because pumping losses are likely to be largely (or 
dvholly) balanced by the difference in value of the off-peak and 
he on-peak energy. The capacity of the pumps will depend on 
vhe deficiency of natural storage and on the number of off-peak 
jnours during which energy for pumping can be supplied at a 
avourable cost. Once the required pumping capacity has been 
iderived, the annual charges on the estimated extra cost of the 
j nstallation can be compared with the additional benefit obtainable 
*rom the increase of firm power and energy. 

An advantage of this use of storage pumps is that the level in 
the reservoir can be maintained higher during periods of low 
run-off than it would otherwise be and the falling off of capacity 
due to decreased head can be reduced. This is an important 
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advantage, and in addition the flexibility of reservoir operation 
is enhanced. 

The reversible pump-turbine referred to in Section 6.3 is 
ideally suited to such a purpose. The cost of the machine is 
greater than that of a conventional turbo-generator, but the 
considerable extra cost of a separate motor-driven pump, pen- 
stock and building can be avoided. The sacrifice of efficiency 
of generation which is to be expected may well be acceptable on 
one machine in a multi-unit station in exchange for the benefit 
obtained. Considerable research on this type of machine has 


‘been undertaken in recent years and some notable installations 


are now planned for construction. The machine for Hiwassee 
Dam (see Section 6.3) is an example; this machine is in lieu of a 
conventional unit and will be erected in a spare bay constructed 
when the power station was built. 

The authors regard this use of pumps as an important develop- 
ment and think that in the planning of any storage project where 
there is a tailpond the possibility of having one or more pumps 
or reversible machines should always be considered. 


(3) PUMPED STORAGE 


If nature does not provide the conditions for low-load-factor 
hydro-electric developments, it may be possible to manufacture 
them, to produce a pumped storage scheme. This, in the day- 
time, has all the features already described of a low-load-factor 
scheme and the same advantages and disadvantages in its impact 
on thermal generation. The difference is that, during the night 
and perhaps at week-ends, pumps have to be operated to put 
back from a tailpond the water which has been used in the 
generating periods. Pure pumped storage can therefore be 
regarded as the ultimate development of firming by pumping 
as described in the previous Section. 

In a predominantly hydro-electric system there may be low- 
head run-of-river stations where water cannot at certain times 
be used or stored and hence must be regarded as surplus. Under 
such conditions the incremental cost of supplying power for 
pumping will simply be the extra running costs of the generating 
plant and the similar costs on the storage plant, which will be 
very small. The comparison is therefore between the fixed 
annual charges of the storage scheme and the fixed charges plus 
the running cost of any alternative method of generation of 
equal output. 

If hydro-electric plant does not predominate on the system 
there may be no water power which can be regarded as surplus, 
since by correct operation it should be possible to absorb 
secondary energy into the system with a saving of fuel at the 
thermal stations. In such a case, which is the more usual, the 
pumping energy must be supplied from the thermal stations. 
The overall efficiency of dual conversion of pumped-storage 
energy is not likely to exceed 66-68%, excluding transmission- 
line losses, and hence loads can be supplied only at about two- 
thirds of the efficiency of direct generation. It is not possible 
to use the most efficient thermal plants, as they are already 
running at their highest possible load-factor, and supply from 
other stations with rather lower efficiency must be assumed. If, 
for example, the incremental efficiency of the plant which can 
supply the pumping energy is 0:28, the equivalent efficiency of 
the storage plant will be 0-67 x 0-28, or 0-188. A thermal plant 
with such efficiency would be used only at a very low load-factor, 
and so the storage plant is necessarily placed high on the 
duration curve. 

The pumped-storage plant and a natural low-load-factor 
development are similar in their effect on the overall fuel con- 
sumption of the system, except that the storage plant has the 
additional handicap of the cost of the pumping energy. This is 
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simply another factor which must be taken into account in the 
economic study of the all-thermal system and the alternative 
with a storage plant included. Such a study, taken over 25 years 
or more, indicates that, initially, after introduction of the storage 
plant the overall fuel consumption will be increased, but that 
the increase will diminish with passage of time owing to the effect 
of retarded improvement of thermal-plant efficiency lessening as 
the load factor of the “‘displaced’’ thermal plant decreases, i.e. 
as it is pushed up the duration curve by still later plant. Over a 
long period the total of all the effects mentioned seems to be 
almost zero, with possibly a very small saving of fuel in the 
alternative using a storage plant. This being so, it is considered 
that, if the capital cost of a pumped storage plant is less than the 
cost of a new thermal plant, the former is almost certain to give 
an overall advantage, bearing in mind that the sinking-fund 
charges are less for hydro-electric than for thermal stations. 

Considerable flexibility is possible in the planning of a storage 
scheme. If the installed capacity and the daily load-factor are 
predetermined and it is practicable to provide the amount of 
storage necessary, the daily pumping period and the capacity 
of the pumps can be varied to give the best results. It can either 
be arranged that the water used in generation each day is returned 
to the upper reservoir during off-peak hours of the same day, 
i.e. a daily storage cycle, or a weekly storage cycle can be adopted 
wherein the reservoir is not fully replenished each day and a 
cumulative lowering is accepted, the reservoir becoming empty at 
the end of the week’s generation. It is then refilled by pumping 
at the week-end. The daily cycle involves longer pumping hours 
each night, and it may be that the required period exceeds the 
time for which efficient thermal plant can be used to supply the 
pumping energy. If so, the pumping cost will be higher because 
less efficient thermal plant will have to be used. The pumping 
period can, of course, be reduced by increasing the pump 
capacity. A weekly storage cycle enables the pump capacity 
and daily pumping period to be reduced, but it necessitates a 
larger reservoir. The three variables of pump capacity, pumping 
period and reservoir capacity, i.e. size of dam, must be con- 
sidered if the most economical scheme is to be achieved. An 
example is given in Section 11; it is hypothetical, but is based on 
estimates made for a storage project in Great Britain. 

The Ontario Hydro-Electric Power Commission are con- 
structing a large storage project supplied from surplus water 
power in conjunction with the new Sir Adam Beck Power 
Station on the Niagara River below the Falls. Under an agree- 
ment between Canada and the United States the balance of 
the water over and above that passing over the Falls is divided 
almost equally between them. The quantity which is to be 
allowed to pass over the Falls is greater in the summer day- 
light hours than at nights, for tourist reasons, and thus a 
greater quantity is available for power during summer nights 
than in the day-time. The project will utilize the surplus water 
at nights in the new generating station to provide power for 
six reversible pump-turbines. The main station is supplied 
by tunnel and open canal, and the pump-turbines, installed in a 
separate station, will pump from this headrace canal into an 
artificial reservoir. The same machines will pass the water 
back into the canal and produce about 220 MW during peak- 
load periods. This water will be used a second time in the 
main station, where an additional 300 MW will be installed for 
peak-load purposes only, making a total of 1 200 MW. 


(4) NUCLEAR AND HYDRO-ELECTRIC POWER 
The present intense interest in the development of nuclear 
power naturally raises the question of the probable effect of 
nuclear power stations on future hydro-electric projects. It is 
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generally agreed that nuclear power stations are not likely t 
become commercially significant for a good many years; on thi 
other hand, large hydro-electric projects have to be plann 
many years ahead and will have an assumed life (for amortizatior 
purposes) of more than half a century. Thus, even at t 
present time and despite lack of experience in the constructior 
and operation of nuclear power stations, it has become necessa 
to consider their probable effect on proposed hydro-electri 
schemes. 

It is expected that the first of the British experimental nuclea: 
power stations will be in operation within two years, and it i 
significant that the anticipated overall cost of generation is 0 
the order of 1d. per kilowatt-hour, which may well be regarde 
as a surprisingly low figure for the first experiment in a totall 
new field. One of the principal characteristics of present nuclea: 
fission research is the embarrassingly large number of possible 
designs of nuclear reactors. The fact that there are so many 
possibilities is a fairly clear indication that the cost of nuclear 
generation is likely to fall substantially with the acquisition of 
greater knowledge and experience. | 

While it is not possible to assess the cost of nuclear generation 
in, say, 10 or 20 years’ time, it is worth considering certain 
probable characteristics of such stations: 


(a) For safety reasons, nuclear stations are likely to be placed in 
remote districts and will therefore require long-distance trans- 
mission. In this respect they will be similar to most hydro-electric 
stations. 

(b) Nuclear power stations are likely to involve relatively high 
capital costs and relatively low running costs, and again there is 
some similarity with hydro-electric plants. 

(c) For technical reasons it will probably be desirable to keep 
the loading of nuclear power stations comparatively constant, 
They are not likely, therefore, to be suited for peak-load operation 
and will not have the flexibility in operation which is characteristic 
of hydro-electric stations. 


Any form of generation which has high capital costs and low 
running costs, but is capable of continuous operation, will 
obviously be most economic if operated as nearly as possible 
at 100% load factor. For this reason nuclear stations are likely 
to be operated for base-load purposes and will become less 
economic if and when all base-load has been supplied and 
further development might therefore have to be at lower load 
factors. 

At this stage it may possibly pay to convert the base-load 
characteristics of nuclear power stations into peak-load charac- 
teristics by means of pumped storage, either in the form of pure 
pumped-storage schemes or in the form of low-load-factor 
hydro-electric projects augmented by the provision of pumping 
equipment. 

This is looking far into the future, however, and the immediate 
question is whether the prospects of cheap nuclear energy might 
make it advisable to postpone hydro-electric development and, 
in place, build shorter-life thermal stations. The argument 
would be that such thermal stations would involve less imme- 
diate capital expenditure and would be nearing the end of their 
lives by the time nuclear power stations were fully commercial. 
Such a policy would, however, involve higher total generating 
costs initially, assuming that the postponed hydro-electric schemes 
were attractive in comparison with thermal generation. 

On the basis of present knowledge such a policy would seem 
imprudent. In the first place, expectations regarding nuclear 
stations may not be realized for considerably longer than at 
present anticipated. Even on the most optimistic assumptions 
it is likely to be at least a decade before the costs of nuclear 
energy fall below those of coal-fired energy, and it may be still 
longer before nuclear stations compete with hydro-electric 
stations. In the second place, there is the ever-increasing 
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;@)1ecessity in this and other countries to husband limited coal 
jp 'esources. The prospect of base-load nuclear energy cheap in 
safunning cost does, however, tend to strengthen the arguments in 
/@ avour of relatively low-load-factor development of hydro- 
lectric stations. It may well be that such stations will prove 
a omplementary to future nuclear stations. 
_} Itis tempting to speculate as to whether some of the techniques 
a} of hydro-electric construction, particularly underground con- 
>truction, will eventually prove of value for those types of high- 
sespeed breeder reactors which are not inherently safe. It would 
appear that safety might be achieved by deep excavation in 
s}suitable rock and that economy might also be obtained by use 
sof natural rock in place of concrete for biological shields and 
ther purposes. 

| 

| (5) THE EFFECT OF RISING PRICES 
#| There is a further factor which affects all hydro-electric 
e\dJevelopment. During the past half-century there has been a 
tiourfold increase in prices and a corresponding reduction in 
/ ithe value of money. There is a very general expectation that 
soprices will continue to rise, and the view has even been 
mexpressed that gently rising world prices are desirable to ensure 
; full employment. It certainly seems probable that the trend of 
) ‘the past half-century (and longer) will continue into the distant 
wfuture, and it is of importance to consider what such an assump- 
‘ition implies in regard to investment in generating plant. 
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‘ Fig. 7.—Comparison of relative price levels and replacement costs. 
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1 In order to illustrate the effects on thermal and hydro-electric 
‘plant investment, Fig. 7 has been drawn on the assumption that 
prices will rise during the next half-century or so at an average 
jrate equal to that of the past half-century. Two alternatives are 
jiconsidered: 


} (a) Investment in a thermal station whose capital cost is £x. 
(6) Investment in a hydro-electric station of similar installed 


| 


; capacity whose capital cost is £2x. 


‘Both investments are assumed to be equally profitable initially, 
/and the thermal station is assumed to have a life of 30 years 
-and the hydro-electric station a life of at least 60 years. It is 
‘further assumed that construction is financed by loan capital 
repayable at par. 
At any moment after year 0 the benefit in respect of capital 
‘investment will be related to the difference between the original 
‘capital cost and the capital cost of building an equivalent station 
‘at the date in question. The area marked A, which is the inte- 
‘gration of the difference between the original and the replace- 
‘ment cost multiplied by time, can be regarded as being roughly 
proportional to the total benefit in respect of capital investment 
accruing to the owner of the hydro-electric station as a result of 
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falling value of money. Areas B and C represent the corre- 
sponding capital investment benefit to the owner of the thermal 
station. The large excess of area A over areas B + C is indi- 
cative of the benefit which accrues to the equity owner of a large 
long-term capital investment such as a hydro-electric project. 
It must, however, be stressed that Fig. 7 is based on a number 
of assumptions and ignores various effects such as changes in 
interest rates and changes in replacement costs due to techno- 
logical advance. It is therefore merely illustrative of the general 
effect on capital investment of rising prices. 

From a national point of view, on the assumptions made, the 
gain which accrues to the owners of the plant will tend to be 
balanced by the losses incurred by those who lend money repay- 
able at par, so that it would be false to draw the conclusion 
that long-term capital investment is necessarily in the national 
interest. Nevertheless, the relatively large benefit to the equity 
owners of long-life hydro-electric stations as compared with the 
benefit to the equity owners of the shorter-life thermal stations 
is striking—particularly when it is borne in mind that a large 
part of a hydro-electric station, e.g. most of the civil-engineering 
works, will not have to be replaced, even at the end of 60 years. 
As examples of this benefit mention can be made of the two 
Grampian Power Company stations (built about 1933) and the 
Galloway stations (built about 1936). The original capital costs 
of these works are now much lower than present-day costs, and 
the stations consequently contribute to keeping down the cost 
of electricity. 


(6) HYDRO-ELECTRIC PLANT 
(6.1) Water Turbines 


There has been no significant change in the fundamental 
design of hydraulic turbines for general power development 
since the introduction of the movable-blade Kaplan machine 
more than 30 years ago. Development has been concentrated 
on improvement of efficiency, greater output, and higher specific 
speed and upper limit of head for each type of turbine. 

The present levels of turbine efficiency are about 93% for 
Kaplan, 92°% for Francis and between 90 and 91% for Pelton 
turbines. These figures can only be a general guide, because the 
maximum efficiency obtainable with any type depends on the 
specific speed of the runner. Higher figures have been published, 
but it may well be that these have been influenced by the inherent 
inaccuracy of the various methods of measuring water flow. 

Reaction turbines still suffer, to a degree varying with the 
type and specific speed, from a drop of efficiency at maximum 
and at partial loads due to the use of guide vanes to regulate 
the flow of water into the runner. Experiments being carried 
out with a type of guide apparatus which will produce annular 
flow at the runner inlet could give rise to an important develop- 
ment, since by this means the present disadvantage of many 
moving parts and poor part-load efficiencies would be alleviated. 

Turbine outputs have been gradually stepped up to the 
existing limits of 165000 b.h.p. for Francis machines at the 
Grand Coulee power station and 111000 b.h.p. for Kaplans 
at the McNary Dam. A contract for Francis turbines of 
175 000 b.h.p. of British design has recently been placed by the 
Quebec Hydro-Electric Commission for their Bersimis station. 
Single-jet twin runner Pelton turbines of 150 000 b.h.p. are now 
being manufactured for Cimego power station in the Italian 
Alps, and 4-jet single-runner vertical impulse machines of about 
the same output are being installed in the Kemano station in 
British Columbia. This represents a considerable advance in 
output of impulse turbines. The continuance of this upward 
trend in capacity is a matter more of economics than of any 
technical or design problem. Although the cost per horse-power 
of the whole machine will normally be reduced as the capacity 
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increases, there is a limit beyond which the reverse will result 
and which can only be determined in each particular case. The 
optimum capacity is affected by problems of transport to site 
and erection and to some extent by the particular manufacturer’s 
production facilities. It is probable that there will not be many 
future installations where such large-capacity machines as those 
mentioned are economically or operationally suitable, and it is 
unlikely that there will be much increase above these outputs. 
The desire to reduce cost leads to higher speeds being adopted 
for a given combination of head and output. This results in the 
upper limits of head for Kaplan and Francis turbines being 
continually increased, so that the higher-specific-speed Kaplan 
turbine is used up to heads which hitherto had been considered 
technically practicable only for the Francis type; similarly, the 
Francis turbine encroaches into the high-head range of the 
Pelton. The highest heads for which Kaplan and Francis 
machines have yet been constructed are respectively 230ft at 
the Bort-Rhue plant in France and 1490ft at Fionnay in 
Switzerland. The upper limit of head for a Pelton wheel is 
determined solely by the ability to obtain adequate strength of 
buckets and wheels; the highest existing head at present used 
is 5 800ft at Reisseck in Austria, and particulars of some of the 
highest-head plants of each type are given in Table 2. 


Table 2 


SOME ExIstiING HIGH-HEAD TURBINES 


Station Country Head Output 
_ | ft b.h.p. 

Kaplan Turbines 
Bort-Rhue France 230 31 500 
Barcis_ Italy 199 13 500 
Requejada Spain 188 | 5 700 
Invergarry* | Scotland 177 | 28000 
Pollaphuca | Ireland 165 25 000 
Ligga Sweden 130 | 105 500 
Lavey | Switzerland 125 30 000 
Francis Turbines 
Fionnay Switzerland 1 490 63 000 
Limberg Austria 1 430 77 500 
Vinstra Norway 1 360 69 000 
Fiastrome Italy 1 320 20 000 
Lages Brazil 1 100 54 000 
Lardit France 1 100 30 000 
Pelton Turbines 
Reisseck Austria 5 800 31 000 
Dixence Switzerland 5 700 50 000 
Mieville Switzerland 4 750 47 500 
Pragnieres France 3 920 | 100000 


* Under construction. 


These advances have been made possible by the use of materials 
which have better resistance to cavitation and corrosion and 
also by the considerable research which is carried out in hydraulic 
laboratories and testing stations into the problem of cavitation 
and runner blade profiles. The use of stainless steel for all 
parts of a turbine subject to erosion can frequently justify the 
extra cost compared with plain carbon steel by saving outages 
for repair, particularly with medium- and high-head machines, 
and a stainless-steel runner can enable the depth of a machine 
relative to the tailwater level to be reduced, thus saving in cost 
of excavation of the foundations. A material containing 12-14% 
of chromium with not more than 1° of nickel is now favoured. 
Manganese bronze has been much used for turbine runners, 
particularly those of small dimensions, but aluminium bronze 
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containing about 10% of aluminium and 1% of iron has eve 
better resistance to cavitation; moreover, it has good tensil 
strength and can be welded. 

In the choice of the most suitable speed for the machines for a 
particular installation—and the selection of the type of turbine 
if the conditions are within the overlapping range of two types— 
it is important to realize that the highest speed will not neces- 
sarily give the lowest overall cost of the installation. An increase 
of specific speed is usually accompanied by a lower maximum 
efficiency and a greater depth of excavation necessary for the 
draft tube; this is particularly so with Kaplan turbines. Thus 
the choice must be made with full knowledge of the incremental 
cost of excavation for the foundations and of the value of 
efficiency. Maximum efficiency may not be the main con- 
sideration, and weighted efficiency over the anticipated operating 
range of output is usually the more important criterion. 

In recent years there has been a greatly increased use of steel 
plate and fabricated construction, which affords reduction in 
weight and therefore in cost, and welding has almost completely 
superseded riveting. Some manufacturers prefer to fabricate 
Francis runners whenever this is practicable, and thereby avoid 
the risk which always arises of castings being faulty. The 
welding of pressed-steel blades to a cast or rolled rim and a 
cast hub permits pre-machining of the rim and hub to smooth 
and accurate contours and gives a blade surface which requires. 
little hand grinding. A fabricated Francis runner, however, is 
not necessarily cheaper than one of cast steel; this depends on 
the ability of the steel founder to produce a sound and accurate 
casting which requires the minimum of cutting, welding and 
grinding of flaws. 

It is unlikely that there will be any major change in mechanical 
governor design in the future, although improvements in detail 
will doubtless be made. Extensive interconnection of power- 
supply systems and individual plants has changed the function 
of a turbine governor from that of pure speed control on an 
isolated system to that of a frequency/power regulator on the 
interconnected system. It must often be capable of control by 
any of several quantities, e.g. by frequency and output, water 
level, water flow or power fiow in the interconnections, and it 
must be possible to mix these quantities and vary their relative 
magnitudes. In this respect the new electronic governor which 
has been developed in Sweden shows considerable promise. 
This embodies an electronic-valve regulator to operate the relay 
valve of the turbine servo-motor instead of the normal pendulum- 
operated linkage used in the purely mechanical governor. Its 
principle is the oscillating circuit comprising two balanced 
electronic valves in push-pull, a resonant circuit responding to 
frequency which is supplied from a tachometer-generator or 
voltage transformers on the turbo-generator, and an RC circuit 
to provide the damping and feedback which is supplied from a 
potentiometer operated mechanically from the turbine guide- 
vanes. The quantities mentioned above are all introduced 
electrically by potentiometers. 

The common methods of measurement of water flow for the 
purpose of establishing turbine efficiency have an inherent 
inaccuracy, and an appreciable tolerance, usually accepted as 
2%, is normally required by the manufacturer. Measurement 
at site involves an appreciable expenditure on equipment and 
outage of the machine being tested. Furthermore, tests can be 
taken only at the head available at the time, and if the machines 
are designed to operate over a large range of head the information 
obtained is not as complete as the owner usually requires. It 
is often necessary, therefore, to accept the machine on the basis 
of tests at one head and to use the manufacturer’s design data 
for other conditions of head and output. 

Because of this insufficiency, there has been an increasing use 


}of reduced-scale models tested under laboratory conditions; 
uch models must be complete and entirely homologous with 
|\-he prototype, and the scale will be such that the runner diameter 


Dyoads above and below the optimum, and it is important that 
‘the particular formula and its method of application are agreed 
between the purchaser and the manufacturer, preferably before a 
wfcontract is placed. 

W Whether or not this method gives the true prototype efficiency 
¢over the whole range of tests, it does produce results which from 
»{the contractual point of view cannot reasonably be disputed and 
b ‘no tolerance need be granted. This may be important if a large 
mbonus or penalty on guaranteed efficiencies has been agreed in 
ofthe contract. Turbines can be accepted on the basis of guaranteed 
bimodel efficiencies, thereby removing, from the contractual aspect, 
yany doubt about the scale-effect formula. A complete model 
ay cost as much as £5 000 to manufacture and test, but such 
s¢expenditure may well be justified. However, unless manu- 
ifacturers can have the opportunity of tests at site and on com- 
sirplete models, it will probably not be possible further to determine 
tthe most satisfactory scale-effect formula to be applied to the 


limits of the tolerance accepted on site-test results. An indi- 
cation of this is given in Fig. 8; the curves show actual model 
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)| Fig. 8.—Model test and prototype efficiencies derived from different 
scale-effect formulae. 


Model scale ratio = 5-23; model test head, H’ = 13 ft. 
(a) Upper tolerance limit for site tests. 

(b) Guaranteed. 

(c) Lower tolerance limit for site tests. 

(d) Model test results. 


‘test efficiencies at various prototype heads, together with the 
‘guaranteed prototype figures and the limits of a +2% tolerance 

for site testing. The points numbered A-G, which are shown for 
_ three ratios of prototype head to model head, are the prototype 
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efficiencies derived from the model results and seven of the 
various formulae which have been produced. If point A, which 
is exceptionally high, is disregarded, it appears that in this parti- 
cular example the remaining six points fall within a range of 
efficiency of about 14-24% (absolute). It must be stressed, 
however, that the figures given relate only to optimum efficiency 
at each head; the curves do not take into account efficiencies at 
part-load or overload. 


(6.2) Generators 


Developments in design of vertical-shaft generators have been 
fully described in recent papers.!213_ The tendency for turbine 
outputs and speeds to be increased naturally reflects on the 
generator. With low-speed machines, having a rotor peripheral 
speed at normal running below about 15 000 ft/min, the problem 
of increased output is principally one of transport to site and 
erection. Generators having rotor diameters between 30 and 
40ft and running at only 75r.p.m. exist, and it is usual for 
such machines to be taken to the site in pieces as large as can 
conveniently be transported, and then erected at site for the 
first time. This means that certain tests which it is practicable 
to carry out only in the manufacturer’s works cannot be made. 
Provided that the generators are designed for initial erection at 
the site, there should be no difficulty with low-speed machines 
of providing such outputs as are likely to be required in the future. 

With high-speed generators the problem is more that of the 
mechanical design of the rotor poles and coils to withstand the 
centrifugal stresses due to increased runaway speeds which are 
entailed by higher turbine specific speeds. However, the large 
outputs of high-speed machines recently built are well below 
what is attainable; the peak occurs in the speed range 400- 
600 r.p.m. and exceeds 200 MVA. 

The demand for an increased rate of exciter response and restric- 
tion of voltage rise on load rejection is leading to the replacement 
of the rheostatic excitation-control system by one of an electronic 
type from which much closer voltage regulation is obtained. 
Systems have been developed which are fundamentally similar 
in that the normal vibrating-contact or sector-type automatic 
voltage regulator is superseded by a magnetic amplifier and the 
pilot exciter is omitted. 


(6.3) Reversible Pump-Turbines 


Mention has been made earlier of the reversible pump-turbine. 
A reversible machine of the propeller type was installed in 
Germany about 20 years ago, but as such a machine is restricted 
to operation with a head within the range of a Kaplan turbine, 
its general use in pumped storage schemes is limited. Con- 
siderable research and model tests have been carried out in 
recent years on reversible machines with runners of the Francis 
type which could be used up to much higher heads. Such a 
machine must have a runner design which is a compromise 
between that best for a pump and that best for a turbine, since 
one speed cannot be the most suitable for both operations. The 
machine will be larger than a conventional Francis turbine of 
the same specific speed but smaller than a normal pump. A 
notable machine of this type will be installed at Hiwassee Dam 
of the Tennessee Valley Authority. According to published 
information, it is designed to deliver 3 900 cusec against a head 
of 205ft when operating as a pump and requires an input of 
102 000 b.h.p. Nominal rating when operating as a turbine is 
80 000 b.h.p. at 190ft head. 

It is likely that there will be an appreciable demand for a 
reversible machine, and there would seem to be scope for further 
technical advance. An alternative to the compromise runner 
design is to have a 2-speed electrical machine, one speed for 
generation and a higher speed for pumping. For low heads a 
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further alternative is a Kaplan-type runner with blades which 
could be reversed for pumping without changing the direction of 
rotation of the machine. 


(6.4) Control of Plant 


The control of hydro-electric plant was the subject of a paper!4 
presented to The Institution a few years ago. The alternative 
methods can be classified as fully manual, semi-automatic and 
fully-automatic control. Opinions of operating authorities vary 
on the relative merits of these methods. Some do not favour 
semi-automatic control, because trained staff are required in 
the turbine room and it is thought desirable that they should be 
more fully occupied with the machines than is required by push- 
button semi-automatic operation; others consider that fully 
automatic control is a complication and wish to avoid the extra 
maintenance of a specialist nature which it involves. 

From the operational aspect, fully or semi-automatic control 
enables machines to be started in the shortest possible time, and 
thus the inherent advantage of hydro-electric over thermal plant 
in a combined system (of rapid starting and stopping) can be 
fully utilized. From the economic aspect, the extra cost and 
maintenance of the control equipment and supervisory cables 
has to be compared with the cost of the salaries and overheads 
of such staff as can be saved. In particular, for small and isolated 
stations it is to be expected that fully automatic control will 
show an appreciable saving. 

It is probable that large base-load plants will continue to be 
staffed and be either manually or semi-automatically controlled, 
but it seems likely that the use of fully automatic remote control 
for smaller peak-load plants will be extended, especially when 
they are situated in lonely and intractable country. 


(7) TRANSMISSION AND INTERCONNECTION 

Good hydro-electric sites are frequently remote from large 
load centres, so that the electrical transmission of their output 
over long distances is often a necessity. In the past, technical 
inability to transmit over the distances involved has been a 
deterrent, but recent development of transmission technique 
has brought within reach more and more of the cheap but remote 
sources of water power throughout the world. In many cases 
their exploitation is being speeded by mounting prices or shortages 
of fuel. 

From the aspect of deciding how a given water-power scheme 
should be developed, or whether it should be postponed in favour 
of some alternative, the costs of the scheme itself and the 
necessary transmission are inseparable and must be the basis of 
economic studies such as are referred to in Section 2. Large 
hydro-electric schemes, particularly if remote, may call for very 
high voltages and the consequent use of multiple or ‘‘bundled”’ 
conductors to reduce corona loss and reactance, but there are a 
number of other methods whereby the load capacity of long 
lines may be increased. These are mainly directed towards 
compensation of the line reactance and capacitance and the 
maintenance of transient eee and include the following: 

(a) High-speed switching. 
(6) Intermediate switching stations in double or multiple-circuit 
ines. 

(c) Rapid control of generator excitation. 

(d) Shunt compensating devices in the form of synchronous 
condensers or reactors. 

(e) Series capacitors. 

All of these methods have Been recognized for many years, at 
least in theory, but it is only comparatively recently that the 
need for their co-ordinated use has resulted in the technical 
development work, both theoretical and practical, being carried 
out. 

The collective effect of all the foregoing methods of improving 
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a.c. transmission is so considerable that, for the present at least, 
there is no great urgency to develop d.c. transmission in those 
areas where a.c. overhead lines can be constructed. D.C. trans- 
mission offers the possibility of transmitting very large blocks 0 
power over distances beyond the likely capacity of a.c. transmis- 
sion, even at much higher voltages than at present in use. Such 
transmission may therefore become of importance in the future, 
although the prospect of this for overhead routes now seems more 
remote than at one time was thought probable. It seems likely 
that d.c. transmission will in the first instance be developed for 
submarine or underground routes, where its advantages are so 
outstanding. One such case is the proposed link between Great 
Britain and the Continent!? which, although likely to be an 
a.c. system initially, may later be greatly increased, and possibly 
cheapened, by the use of d.c. cables. 

The selection of the best transmission system for any given 
hydro-electric project or group of projects involves such funda- 
mental assumptions as future fuel prices, life of equipment, rates 
of load growth, probabilities of outage, etc. Some of these 
may be little more than guesses, so that it is not usually possible 
to arrive at one clear answer by calculation. A careful study, 
however, enables definitely unsuitable alternatives to be eli- 
minated, leaving the final choice to be based on judgment and 
experience. 

Within the boundaries of a sovereign State, adequate trans- 
mission and interconnection of capacity can be provided to 
achieve full integration of hydro-electric and thermal plant, and 
the benefits of such full integration can be very considerable. 
There is, however, the further possibility of interconnecting the 
systems of two or more adjacent countries, thus reducing the 
required amount of plant. This interconnection is likely to 
be particularly advantageous if the two or more countries in 
question vary considerably in characteristics. Such circumstances 
arise where one country has predominantly thermal generation 
and the other predominantly hydro-electric generation; but 
even if both have predominantly hydro-electric generation there 
may be important diversities arising from the differing charac- 
teristics of the stations. For instance, one country may depend 
upon winter rainfall, while another may depend upon the 
melting snows in spring and early summer. 

The maximum benefit would be obtained if such countries 
were fully integrated in the manner possible within the boundaries 
of a single State, but for political reasons it is usually im- 
possible for one sovereign State to be dependent upon another 
for vital supplies of electricity. Partial integration by means of 
high-voltage interconnection can nevertheless be of great 
advantage, even if the actual net interchange of energy is arranged 
to be approximately zero over a complete year. There has, in 
fact, been a rapid increase in the number of high-voltage trans- 
mission lines connecting one European country with another. 
In the particular case of France and Great Britain, recent 
investigations have shown that interconnection could result in a 
saving of plant amounting to some 300 MW.!7_ This saving 
may more than offset the whole capital cost of interconnection, 
but political considerations may prevent its full exploitation, 
bearing in mind the criterion already mentioned that one 
State cannot afford to be wholly dependent on another. In 
other words, the reduction of installed plant in the two inter- 
connected countries must not be so great as to leave either 
country seriously embarrassed if the interconnection is severed. 


(8) CONCLUSION 
The paper has been more concerned with drawing attention to 
the problems (and possibilities) arising in combined thermal 
and hydro-electric systems than with solving these problems. 
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© 0 many of them there is no certain solution, mainly because of 
saherent lack of adequate data, particularly those relating to the 
puture. This, however, merely means that maximum use must 
tive made of such data as are available and that the problems 
jjaust be approached with full knowledge of both thermal and 
suydro-electric operating characteristics. Difference of opinion 
yetween thermal and hydro-electric engineers as regards the 
siesign of projects is not uncommon and may arise because of 
»aadequate understanding by the one of the problems of the 
“ther, or lack of mutual appreciation of the inherent charac- 
‘eeristics of the two types of plant. 
( The starting-point in the design of a hydro-electric project is 
_ he hydrographical and civil-engineering data, but the final 
auesign must depend on the results of a study of the other 
«»roblems and possibilities relating to combined thermal and 
‘.ydro-electric operation. This is especially true where, for 
‘sastance, there are possibilities of pumping or making provision 
‘or future increase in installed capacity, or where an excep- 
sionally long transmission is involved. Consideration of the 
‘satter is necessary from the outset, since transmission cannot be 
)reated as an independent problem. 
». Even on the assumption of the fullest use of all available data, 
' nd the most careful study of the various interrelated problems, 
jt remains probable that the best which can be achieved is to 
seduce to narrow limits the range of uncertainty regarding the 
oprincipal hydro-electric design features. The final decision 
‘vithin this range will then be a matter of judgment. If a parti- 
tjular project turns out to be marginal, or barely economic, it 
| vill be necessary to decide whether it is justified as a fuel-saving 
@ineasure, or whether the probability of continued rise in prices 
nd fall in money values should be taken into account. The 
‘ ffect of this factor can well convert a present marginal project 
‘into a highly profitable project in the future. 
* The technical development of hydro-electric plant has reached 
i stage where there is limited scope for further improvement in 
qissizn and efficiency. Since the cost of civil-engineering works 
!yredominates in the overall costs of most hydro-electric installa- 
“ions, it is mainly in this field that improvements in design and 
“construction methods can be looked to for any appreciable 
i/eduction in the overall cost of water power. Such savings as 
‘may be achieved in this respect in the future may well be offset 
ipy the need to develop power at sites which are increasingly less 
«avourable. On the other hand, a continuation of the steady 
improvement in thermal-plant efficiency is likely for some years 
10 come, but this may be more than counterbalanced by further 
+ ncreases in the cost of fuel. 
|| The initial cost of thermal power can be estimated in advance 
fvithin close limits and is largely independent of the location of 
he plant. The future cost depends on the price of fuel. The 
Jcapital cost of hydro-electric installations must be estimated 
irom a detailed investigation of each individual site and is not 
Be cssarily related to that of any other similar plant. Even 
tifter a careful survey, unexpected difficulties encountered with 
ihe civil-engineering works may arise and cause the original 
‘sstimates to be exceeded. Thus, the cost of thermal power can 
“oe closely estimated at the time the pliant is built, but is liable to 
i unpredictable future variations. The cost of water power, 
‘whilst more difficult to assess in the first instance, remains 
virtually constant once the plant has been constructed. 


| (9) ACKNOWLEDGMENTS 

| The authors would like to acknowledge the invaluable assis- 
tance received from their colleagues in the preparation of the 
‘paper. They also wish to express thanks for data made available 
0 them by various persons. 


(10) BIBLIOGRAPHY 

(1) Hunter, J. K., and Mountain, R. W.: “Hydro-Electric 
Development—Some Economic Aspects,” Journal of The 
Institution of Civil Engineers, 1942, 19, p. 135. ; 

(2) “Co-ordinated Development of Hydro and Thermal 
Power,” United Nations Economic and Social Council, 
Document E/CN.11/EP/22, July, 1953. 

(3) THoRN, W.: “Application of Low-Load-Factor Hydro- 
Electric Schemes to Thermal Generating Stations,” 
Journal of the Institution of Engineers of Australia, 
April-May, 1952, 24, p. 87. 

(4) Futton, A. A., and PeatriE, J. D.: “Integration of Hydro 
and Thermal Generation in Great Britain,’ Proceedings 
of the World Power Conference, Sectional Meeting, 
Brazil, 1954. 

(5) WILLIAMS, F. H., and Stirrat, J.: “Experience of the 
British Electricity Authority in the Combined Operation 
of Hydro-Electric and Thermal Plant,’? U.N.I.P.E.D.E. 
Congress, September, 1952, Paper No. Illa. 7. 

(6) Torrest, F., and ANcIAUX, P.: ‘“‘Operation of Thermal 
Plants balancing Hydro-Electric Supplies,”’ ibid., Paper 
No. Ia. 5. 

(7) DREYER, W.: “Development of a Steam and Hydro Inte- 
grated Power System,” C.I.G.R.E., Paris, 1952, Paper 
No. 315. 

(8) HALDANE, T. G. N.: ““Means and Ends,” 
1949, 96, Part I, p. 1. 

(9) HINTON, SIR CHRISTOPHER: “Nuclear Reactors and Power 
Production,’ The Chartered Mechanical Engineer, 1954, 1 
jo) 2B), 

(10) Bauer, S. G.: “Electricity from Atomic Energy,” Electrical 
Review, 1954, 155, p. 721. 

(11) Bover, G. A.: “Modern Trends in Hydraulic Turbine 
Design in Europe,” Transactions of the American Society 
of Mechanical Engineers, 1953, 75, p. 975. 

(12) JoHNson, E. M., and HoLper, C. P.: “The Design of Large 
Vertical-Shaft Water Turbine-Driven A.C. Generators,” 
Journal I.E.E., 1948, 95, Part Ii, p. 757. 

(13) JoHNson, E. M., and Howper, C. P.: “The Design of 
High-Speed Salient-Pole A.C. Generators for Water- 
Power Plants,’ Proceedings I.E.E., Paper No. 1259S, 
February, 1952 (99, Part II, p. 479). 

(14) Frost, A. C. H., and BRITTLEBANK, W.: “The Control of 
Hydro-Electric Plant,” ibid., Paper No. 1049 S, Septem- 
ber, 1950 (98, Part I, p. 129). 

(15) HALDANE, T. G. N.: ‘Development of High-Voltage 
Transmission with Particular Reference to MHydro- 


Proceedings I.E.E., 


Electric Projects” (British Association, August, 1951), 
Engineering, 1951, 171, p. 249. 
(16) MounTAIN, R. W., and RATCLIFFE, M. V.: “Electric 


Transmission from Hydro-Electric Generating Stations— 
Some Economic Aspects,” Journal of The Institution of 
Civil Engineers, 1950, 33, p. 253. 

(17) Sayers, D. P., LABorDE, M. E., and LANE, F. J.: “Possi- 
bilities of a Cross-Channel Power Link between the 
British and French Supply Systems,” Proceedings I.E.E., 
Paper No. 1657S, March, 1954 (101, Part I, p. 284). 


(11) APPENDIX: COST ESTIMATES OF A PUMPED-STORAGE 
SCHEME 

The example which follows serves to illustrate the flexibility 
which is possible in the planning of a storage project. The 
scheme envisages a single pumping stage between a large natural 
lake and an artificial reservoir in the surrounding hills. Approxi- 
mate calculations and estimates are given in Table 3 for an 
installed generating capacity of 200 MW, and for three alter- 
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Table 3 


ESTIMATED DATA FOR THREE PUMPED-STORAGE SCHEMES 


Scheme Scheme Scheme 
(a) (5) ¢ 
General Data 
Daily pumping period, hours we vi 8 7 
Type of storage i ats .. | Weekly | Daily Daily 
Generating capacity, MW > 200 200 200 
Pumping capacity, b.h.p. x 103 : 268 268 301 
Storage required, for daily generation, 91 91 91 
ft3 x 106 
Storage obtainable each day (full-load 81 92 91 
pumping), ft? x 10° ; 
Deficiency each day, ft} x 10° 10 Nil Nil 
Extra pumping at weekend (Saturday 44 Nil Nil 
and Sunday), hours 
Reservoir working capacity required, 131 91 91 
ft3 x 106 
Energy 
Generated annually, MWh x 103 .. 286 286 286 
Required for pumping, MWh x 103 432 432 432 
Delivered to point of supply, 275 275 PLS) 
MWh x 103 
Losses, MWh x 103 .. 157 1Si, 157 
Power 
Delivered (less transmission losses), 193 193 193 
MW 
Costs 
Capital (including transmission), 8 400 8 200 8 650 
£ x 103 
Annual: 
Capital charges, £ x 103 404 396 420 
Operation, etc., £ x 103 20 20 20 
Cost of pumping energy, £ x 103 810 828 810 
Total, £ x 103 1 234 1 244 1 250 
Revenue 
Sale of power, £ x 103 772 772 IEP? 
Sale of energy, £ x 103 745 745 745 
Rotalaaare 1517 Sy) IL Sly 
Annual surplus, £ x 103 283 273 267 
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native proposals, (a), (b) and (c). Alternative (a) is based on 4 
weekly storage cycle, with pumping restricted to 7 hours each 
night, whilst (6) and (c) cover a daily storage system, (c) havin; 
the shorter pumping period compensated by additional pum 
capacity. Both (6) and (c) have only 70% of the reservoi 
capacity of (a). 

The following assumptions are made: 


Mean generating head 600 ft 
Mean pumping head 636 ft 
Generating period 54 hours per day 
5 days per wee! 

Daily load factor .. Ets ae ae Bry MPRAYA 
Annual load factor 3 16% 
Overall efficiency of conversion (including 

transformers) a zt AD P OIA 
Transformer losses DA 
Overhead line losses 14% 
Interest on capital and on sinking fund... 4% 
Value of power : : £4 per kW 
Value of energy, on- -peak 0-65d. per kWh 
Value of energy, off-peak (for 7 hours) . 0-45d. per kWh 


Value of energy, off-peak (for 8 hours) . 0-46d. per kWh 


It will be seen that, in this ete analysis, alternative (a) 
appears the most favourable, but it is evident that the annual 
surplus is very sensitive to the assumed cost of energy for pump- 
ing. Thus the pumping period should be the longest each night 
for which the energy can be obtained at the lowest rate and there 
will be some period which it is not economic to exceed. 

It may be that the plant will not be required to generate 
each day the maximum energy for which it is designed (as 
assumed in Table 3), in which case the annual surplus becomes 
greater, since, provided that the kilowatt earning capacity is 
always maintained, every kilowatt-hour generated represents, 
in this particular example, a definite financial loss. If, for 
example, only three-quarters of the maximum annual energy 
is produced, the annual surplus for alternative (a) becomes 
£299 000. It may be considered proper to allocate a proportion 
of the kilowatt capacity to the general system allowance for 
breakdown, in which case credit cannot be taken for the full 
installed capacity. If such allowance were 10°% the revenue 
from sale of power, and hence the annual surplus, would be 
reduced by about £80 000. 

The load factors in this particular example are higher than is 
often possible for pumped-storage schemes, and if lower load- 
factors were permissible the annual surplus would be greater. 


DISCUSSION BEFORE THE JOINT MEETING OF THE INSTITUTION AND THE INSTITUTION OF 


CIVIL ENGINEERS, 


Mr. T. Lawrie: It is now over 26 years since Mr. Haldane’s 
firm first advised on hydro-electric schemes with which I was 
concerned in the Highlands, and after many vicissitudes and lost 
opportunities there is now in the North of Scotland a large and 
rapidly-growing development of hydro-electric power. The out- 
standing advantage of this power is that it is distributed at 
reasonable prices to the sparse and scattered population of an 
important food-producing area and is exported as peak-load 
power to Central Scotland. Perhaps its most dramatic advantage 
is that it is saving 700 000 tons of coal per annum, or nearly a 
fortnight’s production of the Scottish coal pits. This represents 
a hidden dividend of 5% on the cost of the hydro-electric schemes, 
in addition to what they earn as economic producers of elec- 
tricity. Moreover, this coal saving will be doubled within the 
present decade as hydro-electric schemes now building come into 
production. 

A third great advantage from the national aspect is that here 
at last is a first-rate hydro-electric shop window. Manufacturers 
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of hydro-electric plant, civil engineering contractors and con- 
sulting engineers can now take potential customers from abroad 
to see the many dams, power stations and tunnels which have 
been built and equipped here at home in Scotland, and they can 
demonstrate in a practical way our ability to compete with 
European and American concerns in all the continents of the 
world and even, I am glad to say, by breaking into the United 
States market. 

This is one point which the authors might perhaps have 
brought out, on grounds both of technical interest and of the 
impression which it will create at home and abroad. Table 1 
gives the approximate proportions of thermal and hydro-electric 
plant in various countries, and in Scotland we really have a 
mixed thermal and hydro-electric system, as the following facts 
and figures show. In the Hydro-Electric Board’s area in the 
North of Scotland, north of the Firth of Tay and the Firth of 
Clyde, there is a higher proportion of hydro-electric plant than 
there is even in Sweden, while in the whole of Scotland the 
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ee of hydro plant is 50% greater than in the United 
states. The figures are as follows, for 1954: 


Thermal Hydro-Electric 


| oh y 
| Hydro-Electric Board’s Area .. 22 78 
Whole of Scotland a so 6 T/ 33 


6 To take the matter even further, when hydro-electric schemes 
yow under construction are completed towards the end of this 
i Bode, the proportions in the Hydro-Electric Board’s Area will 
e 14% thermal and 86% hydro-electric. 

lai I ould like to describe the problems of hydro-electric design 
ja the Hydro-Electric Board’s mixed thermal and hydro-electric 
mystem and how they have worked out in practice. In the first 
3p lace, Scotland’s rainfall is much higher in winter than in summer, 
'nd the average monthly run-off into the Board’s reservoirs 
B iows very closely the average monthly demand for electricity. 
cvhis is a great advantage, which offsets the disadvantage of our 
!maller catchments compared with Continental countries or our 
| ow heads of water compared with Norway and Switzerland; 
‘ymple storage is nevertheless desirable, because of occasional 
severe freeze-ups in January and February. Secondly, the 
divailability of hydro-electric plant is remarkably high, because 
sower can be obtained quickly at the turn of a tap and because 
») utages for repair and maintenance or because of breakdown are 
very small indeed—much less than for steam plant. 

© Those are the foundations on which we are operating in the 
‘North, and peak-load water power has been developed to a large 
axtent in Scotland. It started with the Galloway scheme 25 years 
go, which develops 102 MW at 20% load factor, and the Hydro- 
\iilectric Board have carried the idea further with their first large 
wicheme at Sloy, 130MW at 10% load factor, followed by two 
sore schemes. Shira with 45MW at 20% and Errochty with 
SMW at 15%, totalling some 250 MW at an average load factor 
}f 124%. Some of this peak-load power is absorbed in the 
43oard’s own area and a great deal is exported to Central Scotland. 
/ Fig. A shows, for a typical winter’s day in 1952, how the 
xtreme peak-load power exported from Sloy and the more 
}noderate peak load from the rest of the Board’s stations fit in 
fo the total load curve of Central Scotland. The total load curve 
) or Central Scotland is the line which goes over the top, and the 
»xeak-slicing operations are shown, first at the extreme peak and 
1 econdly at the moderate peak, enabling the steam plants to run 
‘ta constant load for roughly the eight working hours of the 
‘lay. The steam plant in Central Scotland is thus enabled to 
)»perate with greater thermal efficiency at a steady load throughout 
1 he working day. In practice, the peak load exported to Central 
‘scotland is a fixed maximum, at present 215MW, and after 
iillowing for this we have a further 216MW of hydro-electric 
plant, mainly base load, and 121 MW of steam plant, providing 
‘he mixed system in the Board’s own area, the successful com- 
‘pination of which is interesting. If the weather is dry and the 
evel of water in the reservoirs is falling, steam production is 
*mcreased; if the weather is wet and reservoir levels are rising, 
i ‘team production i is cut down. Last year produced extreme con- 
‘titions in both directions. February was exceptionally cold and 
_try, with no water coming into the reservoirs, and in that month 
/10 000 MWh of steam power were generated. October was quite 
‘he opposite, being exceptionally wet, and steam production fell 
o 10000MWh per month. 

| Inconclusion, I should like to add a few words to the interesting 
‘semarks of the authors about pumped storage. There were 
‘5umped-storage plants on the Continent—in the Black Forest, 
‘he Ruhr and elsewhere—before the war. I was concerned in 
1935-2 with an attempt to promote a 225MW scheme at Loch 
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Fig. A.—Typical Hydro-Electric Board export and South Scottish 
load in December, 1952. 


Sloy for pumped storage. The site conditions were attractive, 
with a large low-level reservoir in the shape of Loch Lomond. 
When the Hydro-Electric Board took up the scheme after the 
war, however, it proved more economical to bring in water from 
the neighbouring catchments by tunnels and aqueducts and do 
without pumps. We are now, however, building part of the 
Shira scheme in Argyllshire as a reversible scheme with a fairly 
small installation of 5MW of pumping capacity. 

As the authors say, there may be more need in future for 
pumped storage on a large scale to enable the new large high- 
temperature high-pressure high-efficiency steam turbines to run 
at steady base loads, and, of course, any atomic power which 
may be produced; but the criterion of the success of future 
pumped-storage schemes is going to be whether the greater fuel 
economy secured by the steady operation of efficient steam plant 
will offset the inevitable losses in the pumping and generator 
cycle of a pumped-storage scheme. 

Mr. R. W. Mountain: In Section | the authors say, “Hence, 
changes in the average annual load-factor of a particular project 
usually mean changes in the installed capacity,” while in | 
Section 2.1 they say, “the storage works are not directly dependent 
upon the installed capacity of the plant.” The implication of 
these two statements taken together appears to be that the cost 
of storage or the amount of storage is to some extent constant 
over a wide range of design load-factor for a given catchment 


area. 


324 


Some nine years ago, J. K. Hunter and fF tried to generalize,* 
—I now think wrongly—from an examination of one scheme, and 
it did appear that the cost of storage is bound to vary rather 
rapidly in any given catchment area with the design load-factor. 
I should like to ask the authors, therefore, whether that is so 
and whether it affects at all the conclusions to which they have 
come. They may say that part of the answer is to be found in 
Section 2.5, where there is a reference to the amount of storage, 
and in Fig. 6, which deals with the relation between firm output 
as a percentage of mean annual output, and storage as a percen- 
tage of mean annual run-off. 

In association with the Galloway scheme I should like to pay 
a rather belated tribute to the genius of the late Colonel McLellan, 
who foresaw some 25 years ago many of the problems which are 
discussed in the paper and have been dealt with by the North of 
Scotland Hydro-Electric Board and others in regard to mixed 
thermal and hydro-electric schemes. 

Would the authors agree that one of the values of peak-load 
or very-low-load-factor plant is its use essentially as standby 
plant? The suggestion is that it might be more economical to 
provide standby plant by this means than by calling on the older 
thermal plant in other parts of the country. 

Mr. F. J. Lane: Figures given in the paper on the cross- 
Channel cable+ indicated that the installed hydro-electric 
capacity of the British Electricity Authority was about 1% of the 
total and the energy production about 0:5%. Nevertheless the 
hydro-electric contribution is greatly valued and any increase 
would be welcome. The B.E.A. has been anxious to develop 
hydro-electric power as much as possible, but, as is well known, 
the problem is not treated on a purely economic basis, and 
opposition from amenity interests has been almost fanatical 
south of the Border. 

I agree with the authors that the idealized load/duration curve 
can be misleading. In our normal forward planning, a system 
is adopted whereby curves of actual demand for typical days 
covering the four seasons of the year are utilized, and these are 
applied to the estimated maximum demands for future years, 
at the same time having regard to plant availability and the 
restrictions which may occur owing to transmission, inflexibility 
of plant and so on. 

Referring to item (c) in Section 2.3.2, and in particular to the 
statement that it is difficult to restrict a peak-load thermal 
station to an annual load-factor of less than about 15%, I would 
remark that the B.E.A. have stations at the present time operating 
at annual load-factors of 5% or less. By 1965 it is expected 
that there will be stations operating at even lower annual load- 
factors. At the same time it will be necessary to cope with the 
introduction of new thermal plant operating at higher steam 
pressures and temperatures, so that it will be important to 
develop the special techniques of low-load-factor operation if 
maximum economy is to be obtained from the national system. 

A pumped-storage project has recently been proposed for 
North-West Wales. This venture is the first of its kind in this 
country, and, if legislation permits, first-hand experience will be 
obtained in the operation of such a scheme in conjunction with 
thermal plant. The pumped-storage scheme is planned to have 
a capacity of 300 MW, and it is proposed to connect it into the 
275kV Grid. It will be used in accordance with its position in 
the national order of merit. During the winter it will run over 
the three peaks of the day, with maximum pumping at night, but 
during the summer it will be used only in an emergency and allow 
its equivalent capacity of thermal plant to go cold, thus saving 


* Hunter, J. K., and Mountain, R. W.: ‘“Hydro-Electric Development—Some 
Economic Aspects,”’ Journal of The Institution of Civil Engineers, 1943, 19, p. 135. 

+ Sayers, D. P., Laporpe, M. E., and LANE, F. J.: ‘The Possibilities of a Cross- 
Channel Power Link between the British and French Supply Systems,” Proceedings 
1.E.E., Paper No. 1657 S, March, 1954 (101, Par tI, p. 284). i 
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considerable banking losses. The pumping energy will 
provided from spare plant capacity, on the assumption tha 
pumping can cease immediately should the spare capacity” 
required, and the storage plant could if necessary go over t 
generation in a very short period of time. 

Reference is made to the load factor to be associated wi 
nuclear-energy generation. While it may be ideal that the loa 
factor should be kept as high as possible, conditions in thi 
country and the expected development of the power supplies wi 
lead us into a position where a reduced load factor will have t 
be accepted. For instance, from some rough figures recent 
estimated, although we may start with an annual load factor o} 
some 75% on atomic energy plant in 1965 or thereabouts, by 
1985 the very much increased quantity of atomic-energy plant— 
say some 30 000 MW—would be operating at 66:5 % load factor, 
with some 50000MW of thermal plant operating at about a 
20% load factor. As with the development of the larger thermal 
units, therefore, techniques will have to be developed for opera- 
ting atomic-energy plant at lower load factors than the ideal, 
simply because of the load characteristics of the systems that are 
being supplied. 

Mr. J. K. Hunter: The term ‘‘firm power” which is used in the 
paper requires a little amplification, because there are various 
degrees of firmness. In a thermal power station, provided that 
the plant is available and the coal is there to burn, it is true to say 
that virtually the whole output is firm, but with hydro-electric 
power the position is different. Estimates of the latter are 
necessarily based on estimates of run-off, which in their turn 
depend on the accumulation of past records. As more records 
are accumulated these estimates become more reliable, but they 
never become completely reliable and they are never better than 
approximations to the truth. 

For this reason, reservoir storage curves such as that shown in 
Fig. 6 are inherently related to time. At best they show the 
degree of firmness of the output expressed in terms of proba- 
bility. If adequate records are available it is possible to prepare 
a family of curves showing the percentage of years in which a 
selected reservoir storage will provide a given firm output; but, 
however long the records, such estimates are always subject to 
some uncertainty, and it is impossible to be sure that at some 
future time river flow conditions will not prove to be more 
unfavourable than any which have been experienced in the past. 

In 1948-49 Europe experienced an unprecedented shortage of 
precipitation, and this caused considerable embarrassment in 
countries which depended on hydro-electric power for the bulk 
of their energy requirements. Over very extensive regions the 
shortage of run-off was greater than anything which had hitherto 
been experienced or which had up to that time been anticipated. 
Again in 1947-48 South-Eastern Canada suffered from an 
abnormal shortage of precipitation which had the effect of 
reducing by 45% the output of energy from those stations which 
were situated on variable-flow rivers. The shortage of water 
resulted in curtailing the overall output of the Commission’s 
system by 17%—based on the estimated dependable supply. 
The reduction would have been very much more serious if at 
that time half of the generating capacity at the disposal of the 
Ontario Hydro-Electric Power Commission had not been based 
on continuous sources of supply; i.e. at that time they relied on 
the Niagara and St. Lawrence rivers for 50% of their energy. 

As a result of this experience it was decided to provide thermal 
backing to the hitherto exclusively hydro-electric system, and 
between 1950 and 1953 the generating capacity was increased by 
the construction of two major thermal stations totalling 664 MW, 
which greatly increased the effectiveness of the hydro-electric 
stations on those rivers subject to variable flow. During the 
summer of 1953 the Commission again experienced unfavourable 
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9 »w conditions; indeed the discharge of the Ottawa River was 
wwer than any hitherto recorded, but on this occasion the 
© mmission were able to make good the hydro-electric deficien- 
des by calling for additional generation from their thermal 
wations. The Commission have thus amply demonstrated the 
slue of thermal power as a means of making a more effective 
ve of existing hydro-electric installations, and since it is thought 
srobable, on the basis of present load estimates, that by 1962 all 
“ve important hydro-electric sources in Southern Ontario will be 
wthausted, they will be forced more and more to thermal 
s)meration or other sources of power. 

A somewhat similar position is developing, though more 
viowly, in Sweden, where recent estimates of load growth 
smggest that the economically developable water power will be 
ushausted by about 1970. At the present time, in a year of 
sewerage run-off, hydro-electric power provides about 95°% of the 
' ital requirements of the country, but attention is now being 
mven to the desirability of planning future stations to operate 
st) smaller load-factors than have hitherto been customary, in the 
jospectation that one day they will be integrated with thermal 
‘oations. Such integration of hydro-electric and thermal power 
} at present very incomplete, but as it is developed it will result 
9) more efficient use of the country’s water-power resources—a 
» »nsiderable part of which now goes over the spillways. 

4 Mr. A. A. Fulton: While it is true that so far as cost is con- 
»srned storage works can be regarded as independent of the power 
“innels and plant, the storage needed to maintain an evenly 
/stributed flow throughout the year is more than for a plant 
hose greatest output coincides with the wettest part of the year. 
i Instead of comparing the incremental cost of a hydro-electric 
‘lant with that of a thermal station, it is possible to decide 
‘)hether to increase the capacity of the former by comparing the 
) ite of increase in annual charges for larger tunnel and plant 
' ith the rate at which the all-in unit price of the particular tariff 
sacreases with decreasing load-factor. At current costs of 
ae driving, steel pipes and plant, it is advantageous to 
‘crease plant capacity to the maximum, because, as shown in 
| ig. B, the cost curve rises less steeply than does the tariff curve. 


COST PER kWh,d 
Q 


10 20 30 40 
ANNUAL LOAD FACTOR, “%o 
Fig. B.—Variation of cost with annual load factor. 


| Value of energy at Grid tariff (end of 1954). 
— — — Cost of generation. 


i The value of coal saved is now recognized as a justification for 
-xpenditure on hydro-electricity; where an expenditure of, say, 
140 000 000 results in the saving of 500000 tons annually, the 
Jalue of the coal so saved is under £4 per ton. This takes no 
‘ccount of the saving in capital cost of any steam plant rendered 
)nnecessary by the provision of the hydro-electric plant. 

| The storage curve shown in Fig. 6 interested me particularly. 
have compared it with information published in the Proceedings 
¥ The Institution of Civil Engineers, namely (i) W. J. E. Binnie’s 
urve of 1931; (ii) Fig. 7 in C. M. Roberts’s 1951 paper, and 
ii) Table 2 of my 1952 paper. Even after adding to mine the 
% which I then recommended, I find that the authors’ curve is 
till about 5°% better than mine and fully 10% better than the 
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others. A comparison is shown in Fig. C. Will the authors 
say how they arrived at their curve? 

I agree with Mr. Hunter that in Fig. 6 the term “‘firm output” 
needs qualification. Its meaning is slightly different when used 
to describe the provision of a guaranteed even flow all the year 
round compared with short-term operation for, say, five days a 
week and at higher rates during the winter than the sumimer. 
Moreover, the evaluation of storage requires some qualification. 
In practice, it is customary to keep reservoir levels down to catch 
the odd spate and avoid spill, so the true storage can be some 
5-10°%, or even more, less than the nominal storage. 

The idea of special model turbine tests in replacement of full- 
scale site tests does not appeal to me: it is only a short step to 
having no tests at all. The time would soon come when the 
model test for one plant would be applied to another of different 
size, but for the same specific speed, with no more bother than 
an appropriate adjustment of the multiplying formula. 

I do not think that there is likely to be any wholesale change- 
over to the new electronic governor mentioned by the authors. 
For large plants responsible for system frequency it would be 
very helpful, but for the remainder the need is rather for a 
governor which will keep the sets sufficiently close to their 
allotted share of the load to ease the job of the control engineer 
while ensuring the most efficient use of available water. 

Mr. E. M. Johnson: In Section 6.2 the authors deal with the 
question of generator size, and state “. . . the problem of in- 
creased output is principally one of transport to site and erection.” 
The slow-speed generators to which this remark applies may be 
built of almost any output but divided for transport to meet the 
most stringent transport limits imaginable. 

The authors also state that, as a result of such machines being 
taken to site in pieces and then erected at the site for the first 
time, ‘“‘certain tests which it is practicable to carry out only in 
the manufacturers’ works cannot be made.” I do not agree. 
Many machines to be erected on site in the way which they 
describe have, in fact, been erected and tested in the manu- 
facturers’ works. That has been particularly the practice in this 
country. In this class of business, of course, until quite recently 
all our machines went abroad, and many owners consider that 
the test of machines in the works has a value in that it gives the 
operating staff confidence in the machines. It has been quite 
usual to test one machine out of a number, and the cost of doing 
that is relatively very slight. 

In the same Section of the paper the authors draw attention to 
the fact that in the speed range of 400-600r.p.m. the attainable 
generator output is well above what is at present required. 
A challenge comes to the generator manufacturer in the next 
higher speed range, 750-1 000 r.p.m. I should like to comment 
on a dangerous practice that is met with here and there, of 
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attempting to raise the upper limit of attainable output of a 
750-1 000 r.p.m. generator by allowing the measured first 
critical speed to be below the runaway speed. There is no true 
parallel between a water-turbine-driven machine and a steam- 
turbine-driven machine, because when a water-wheel runs away 
it is power drive and may linger at the first critical speed where 
there may be resonance leading to serious damage. A much 
better way of dealing with the problem is one which is being 
pursued by turbine makers, and consists in artificially reducing 
the maximum speed for which machines have to be designed. 

It is unfortunate that the authors have chosen as a basis for 
Fig. 7 the phenomenal rise of prices during the last half cen- 
tury. This was greater than in the previous 300 years, and I 
think a much smaller rate of increase would have been more 
realistic. 

In Table 3, scheme (a) includes about 45° greater reservoir 
working capacity than scheme (4), yet the capital cost is affected 
to the extent of only about 2%. If these figures are correct it 
would seem that the cost of reservoir working capacity has little 
effect on the total cost. Does this not have an important effect 
on the conclusions to be drawn? 

Mr. C. W. Marshall: My long experience of hydro-electric 
developments in Scotland leads me to draw attention to the fact 
that early economic studies usually resulted in deferment of 
construction, with consequent increases in capital cost and loss 
of irreplaceable fuels. A noteworthy exception to this rule is 
the Galloway scheme, which was constructed at an opportune 
time and has been a conspicuous success. 

Regarding the present electricity supply situation in South 
Scotland, it is useful to note that about 30% of the total power 
requirements were derived from hydro-electric sources, about 
two-thirds of which came from the North of Scotland system. 
It was frequently possible to provide all the night load require- 
ments by hydro-electricity alone, although for security we 
operated a few of the most economical steam sets to safeguard 
the industrial areas. 

A minor point of practical interest to operating engineers is 
that when the highly efficient modern steam sets in Glasgow were 
shut down for several hours during the night, the noise emission 
was of the order of 100 phons. This caused serious disturbance 
to the would-be sleepers for a wide area round the station. The 
noise trouble was, however, completely eliminated by application 
of an extremely efficient spray silencer devised by the superinten- 
dent of Braehead power station. It is also important to realize 
that the sporadic starting and stopping of steam plant is expensive 
in fuel and plant maintenance. 

Hydro-electric plant is almost completely free from these 
disadvantages, and I should like to record a tribute to the 
designers and constructors of the Galloway scheme, which has 
now traversed almost every weather condition that has been 
encountered in the area. I especially wish to associate that 
tribute with the names of William McLellan and James 
Williamson. 

There is only one respect in which a slight improvement could 
be effected, so far as my experience shows: the rates of rainfall 
and of run-off from the hillsides into the reservoirs can be 
phenomenally high, with the result that the siphon reliefs may 
come into action; and as these cannot be stopped until the water 
level has fallen sufficiently, flooding may result. It should be 
possible for the authors, who are familiar with balanced systems 
of protection, to devise a hydraulic analogue of the Merz—Price 
system which would set this to rights. 

On the general question of hydro-electric machine design, I 
find it difficult to accept the authors’ contention that the theoreti- 
cal basis is as unsatisfactory as they have indicated. I feel sure 
that the water-turbine designers and manufacturers have a firm 
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basis from which to work, otherwise they could not have achiev, 
the remarkable success which they have obtained. 

The subject of testing hydro-electric machines has always 
controversial, and I have so far been unable to obtain a code 
testing practice for which our research advisers will vouch, | 
attach great importance to this matter, for although I agree 
Mr. Lawrie as to the showroom value of Scottish hydro statio 
I suggest that they could be of much greater value as hy 
electric research centres. The Galloway stations are particul 
convenient in this respect, and measurements made on the pl 
there could be more convincing to potential customers than 
laboratory-scale tests. 

Mr. H. Headland: Oversea, remote water-power projects A 
lack of fuel resources often go together, whereas in Britain t 
cost of thermal generation is the criterion. The theme is the 
fore the economic hydro-electric/thermal plant ratio for differe 
conditions. 

Although the authors define firm annual load factor in terr 
of the driest year, requirements may be modified by analysis | 
drought frequency and duration or on a probability basis, sin 
supply reliability in underdeveloped areas need not initial 
approach that demanded in industrial countries. 

The points concerning optimum installed capacity might | 
illustrated by developments in Scotland, where initial schem 
were designed for low load-factors with subsequent stations f 
higher load-factors, in contrast with which we find Owen Fal 
and Kariba being developed for load factors of 60-70% ai 
joint thermal and hydro-electric schemes in the Middle Ea 
because of river flow characteristics. 

In Britain, power demand follows seasonal run-off, but 
Switzerland, where run-off depends on snow melt, there is 
standardized procedure which gives seasonal values for energ 
It might be worth considering whether this concept is applicab 
in Britain. 

There are few statistics concerning hydro-electric plant ava: 
ability, but on one large system 98-100 % is common and valu 
below 95% are unusual. An American I.E.E. committee hi 
given a figure of 0°46% of the exposed time for forced outage 

The suitability of hydro-electric plant for fluctuating loac 
may depend on the surge chamber being capable of absorbir 
severe load increases. System characteristics may change durir 
the life of a station, and a tendency to reduce surge-chamb 
dimensions requires investigations to define design conditioi 
more closely than seems possible at present. 

Dr. J. H. Walker: The paper emphasizes the increased capit 
cost of hydro-electric stations as compared to steam station 
In this connection some reduction in the cost of machines for tl 
former could be obtained by eliminating acceptance tests in tl 
factory. The practice of carrying out acceptance tests on si 
is widespread in the United States and Canada; in addition 1 
being covered by an appropriate test code, it is normally include 
in specifications issued by American operating companies ar 
consulting engineers. This not only reduces costs but al: 
shortens delivery times and releases valuable factory spac 
The disadvantage, of course, is that testing in the factory can t 
carried out with greater accuracy, and in addition the design 
is denied the opportunity for experimental tests required f 
development work. 

On the question of turbines, the authors’ opinion would | 
interesting on the use of the propeller type, which is very simil: 
to the Kaplan but much cheaper, with fixed blades and sul 
stantially the same full-load efficiency. It is applied to a lar; 
extent in America in hydro-electric stations having a total outp’ 
of several hundred megawatts, so that the efficiency of the static 
is maintained by keeping all running sets on full load ai 
shutting the sets down as the load on the station falls. 


‘fh It would be of considerable interest to engineers in this country 
4 the authors could give their views on the extent to which the 


i) Mr. D. J. Bolton: In Section 11, referring to the pumped- 
‘porage scheme, the authors state that every kilowatt-hour 
‘Wnerated represents a definite financial loss. Perhaps we can 
‘Wpoply that phrase to any storage scheme by saying that every 
lowatt-hour provided for by way of storage represents a 
‘G efinite financial loss; in other words that the cost of impounding 
\}-so far as it is a kilowatt-hour cost—is broadly more than the 
jel and other running costs of a steam station. On the other 
and, as the authors point out in Section 2.1, the kilowatt cost 
' a hydro-electric scheme, or the incremental cost of increasing 
‘Gre plant capacity, is generally less than with a thermal station. 
‘jutting those two together, we get the equation that the lower 
jie design load-factor (other things being equal), the more 
aonomic is the scheme likely to be, so that it is just a question 
af what is the lowest load-factor which can be accepted; in other 
djords, what is the minimum number of kilowatt-hours to be 
‘@ssociated with a kilowatt in order to give it the proud title of a 
“rm kilowatt? 

| In estimating this | am not sure whether the authors have 
ven sufficient credit to hydro-electric plant for its operational 
Wasticity. A curve similar to that in Fig. 2 was given by Cooper 
3 Fig. 10 in his paper on load dispatching.* It shows a 
\pad/duration curve, and side-by-side are rectangles showing 
ihe difference between the ideal and the actual. The rectangles 
i t the bottom show the deficiency of kilowatt-hours as compared 
‘vith the ideal, and the rectangles at the top the excess of kilowatt- 
Hours which had to be generated by low-merit plant. Any 
:ation or system engineer, with that curve in mind, if he were 
wffered a peak-load steam station with only enough coal for 
190 hours a year, would say that it was little use; but if he had a 
Hydro-electric station with only enough water for 200-300 hours 
& year, would he necessarily make the same reply ? 

) Mr. Cooper attributed the divergence at the top of the curve 
ilmost entirely to the lack of operational flexibility, such as 
jnsuitability for 2-shift working, quick starting and stopping, 


t In Mr. Cooper’s and the present authors’ curves 
jie top 10% of the load lasted for 14-2% of the time. If we 
Ypply that to our present peak of 16 000MW and hold to the 
Ileal curve, we shall have about 1 600 MW of plant with a load- 
factor of about 14%, i.e. about three times as much as the whole 
if the hydro-electric plant in this country, including the North of 
‘cotland. Ido not suggest that we could keep to the ideal curve, 
jut it suggests that, if we have a load in the country of the order 
if 1 600 MW persisting for only 150 hours a year, it provides us, 
vith our present interconnected schemes, with the elbow-room 
> fit in some very low load-factor hydro-electric or pumped 
jcorage schemes. 
| The difference between the ideal and the actual operating 
#mes is worked out in Figs. 2-5, and I have two criticisms to 
jaake of the method. The first is that it seems to be based 
jntirely on typical steam conditions. The difference between 
41e straight lines A—A, etc., in Fig. 4 and the curved lines arises 
tecause on many days it was necessary to have sets steaming and 
/ ot necessarily running, in order to provide security. A hydro- 
lectric station might have served the same purpose on many of 
nese days without using a gallon of water. 

The other objection to the method is its purely empirical basis. 
‘he authors suggest that the same percentage of any peak should 


~* Cooper, A. R.: “Load Dispatching and the Reasons for it, with special reference 
}) the British Grid System,” Journal I.E.E., 1948, 95, Part II, p. 713. 
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always be supplied by the hydro-electric plant. If the peak of 
the year is taken as 100 units and the hydro-electric plant supplies 
1%, it supplies 1 unit, and if on some other day the peak is 70 
the authors suggest that the hydro-electric plant should provide 
0:7 unit. I wonder why? There is then a margin of steam plant; 
why call on the hydro-electric plant? The fact that the latter is 
there ready to come on means that it is in quite a different 
position from the steam plant with which it has been compared. 

Mr. K. H. Tuson: I endorse the requests for more informa- 


tion on Fig. 6, and suggest that the authors might give the form 


of the annual load curve on which this figure is based. I should 
also like them to set out the model formulae which are repre- 
sented by the dots A-F in Fig. 8. 

Turning to Section 4, I think that the first characteristic which 
the authors give of nuclear energy, namely that power plants 
must be at a very long distance from centres of civilization, is 
a purely passing disadvantage and that the dangers are much 
exaggerated in the public mind. A reactor at Chalk River 
broke down or exploded without any very disastrous results, 
although the outage was of extremely long duration. I do not 
think that it is fair in computations to load nuclear energy with 
the cost of unduly long transmission lines. 

The figure of 1d. per kilowatt-hour for the cost of nuclear 
energy has been mentioned several times and is referred to in the 
paper. Have the authors any information on the make-up of 
this figure? My belief is that it does not give sufficient weight to 
the cost of the fuel (because it comes from Government establish- 
ments), to the cost of processing and ash disposal and, in the case 
of breeder reactors, to the cost of extracting the plutonium. 
Until some authority publishes a reasonably detailed estimate, 
little weight can be given to the ex cathedra pronouncements of 
overall figures. 

Mr. V. G. Newman: The principles set out by the authors for 
the integration of hydro-electric with thermal generating plant 
are broadly in line with those followed by the B.E.A. The 
characteristics of suitable hydro-electric sites in the Authority’s 
area are such that development can most profitably be carried 
out for peak-load generation at annual load-factors of the order 
of 10-20°%, and an economic comparison with alternative coal- 
fired plant must take into account the much higher load-factor 
at which the latter would operate during most of its life. 

The improvement in average system efficiency which results 
from the addition of new thermal plant, which is sacrificed when 
capital is allocated instead to hydro-electric construction, is 
greatest during the first year of operation, when the new station 
is one of the most efficient on the system and operating at its 
maximum load-factor. Consequently, if it can be shown that 
the hydro-electric scheme will be financially attractive during its 
first year of operation, its economic soundness throughout its 
life will be established. 

A careful study of the full effects of a pumped-storage scheme 
on the operation of the system will often show that the fuel saved 
as a result of the displacement of thermal plant, which would 
otherwise have to be reserved for peak-load and standby duties, 
more than offsets the additional fuel consumed in supplying the 
pumping energy. Moreover, with gradual improvement in 
system efficiency, the pumped-storage scheme will require less 
coal year by year. 

The authors do not appear to have taken into account in their 
estimates for a pumped-storage scheme items (6), (c) and () 
referred to in Section 2.3.2. From calculations recently made 
by the B.E.A. it would appear that, for the size of installation 
considered in the paper, these three items would entail a net 
reduction of some £50 000 in the estimated annual surplus. 

Mr. Lane has already mentioned briefly the pumped-storage 
scheme which the B.E.A. is at present seeking parliamentary 
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powers to construct, and a few additional figures may be of 
interest. The operating head will be 1000ft and the total 
installed capacity 300MW. Operation will be on a 5-day 
pumping cycle with generation over 4 hours a day. The daily 
load-factor will be about 16:7% and the annual load-factor 
about 11:4%. 

A further project, a hydro-electric scheme, is also proposed. 
This is the Rheidol scheme in Cardiganshire, which will develop 
an output of 49MW in two main stages, having an aggregate 
head of 900ft. The average annual load-factor is estimated at 
19%, and the storage capacity will correspond to some 21% of 
the average annual output. This will ensure that the installed 
capacity will be wholly firm, even in a dry year, although the 
energy output in such a year will fall to about 75 % of the average. 
This is in very close agreement with Fig. 6 of the paper. 

Dr. T. P. O’Sullivan: I should like to refer to two points in the 
paper which are largely complementary. The first is in Section 5, 
where the estimated life of a hydro-electric station is given as 
approximately 60 years, and the second is in Section 2.1, where 
the available energy is stated to be fixed by run-off, as it very 
largely is. In that connection, however, I should like the authors’ 
opinion on the possibilities of certain adverse factors affecting 
the available energy. 

The first—perhaps the least important, although it applies 
quite forcibly in tropical countries—is evaporation, and the 
second is silting. In one instance with which I am familiar 
there is a relatively small reservoir involved with a dam of low 
head, and the evaporation is some 20% of the total capacity of 
the reservoir; this is in Northern Nigeria, where the dry season 
lasts for at least six months of the year. The maximum tempera- 
ture there is approximately 105°F, but I understand that in 
certain other parts of the world, including areas of the United 
States, the Sudan and the Middle East, evaporation takes place 
at an even higher rate. 

So far as I can gather, silting is not a great problem in this 
country, neither does it seem to have caused undue anxiety in 
Europe, South Africa and India; however, there have been some 
particularly troublesome cases in the United States. The Zuni 
reservoir in New Mexico, of 14 800 acre-ft, lost 20% of its 
capacity five years after completion, 35° in ten years and 63% 
in 15 years. At the end of 15 years it was decided that special 
measures should be taken in the form of silt traps and revetments 
to slow down the rate of loss, after which it was necessary to go 
further and put in an extensive sluicing system to set up erosion 
in the bed. It is claimed that, during a drought in 1941, a group 
of power operators in the Southern States of America lost 
90 000 MWh through silting. 

I should like the authors’ comments on these factors, which 
may become of some considerable importance in connection 
with works in certain oversea locations. 

Mr. S. C. Brealey (communicated): 1 have just been engaged 
in examining a project which includes thermal generation at an 
open-cast lignite mine site oversea and integration of the station 
into a predominantly hydro-electric system. In this case it is 
obvious that the economic comparison must be drawn between 
a hydro-electric station on the one hand and a combined mine 
and power station on the other. The generation cost in each 
case consists solely of labour, stores, depreciation and other 
capital charges. In the thermal scheme, fuel is an internal 
transaction only. The capital cost of the combined mine and 
power station is comparable with that of new hydro-electric 
schemes. In this case, therefore, on the same basis as Fig. 7 
and allocating 60 years’ life to the initial development cost of 
the mine, the additional benefit which the owner could obtain 
by installing a hydro-electric station is very considerably less than 
the authors indicate. Furthermore, no additional benefit at all 
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would accrue until 30 years had passed, and it is doubtf 
whether it would then be sufficient to influence materially 
choice made at the present time. The additional benefit to tl 
owner according to the authors is the shaded area in Fig. =) 
while according to the above it is as shown in Fig. D (ii). 


(i) Gi) 


Fig. D.—Benefit to owner due to rising prices. Shaded areas sho 
additional benefit due to hydro-electric generation. 


(i) Mine neglected. 
(ii) Mine included. 


It may be argued that this would not affect a purely electric 
undertaking, which would not usually own its own mines, bu 
of course, the depreciation and other capital charges on the mii 
are included in the price of fuel. Where fuel is obtained from 
number of mines and where the price structure is unified, the: 
effects are masked, but they are nevertheless still present. Durir 
the first 30 years such a thermal power station would benefit t 
the lower capital charges on mines constructed before the con 
missioning date (as would all other fuel users), and during tl 
second 30 years the reverse would be true (assuming an averas 
of 60 years’ life for all the mines involved in the fuel pric 
structure). 

The point is that, when comparing the economics of hydr 
electric and thermal generation (as distinct from stations), tk 
economics of the mine should not be left out, and this is pa 
ticularly true in countries where public control of the mines an 
power stations demands consideration of the wider econom: 
ramifications. In this country, under present conditions of cos 
scarcity and restrictions on capital expenditure, the mine must & 
considered with the power station when it is remembered that 
1000 MW station at 50% load factor consumes coal at the rate ¢ 
about 5000 tons per day; this is the output of a large colliery, an 
therefore a colliery must be sunk somewhere to supply thé 
station. 

A further point which operates against the case for hydri 
electric stations is the fact that an installed kilowatt capacity ¢ 
hydro-electric plant is very often not as valuable as an installe 
kilowatt capacity of thermal plant, because the latter is more fir 

A number of speakers emphasize the saving of coal whic 
hydro-electric stations bring about, for instance in Scotland, bt 
in some cases it can be the other way round with therm: 
stations bringing about a saving in water. This is often th 
case where generation is secondary to the demands of irrigatio 
and where rainfall is irregular. In these cases the ratio of firt 
to total capacity is very low and may even be zero, and the vale 
of an installed kilowatt capacity is correspondingly reduced. 

One must therefore conclude, from these considerations an 
from the authors’ admission that many factors have been omittec 
that the conclusions in Section 5 have little value. This is not 
plea for more thermal stations, but a plea for treating eac 
system on its own merits without oversimplified generalization 
If one can generalize at all it can be said that hydro-electr 
generation has the advantage over thermal generation in reduce 
labour and stores costs at the expense of reduced firmness. 


[The authors’ reply to the above discussion will be found o 
page 330.] 


} Mr. E. M. Johnson: In the very early days of electricity supply 
4 )1e view was sometimes held that there was no future for electri- 
“ ity until means could be found of storing it. Fortunately, the 
andicap has not proved as serious as was thought. The reason 
Jor this has been the comparative abundance of the prime sources 
if energy. Nevertheless, there is some truth in the old view; 

i sing costs and increasing scarcity of sources of energy will give 

idded point to it. 

| The authors deal with their subject in general terms, and I think 
} is unfortunate that the title of the paper and a part of the 
#resentation of it give an impression of a much more restricted 
§2view of the subject than that which the authors in fact present. 
‘he principles of the method of approach which they elaborate 
jjce applicable to any mixed power system, whether having 
umped storage or not. The latter is merely a special and very 


fiware, however, the paper is the first published analysis of the 
Zasis governing the development of such systems. A very early 
vxample was the interlinking of power systems having low-head 
iilants with others operating at high heads, which took place in 
s witzerland immediately after the 1914-18 War. The addition 
of pumped storage was being discussed even in those days. 

| The authors, of course, go much further and include even the 
installation of thermal plant especially for firming the water 
S.ower.” I think, therefore, that they may well claim to have 


sealt, not only with the analysis of all the factors governing the 
#conomics of mixed power systems (of whatever sort), but also 
; have issued a kind of challenge to power-system operators to 
éndow their systems with precisely the characteristics they 
ijzquire by mixing the types of generating plant and, if advanta- 
4eous, by adding pumped water storage even at low efficiency. 
i Mr. H. Headland: Section 2.3.2 is an admirable summary of 
Sie effect of hydro-electric plant on overall fuel consumption. 
‘his problem also occurs in a different form for tidal-power 
ilants with or without pumped storage. The difficulty is to 
Sorecast future trends of the factors concerned, and similarly 
fie question of increasing plant capacity requires determination 
aif the expenditure which can be justified to cope with future 
jonditions, especially where tunnels, surge chambers and pipe- 
‘nes are involved. These points emphasize the element of 
Hidgment entering into hydro-electric station design, but never- 
Zreless it should be feasible to devise approximate economic 
iriteria to take the appropriate factors into account. The 
juthors might also have mentioned that it is sometimes economi- 
al to increase the plant load-factor by diversion of adjacent 
fatchments to meet the needs of an expanding system. 

| It is perhaps fair to mention that several studies of firming 
ith pumping plant suggest that money can be better invested 
ja increased storage, even though the economic height of the dam 
hight appear to have been reached. Short-term weather 
i/rediction is now an established facility in hydro- electric system 
‘peration, and much research is being devoted to the long-term 
spect. With the former it would seem that better use might be 
jade of firming by pumping by allowing greater latitude in 
Aperation of storage capacity, particularly if there is some 
liversity of run-off in several catchment areas. 

| The authors are to be commended for an authoritative state- 
jnent on the effect of nuclear power in relation to hydro-electric 
‘evelopment. This should dispel much loose thinking on this 
juestion by those unfamiliar with both sources of power. 

The novel, but admittedly oversimplified, treatment of the 
jising-price problem reinforces the need for a long-term view of 
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marginal projects such as the Severn Barrage, and a more 
realistic economic criterion than that used in the 1945 Report 
when coupled with rising coal costs and other factors which have 
changed in the meantime. 

It is unfortunate that no reference is made to outdoor, semi- 
outdoor and underground stations or to new arrangements of 
turbines and alternators, including machines where the con- 


_ventional spiral casing and draft tube have been simplified, with 


the alternator housed in a submerged chamber. Such develop- 
ments have resulted from the need to economize in space and 
expenditure, and are perhaps more important than the details 
to which some attention has been devoted. 

The statement in the penultimate paragraph of Section 8 
should not be accepted by plant designers with complacency. 
In low-head and tidal-power schemes, civil-engineering and 
plant costs may be about equal. The fixed annual charges on 
the former are about 3:74% against 4-68°% on the latter, and 
reduced plant costs, perhaps bringing cheaper civil-engineering 
works in their train, are worth seeking on economic grounds. 

The paper encourages the application of reversible Francis 
pump turbines, but passes over the operating head without 
comment. It is claimed in the United States that these can be 
designed for heads exceeding 1 000ft, and while this is hopeful, 
no experience is available to provide convincing evidence that a 
single turbine runner can be used where experienced pump 
designers would undoubtedly employ 2-stage impellers. 

The reference to the quality of steel castings should have the 
unqualified attention of steel founders in this country, where it is 
apparent that the casting technique for runner and other compo- 
nents for hydraulic machines has not received the attention which 
it deserves. On the whole, welded construction has proved 
satisfactory, but among hydraulic engineers and steel founders 
there is a need for acceptance of radiographic and other non- 
destructive methods of testing as a routine rather than as a 
procedure to be adopted when trouble is discovered. 

While there are undoubted merits in testing model turbines, 
they will not have universal acceptance until prototype/model 
similitude can be assured and scale effects for partial loads are 
resolved. Current empirical or semi-empirical formulae predict 
peak efficiency, but a recent approach by Hutton* covering full 
and partial load performances of Kaplan turbines merits the 
attention of those who have model and prototype test data to 
check it. 

The inter-territorial character of interconnected transmission 
might also have been associated with difficult problems arising 
in Europe, Africa, America and Canada, where water-power 
development on rivers affecting sovereign States have had, and 
will have, to be solved. 

Mr. E. W. Connon: Twenty-five years ago it was generally 
considered that hydro-electric stations, because of their high 
capital cost, had to work at a high load-factor, and the paper 
demonstrates how, as a result of the appreciation that the capital 
cost is generally related more to the energy than to the power, 
the trend has been reversed. To-day, the quick-starting charac- 
teristics of hydro-electric plant, enabling the stations to be used 
to assist at times of rapid load rise and of unexpected plant 
shortages, are those which are perhaps most valuable in the 
operation of interconnected systems. The pumped-storage 
scheme is a logical outcome of these requirements. 

When discussing the relative merits of 2- and 3-machine 
installations for pumped storage, the authors do not appear to 
mention the problem of starting, which would seem to increase 


* Hutton, S. P.: “Component Losses in Kaplan Turbines and the Prediction of 
Efficiency from Model Tests,” Proceedings of The Institution of Mechanical Engineers, 
1954, 168, p. 743. 
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considerably the electrical costs of the 2-machine installation, 
since hydraulic starting cannot be used. Can they say what 
methods are proposed, and what they will cost? 

(Communicated): It seems to me that a simpler way of con- 
sidering the rising-price phenomenon is to say that the rate of 
interest is, in reality, reduced by the price increase if the real 
value, in goods and services, is considered. Anyone who has 
compared the purchasing power to-day of a Savings Certificate 
bought, say, in 1939 with that of the cash with which it was 
bought will appreciate this. 

Mr. J. F. Dunn: With regard to the welding of pressure parts, 


THE AUTHORS’ REPLY TO 


Messrs. T. G. N. Haldane and P. L. Blackstone (in reply): 
We are glad to have Mr. Lawrie’s support on a number of 
matters covered in the paper. All who have been concerned 
with hydro-electric work will agree that the progress which has 
been, and is being, made in the North of Scotland is of immense 
benefit in helping to promote British hydro-electric work oversea. 

In answer to. Mr. Mountain, we consider that under normal 
circumstances the amount of storage required, and hence its 
cost, is affected only slightly by the design load factor. We 
agree that hydro-electric plant is certainly more suitable for 
standby purposes than thermal plant, bearing in mind the coal 
consumption which must continue when thermal plant is kept 
available but not generating. This is particularly true of pumped- 
storage plant, and it may well be that, if such plant is used 
largely for standby purposes, the annual consumption of pumping 
energy will be less than usually shown in calculations, such as in 
Table 3. 

The expression “firm power” does require some amplification, 
as Messrs. Hunter and Fulton suggest, and a working definition 
might be that hydro-electric power can be regarded as firm if it 
is capable of development in the worst conditions which can 
arise in 30 years; but, of course, still worse conditions may occur 
over some longer period. There must always be some margin 
to deal with the completely abnormal year, or alternatively, 
readiness to accept some restriction under very rare circum- 
stances. No system can ever have 100% reliability, and in 
some countries such may not be necessary. How much addi- 
tional expenditure is justified in approaching closer to 100% 
reliability must be a matter of judgment. An all-thermal system 
may not be completely reliable, owing to possible restrictions 
in the supply of fuel due to weather and other causes. We 
therefore see no reason to agree with Mr. Brealey that a hydro- 
electric kilowatt is necessarily less valuable than a thermal kilo- 
watt on grounds of reliability. 

Mr. Lane says that some B.E.A. stations operate at annual 
load-factors of 5% or less. We wonder whether the explanation 
may not be that such very low load-factors occur when thermal 
plant is used largely for standby purposes. It may be that there 
are not many thermal stations in regular, as opposed to standby, 
use which have load factors much less than 15 °%%. 

Mr. Lane also refers to the load factor of future nuclear plant. 
To avoid running such plant at reduced load-factors, which 
would be uneconomic and technically difficult, we visualize the 
possibility of nuclear plant operating in conjunction with pumped- 
storage plants, so as to maintain the load factor on the former as 
high as possible. 

As both Mr. Lawrie and Mr. Fulton point out, there is a con- 
cealed benefit accruing from expenditure on hydro-electric plant 
because of the saving of coal. We feel this can best be regarded 
as due to the difference between the home prices of coal and 
the higher price of imported coal. It must, however, be borne 
in mind that some saving of coal may result from expendi- 
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it is in my experience noteworthy that many Continental man 
facturers adopt a 100% radiographic control technique—whic 
means that every inch of important welding runs is photographe 
These records are carefully examined by persons qualified in th 
respect, and any defects which are revealed and which are judge 
to be below a certain very high acceptance standard are cut o1 
and repaired. The records are then stored for possible futu: 
reference. This very thorough non-destructive testing procedu 
is emphatically stated by every manufacturer who practises it 1 
pay high dividends, and there is no doubt also that it has a pre 
found psychological effect upon visiting inspecting engineers. 


THE ABOVE DISCUSSIONS 


ture of the same capital on new thermal plant instead of tl 
alternative hydro-electric plant. 

Mr. Fulton has made the interesting point that the justifiab 
installed capacity of a hydro-electric station can be related to tl 
rate at which the all-in kilowatt-hour price of the B.E.A. Gr 
tariff increases with decreasing load-factor. For practical pu 
poses in this country, such a criterion would be very suitab 
provided it can be assumed that the Grid tariff accurately reflec 
the true costs of generation. But, of course, it still remair 
necessary to show that the low-load-factor hydro-electric plat 
can be fitted satisfactorily into the adjusted load/duratio 
curve. 

Fig. 6 has been commented on by Messrs. Fulton, Hunter an 
Tuson. It is one of many such curves which can be drawn fro 
a study of mass run-off curves for different catchments. [I 
shape will vary according to the ratio of maximum to mea 
monthly demand assumed. The curve shown is an average fc 
several different catchments in Scotland, and was intended rathe 
to illustrate the principle of firming of power by pumping tha 
to be taken quantitatively. We wonder whether Mr. Fulton 
curve (ili) in Fig. C perhaps applies to one particular catel 
ment. 

In reply to Mr. Tuson, the estimated cost of nuclear pow 
of 1d./kWh was taken from statements published before tt 
issue of the Government’s White Paper, which (taking accou 
of the probable value of the plutonium by-product) assume 
0-6d./kWh. While experience of the accident at Chalk Rive 
was reassuring, it is probable that reactors less inherently sai 
than those at present being built will eventually become the mo: 
economic, and that it will be considered necessary to site suc 
reactors in fairly remote areas. 

We agree with Dr. Walker that propeller turbines still hay 
their uses, provided that the relatively high drop in efficiency : 
loads above and below the optimum can be justified by saving | 
initial cost. This will more easily be done in large multi-un 
stations running on base load. 

In answer to questions raised by Messrs. Fulton and Marsha 
the criterion for model-turbine or site-efficiency tests is: Whi 
will give the more accurate and comprehensive results consistel 
with reasonable expenditure, time and inconvenience durir 
testing? It seems that, if the answer to this is in favour « 
homologous model tests, there is no justification for prejudi 
on the grounds that the actual prototype machines are not teste 
for efficiency. Certain tests can be made on models which a 
impracticable on site. 

A new British Standard for testing water turbines is now beit 
prepared. It is hoped to carry out some research into differe: 
methods of flow measurement at one of the North of Scotlar 
Hydro-Electric Board’s stations. 

While we cannot wholly follow Mr. Bolton’s line of argume 
in which fixed storage costs are compared with steam runnii 
costs, we largely agree his conclusion. In regard to the empiric 


| ethod illustrated by Fig. 4, it must be borne in mind that at 
ther than peak times there may not be surplus steam plant 
Jailable because of outages for maintenance. 

}) We agree with Mr. Newman that the factors enumerated in 
jpction 2.3.2 have to be considered in deciding whether or not 
}) proceed with a pumped-storage scheme. As pointed out in 
jection 3, however, it is likely to be found that over a long period 
Je total of the effects is zero. 

+ We also agree with Dr. O’Sullivan as to the importance of both 
Vaporation and silting in certain circumstances. In extreme 
i ditions silting might affect the assumed life of the works for 
jiaking-fund purposes. 

I Mr. Johnson suggests, in connection with Fig. 7, that the rise 
prices during the last half-century is phenomenal. This must 
}> a matter of opinion, of course, but there is no doubt that the 
ill in the value of money is still continuing; and whatever may 
f> the rate during the next half-century, the effect illustrated by 
jig. 7 is likely to be important. 

i The pumped-storage scheme, particulars of which are detailed 
§ Table 3, is based.on an actual project recently investigated. 


; : és : : 
i ’e agree with Mr. Johnson that in this particular case the extra 
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cost of increasing storage capacity was, owing to the nature of 
the ground, unusually low. 

Mr. Brealey raises a complex problem by taking into account 
capital expenditure on coal mines. We do not think this is 
relevant to Fig. 7, which relates simply to the normal capital 
expenditure incurred by the owners of hydro-electric and steam 
stations respectively. We have been careful to point out that 
financial gain accruing to the owners of power stations due to 
fall in the value of money is not necessarily gain to the nation. 
Nevertheless, the effects dealt with in Section 5 are of considerable 
importance, particularly to those financially responsible for 
expenditure on hydro-electric works. 

With Mr. Headland’s remarks we are much in agreement, 
especially in his emphasis on the element of judgment entering 
into hydro-electric station design. 

We are not in a position to deal here with the problem of 
starting of pumping plant raised by Mr. Connon, but we agree 
with his comment on the purchasing power of savings certificates, 
and with Mr. Dunn’s remarks on radiographic control of welding. 

We regret that lack of space does not permit us to reply to all 
of the niany interesting points which have been raised. 


‘Mr. P. McKenna: I am glad that the authors have mentioned 
jie effect of humidity, since most forms of corrosion, particularly 
fectrolytic types, depend on the presence of moisture for the 
@mpletion of the electrolytic cell. I have had some experience 
© corrosion on transmission lines in Egypt, where it was very 
*>ticeable that in the Higher Nile area, where the atmosphere is 
itremely dry, corrosion was non-existent, but in the Lower Nile 
yea, where the percentage humidity is extremely high, severe 
rrosion occurred around industrial areas, even though these 
ere isolated, owing to the humidity trapping the corrosive 
Jements on the materials. It is significant that corrosion was 
ibnfined to the higher portion of transmission-line supports. 

Of the two broad classifications into which the authors have 
Fvided the problem, the case of corrosion due to saline deposits 
more general, since it can apply to any part of the world; the 
ithors have mentioned the use of plastics, and manufacturers 
‘e developing possible solutions other than the application of 
“ease advocated in the paper. These developments are generally 
4 three lines: the application of an aluminium sheath to the 
itside of the conductor; the application of a sheath to the steel 
yre before the stranding of the aluminium wires; and the 
plication of a new type of plastic with good mechanical 
yaracteristics and high resistance to abrasion. 

‘In conclusion I should like to mention that the question of 
hhodizing has been investigated, but unfortunately, without a 
hry high expenditure for special plant, it is impossible to anodize 
ng lengths of large-diameter wire, and it is necessary to have a 
sry high surface finish on the material before the anodizing 


“OCESS. 
‘Mr. T. R. Y. Grahame: In Section 4.1.1 it is concluded that 


* Forrest, J. S., and WARD, J. M.: Paper No. 1611 S, January, 1954 (see 101, 
rt I, p 271). 
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line voltages had effect on corrosion due to attraction of particles 
of carbon, etc. Can it not also be possible that corona has some 
effect, owing to the production of ozone and increased oxidiza- 
tion of the strands? This could be borne out by the fact that 
the larger bodies of joints and anchors are very little affected. 
Since on energized conductors there will probably exist inter- 
strand voltages, these again may have some bearing on the rate 
of corrosion. 

It is well known that certain chemicals react with metals to 
form a protective coating which resists any further corrosion, 
i.e. fluorine on copper. Has this chemical angle of approach 
been considered in any detail? 

In view of the difficulties experienced with the running of 
greased conductor, has consideration been given to the use of 
enamels with a tough, non-cracking characteristic, in particular 
to the use of silicone enamels or silicone grease? 

On the St. Helens—Lockfields line (one of the first to be 
rewired with protected conductor) grease (a) was used with 
apparent success, and not a great deal of trouble was experienced 
with the running and jointing of conductors. One or two cases 
of the slipping of automatic clamps was experienced, but this 
was overcome by the use of emery cloth in the jaws of the clamp. 
One case was noted of slipping between the inner and outer 
strands, resulting in strand breakages. 

The stringing of conductors treated with grease (b) is much 
more awkward and has given trouble in North Wales. Many 
cases of broken strands were encountered, owing to lack of 
friction between the inner and outer stranding and also slipping 
of the automatic clamp itself on the conductor. This latter 
fault can generally be counteracted by stringent cleaning of the 
conductor with petrol. 

The running of conductor when treated with grease (b) is 


ae | 
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also greatly hampered, since with normal conductor six con- 
ductors can be run out at one time, but with the greased con- 
ductor only two can be run, thus taking at least three times as 
long. In addition, the pulleys on the blocks become heavily 
choked with grease, so preventing smooth running. Further 
tractive effort causes the conductor to snatch, and in many 
cases this results in the pulling of the drums off the jacks. 

Streamers of grease were not specially noted in this case, but 
it would appear that this could be overcome by pulling the 
conductor through a cone as it is drawn off the drum. 

Mr. T. A. Smith: It has been said that conductors appear to 
corrode appreciably faster than large aluminium surfaces, such 
as roofs. The authors hold this to be due mainly to retention 
of moisture between the strands of the conductors and to the 
electrostatic effect of voltage in attracting solid particles. While 
not disputing the two causes put forward, I think that the 
configuration of the stranded surface, presenting a ridged 
appearance, would more readily invite erosion from wind and 
weather. The flattened appearance of the exposed surfaces of 
outer aluminium strands on long-service conductors would seem 
to indicate the action of erosion. 

There seems to be a variety of recommended greases. Does a 
particular grease best counteract a certain type of pollution, or 
are there a number of greases which are equally effective for all 
conditions ? 

On the question of deterioration of conductors, have any cases 
occurred in this country of conductors which have broken as a 
direct result of deterioration? The ultimate tensile strength of the 
37/-110 conductor is 17 720Ib, 40°%% of which is borne by the 
aluminium strands. With stringing tensions of the order of 
3 5001b, breakage of corroded conductors would appear to be 
most improbable unless there is considerable deterioration of the 
steel core. 

The first line in the North Western Division to be seriously 
affected by corrosion was the Hillhouse—Fleetwood line, erected 
in 1932 in a coastal area. About 3 miles of conductor were 
renewed in 1948 and 1949. 

Other lines then required attention and 4:5 miles of conductor 
were renewed in 1950, 21 miles in 1951, 23 miles in 1952, and 34 
miles in 1953. 

This length of conductor is roughly 7% of the total installed 
in the Division. The majority of the lines affected are located 
either in coastal or tidal areas or positions subject to industrial 
pollution. The Kearsley—Rawtenstall line, however, is affected 
on Holcombe Hill, which is high moorland. The district is 
some miles from industry, but it is likely that salt deposits are 
carried by high winds from the sea some 32 miles away. This 
possibility is perhaps borne out by the complaint of Manchester 
housewives, when windows, 37 miles from the sea, are spattered 
with salt in heavy westerly gales. 

Since no line in the Division is more than 45 miles from the 
sea, the effect of sea spray may be the reason why only two or 
three lines in the Division are unaffected by corrosion. 

The line worst affected is the Southport-Penwortham line, 
closely followed by the Ribble-Wigan line, both of which were 
erected in 1932. By the end of 1954 it is expected that the 
conductors on these two lines will have been completely renewed. 

Mr. K. Speke: In Section 5.2.2 it is mentioned that a reduction 
in strength of the aluminium strands to between 47 and 73% 
results in an increase of resistance between 12 and 31%. Can 
this be related to a definite percentage reduction in strength? 


If so, the deterioration of the conductor might be deter: 
by a resistance test. ae 

The degree of deterioration can show large variations o 
short distances, and several samples of the conductor mi 
have to be taken to obtain accurately the condition over 
whole route. The jointing of deteriorated conductor is diffic 
and not desirable; when a sample had been taken from o 
section of the line and its condition determined, could co 
parative resistance tests be made to determine the condition 
other sections of line? 

I do not think that the deterioration of a conductor can 
calculated by mathematical formula or from its position in 
coastal or industrial area. Other factors, such as the positi 
of the line relative to the prevailing weather, seem to play 
important part. On the Lockfields-Southport line, which ru 
along the west coast, severe corrosion has occurred and t 
conductors were renewed some time ago. On the Lockfield: 
St. Helens line, however, in the same locality but running 
right angles to the coast, the conductor is in considerably bett 
condition. At Runcorn we have perhaps the most exposed ar 
polluted position on the Merseyside, yet the conductors he: 
have suffered considerably less deterioration than the othe 
conductors further inland and in what appear to be mot 
sheltered positions. 

Dr. J. S. Forrest and Mr. J. M. Ward (in reply): We are vei 
interested in the developments for protecting conductors whic 
Mr. McKenna describes, and we hope that these will be succes 
ful. We think, however, taking all factors into consideratio: 
that it will be difficult to find a means of protection better tha 
greasing. 

The possibilities of paints and enamels, mentioned by M 
Grahame, have been considered, but we know of none whic 
would withstand handling during erection without damage, ¢ 
which would remain intact on the conductors for more than 
few years. Silicone greases, which cost about £220 per hundre« 
weight, have no obvious advantage over the greases mentione 
in the paper, which cost £3-£4 per hundredweight. It is general 
accepted that anodizing is more effective than chemical treatme! 
in forming a protective oxide film. on aluminium, but, as M 
McKenna has stated, it is not practicable te anodize conductor 

The difficulties encountered with grease (b) during erectic 
are recognized, but these should be much more than offset § 
the advantage of increased life of the conductors. Howeve 
other greases, less difficult to handle, can be used instead. A 
the greases are equally suitable for industrial or coastal condition 

Corrosion products on conductors are eroded by wind an 
weather to give the flattened appearance to which Mr. Smit 
refers, but no appreciable direct erosion of the metal takes plac 
in a clean atmosphere. We know of only two conductors whic 
have broken as a result of deterioration; most corroded coi 
ductors are replaced in time to prevent actual breakage. TI 
failures occurred, not because the steel had been corroded, bi 
because the current was transferred from the corroded aluminiu: 
strands to the steel core, which failed through overheating. 

In answer to Mr. Speke, the electrical resistance of a strar 
cannot be directly related to its tensile strength unless tl 
corrosion takes the form of a uniform reduction of the cros 
sectional area of the strand. Attempts have been made : 
determine the approximate condition of lines by measuring tl 
resistance in situ, but these have not been very successful, owii 
to difficulties in making the measurement. 


}In 1893 the first 3-phase transmission system came into 
eration in Sweden. The distance involved was 7 miles and the 
jbltage was 10kV. It was one of the first 3-phase transmissions 
j} the world. About 60 years later the first Swedish 380kV line 

as energized; this was at the beginning of 1952. Between these 
8 vo steps lies the history of high-voltage-transmission develop- 
: ‘ent in Sweden. 
| In 1908 we had reached 55kV and in 1915 we reached 77kV. 
Yur first 132kV line came into operation in 1921, and in 1936 
if Was necessary to introduce 220kV transmission. Fig. 1 shows 
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Fig. 1.—Introduction of new voltages in Sweden. 


jie introduction of new voltages, and it can be seen that the 
jotted line connecting the points is continuous and is quite 
?ke a load curve. It is no use calculating the number of years 
J. which the voltage has doubled, as is generally done in Great 
ritain, and it is of minor value to make a forecast of the future 
tevelopment by extrapolating the curve. 

) We have not always had the highest transmission voltage in 


| 5 ' 
Hweden, but we have always been in the forefront, since our 


atural conditions have made it necessary to increase the trans- 
hission voltages at quite a rapid pace. 

4 Sweden is a large country. The distance from the south to 
he extreme north in the Arctic zone is 1000 miles. This is about 
40% more than the distance from southern England to northern 
icotland. Sweden is, however, a sparsely populated country. 
\Ve have only seven inhabitants per square mile compared with 
£0 in the United Kingdom. Coal, oil and natural gas are almost 
atirely lacking in Sweden, but hydro-electric power resources 
Ire large. There are possibilities of harnessing about 80000 
jiillion kWh a year, which corresponds to 11000kWh per year 
Jer head of the population. At present, about 24000 million kWh 
) year is harnessed, which corresponds to about one-third of the 
tconomically-available resources. The production of electric 
Jower in 1954 corresponded to 3300kWh per head of the 
jopulation. This figure is about the same as that of the United 
tates, but lower than that of Norway and Canada. 

The population is concentrated in the southern part of the 
jountry, where about 85% of the population live, but the hydro- 
ilectric resources are concentrated in the north. In the southern 
)rovinces you will find only 15% of the potential hydro-electric 
ower resources, but the dominating power consumption is to 
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be found in the comparatively densely-populated southern part, 
and this results in a big power transport from the north to the 
south over distances of 300-1000 miles. This is why the problems 
of power transmission are so important in Sweden. 

The power supply in the country is not nationalized. When 
electrification commenced in the early years of this century, 
the State and municipal and private enterprises started the work. 
Through the State Power Board—an independent business enter- 
prise—the State is at present responsible for about 40% of the 
production of power, and the remaining 60° is provided by a 
number of private and municipal enterprises, each considerably 
smaller than the State Power Board. All the power enterprises 
are voluntarily co-operating in a special organization called the 
Central Operating Management, and all power plants are 
continuously operated in parallel. 

The main portion of the 220kV network and the whole of the 
380kV network are owned by the State Power Board, and under 
a special agreement, the present private 220kV lines are operated 
by the State Power Board. This arrangement has been made 
in order to ensure a rational utilization and extension of the 
main network and to enable full advantage to be taken of the 
380kV system. On the other hand, the State Power Board is 
transmitting power for the large private enterprises. Sweden 
can thus be regarded as a unit when referring to high-voltage 
power transmission. 

In 1946 the 220kV network for transmission of power from 
the north to the south comprised four parallel lines with two 
further lines under construction (see Fig. 2). The extension of 
the 220kV transmission system progressed very rapidly, and we 
found that it would be necessary to add a new 300-mile line every 
year. It was obvious that we had to contemplate a transmission 
system with a capacity considerably greater than that of the 
220kV network in order to decrease the transmission cost and 
save land required for rights-of-way. The necessity became all 
the more apparent when it was decided in 1946 to start harnessing 
our biggest hydro-electric project north of the Arctic circle, 
600 miles from the consumption centre in the south of Sweden. 

The use of high-voltage d.c. transmission was considered, but 
despite the promising results achieved at the experimental 
station, it was evident that the development of the d.c. system 
would not progress sufficiently rapidly to permit its use on a 
large scale in the very near future. Investigations were therefore 
confined to the use of a.c. transmission at voltages above 220kV, 
and after careful study it was decided in December, 1946, to 
adopt 380 kV for a 600-mile line which was to come into operation 
at the beginning of 1952. Later, the voltage level of this system 
was defined in such a manner that the maximum service voltage 
was fixed at 400kV. 

In order to avoid extension of the 220kV network it was 
necessary to make special arrangements to increase the trans- 
mitting capacity of the existing network. This was done by 
introducing, in 1950, a series capacitor for the first time in a 
220kV line and by using the first 380kV line for 220kV trans- 
mission from the beginning of 1951. That time schedule allowed 
four years for the investigation, design and construction of the 
380kV system, and with our limited resources this meant 
hard work. 

One of the first things to be considered was the insulation 
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Fig. 2.—The 200 kV transmission system in 1946. 
level. Owing to the adverse combination of low short-circuit 


power and long transmission lines, exceptionally high 50c/s 
voltages were set up in the first 380 kV line under certain switching 
conditions. Calculations showed that the lowest insulation 
level was about 1550kV for apparatus in the immediate vicinity 
of surge arresters and 1750kV for plant equipment situated 
within reasonable distance of the arresters. Taking the cost of 
different insulation levels into consideration, we decided to use 
1775kV for transformers, circuit-breakers and other switchgear 
equipment. We were aware that it would be possible to reduce 
the insulation level when the system reached the stage at which 
internal over-voltages were reduced to a certain limit. In the 
extensions which came into operation in 1954, the insulation 
level for station equipment was reduced to 1500kV except for 
circuit-breakers and measuring transformers. 

When the fundamental data had been fixed, the development 
and manufacture of the transformers, circuit-breakers and the 
majority of the remaining electrical equipment was commenced. 

The line insulation was determined by the requirement that 
it should provide adequate safety against flashovers due to 
lightning or switching surges and that the lowest line insulator 
unit should not be subjected to excessive voltage stresses. The 
insulation level chosen for the first two lines was 1 600kV, while 
for the rest we have reduced the insulation level to 1 500kV. 
A special grading ring was developed in order to reduce the 
voltage stress across the bottom units (see Fig. 3). 

It was important to design the power line so that corona losses 
and radio interference might be kept within suitable limits. The 
dimensions and arrangement of the conductors were determined 
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Fig. 3.—380 kV isolator string with grading ring. 


after extensive experimental investigations on a test line. We 
decided to use double conductors with 18in spacing, and each 
steel-aluminium cable has a diameter of 1fin. The double 
conductors have the advantage over single conductors of large 
diameter, besides reducing corona losses and radio interference, 
that they reduce the line reactance by as much as 26%. This 
increases the line stability. Bundle conductors comprising three 
or four cables per phase would, of course, further reduce the 
reactance, corona losses and radio interference, but these gains 
did not outweigh the additional cost and complication of design. 
It is possible that a third cable may be added in the future in 
order to reduce the resistive losses if high series-capacitance 
compensation is used. 

The phase conductors are suspended from steel towers of an 
H-frame type (see Fig. 4). The two legs and the cross-arm are 
of welded design. For the new lines now under construction 
we use the same type of tower but of a bolted design. The 
standard span is 1 080ft, and the height of the cross-arm above 
ground level is normally about 75ft; the spacing between the 
phases is 39 ft. It has been necessary to introduce spacers between 
the two cables in each phase at a distance not exceeding 430ft. 

The first 380kV line runs from Harspranget in the north te 
Hallsberg in central Sweden (see Fig. 5), where we have a trans- 
former station to convert the voltage to 220kV. At Midskog. 
in the middle of the line, there is a transformer station connecting 
the 220kV network with the 380kV one. It was an exciting 
moment when, after extensive tests, the system was energized ai 
380kV for the first time in April, 1952. Now we should know 
whether the system would work according to our calculations. 
I am glad to state that we were not disappointed; everythins 
went smoothly, and we could look to the future with confidence 

It had not been possible to wait for the final test of the firs 
line before commencing the construction of new 380kV line: 
and substations. Two years previously we had started work ot 
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Fig. 4.—Tower for the second 380kV line. 
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Fig. 5.—200kV transmission system in 1952. 


220 kV 
momma 380 kV 


the second line, and at the same time we had decided to extend 
ithe first line to the southern part of Sweden. The system in 


-380kV line. 

In 1956 we shall have a third line from the north to the south 
‘in operation, and some extensions of present lines will come 
‘into operation in 1957 and 1958 (see Fig. 7). In 1958 the system 


) operation in 1955 is shown in Fig. 6; it comprises 1 200 miles of 
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Fig. 6.—380kV transmission system in 1955. 


will comprise 1 900 miles of 380 kV line, and the total capacity of 
the transformer stations will be 8000MVA. We are now 
investigating the construction of a fourth line from the north to 
the south; it is preliminarily scheduled to come into operation 
in 1960. 

In 1954 we introduced two series-capacitor stations in the first 
380kV line. The compensation, corresponding to 44% of the 
line reactance, raises the stability limit from about 450 to 
700 MW. In the second line a 30% series capacitor will be 
inserted this year. Each capacitor station has a capacity of 
about 100 MVA. 

We have utilized full-winding step-up transformers and auto- 
connected step-down transformers in all substations except that 
at Midskog; they are of the single-phase type, and the first 
groups for 380/220kV are rated 300 MVA. The transformers 
installed in 1954 have a capacity of 5IOMVA at 380/130kV; 
they are the largest transformers ever built. In a new power 
station we also have two 3-phase 380kV transformers each rated 
at 1OOMVA. Most of the transformers are placed underground, 
and are connected with the outdoor switchgear by means of 
380kV cables. At the start, we used bushings both for the 
transformers and the cables, but in the new installations, the 
cable goes directly from the transformers without any bushings. 

The circuit-breakers for the first system were all of the air- 
blast type with a rupturing capacity of 8000MVA at 350kV. 
Minimum oil circuit-breakers have also been used. We now 
specify a rupturing capacity of 12000 MVA. The total time for 
relay protection on air-blast circuit-breaker operation is about 
0-10sec, and the over-voltages produced by the circuit-breakers 
are less than 2:5 times the voltage to earth prior to interruption. 
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Fig. 7.—380kV transmission system in 1958. 


Automatic high-speed reclosing has been introduced and so far 
has functioned well. 

The voltage in the stations is normally maintained at 400kV, 
and in order to control the reactive power and maintain the 
voltage at the desired level, we use reactors and synchronous 
condensers. The corona losses average about 2 MW in a 300-mile 
line. The radio interference is of no importance to radio receivers 
situated more than 100-300 ft from the line. In order to improve 
receiving conditions, we are feeding the lines with the national 
broadcasting programme, and the lines are then used as antennae. 

In various quarters, especially in the United States, there has 
been a certain scepticism about the use of bundle conductors. 
Our experiences are quite in their favour; they have reduced the 
corona losses and radio interference to harmless levels, and 
furthermore they have reduced the line reactance to a con- 
siderable degree. We have had no mechanical troubles. When, 
in some cases, we have had a heavier ice load on one of the 
cables, there has been a tilting, but as soon as it has fallen off, 
the conductors have reverted to their normal position without 
any permanent twisting or mechanical damage. 

The line was calculated to carry a superimposed load on each 
cable of up to 231b/ft. On some spans exposed to exceptionally 
heavy icing we have found ice loads exceeding this value. These 
occasions are, however, very exceptional, and we have control 
of the situation by a continuous measurement of the damping of 
the carrier-current signal. On some occasions, we have removed 
the ice from the live line by using polythene ropes, which are 
swept along the conductors. We are contemplating the erection 
of extra towers in four or five spans where icing conditions are 
particularly bad. 
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Up to the present we have had five single-phase and t 
2-phase outages on the 380kV system owing to lightning, whi 
means 0:25 fault per 100 miles per year; this agrees well wit} 
the calculated value. A\ll the lightning faults have been correct 
cleared, and in several cases the lines have been automatica 
reclosed. 4 

It is, of course, of no use introducing a new transmissi 
system if you do not save money, and I must now mention t 
economy. It is not easy to compare figures of the first costs 
installations between different countries, because you have t 
take into consideration many different factors. I do not inten 
to give absolute figures of the cost of the line, transform 
stations, etc., but I will confine myself to the statement that, b 
introducing the 380kV system and using series capacitors, it h 
been possible to reduce the transmission cost per kilowa 
including losses by about 40°% compared with 220kV tran 
mission. This is quite appreciable, and was certainly wort 
the risks involved in the development of the new system. 

At the same time as the development of the 380 kV system wa: 
proceeding, we were also engaged on a high-voltage direct 
current scheme. We did, of course, hesitate a little abou 
dividing our energies on two new systems at the same time, bu 
by the enthusiasm and hard work of our small staff of specialis 
the difficulties were overcome. 

The ASEA Co. has been engaged since 1930 on the develop: 
ment of a mercury-arc convertor which could be employed fos 
high voltages. In 1943, collaboration was initiated between the 
ASEA Co. and the State Power Board with the object of extend. 
ing this experimental work, particularly in the testing of new 
designs. The two concerns together set up a laboratory for high- 
voltage direct current, and work has been carried on there 
continuously since the autumn of 1945. 

The interest of the State Power Board in the development of 
the high-voltage d.c. system was partly concerned with the 
transmission of power to the Island of Gotland in the Baltic Sea, 
but it was largely based on a desire to ascertain the possibilities 
of constructing an economic system for transmitting large 
quantities of power over long distances. 

The development work has been directed towards the pro- 
duction of a suitable mercury-are convertor, i.e. an electrically- 
connected combination of ionic valves. The valves used for the 
Gotland transmission operate, in principle, like normal mercury- 
arc rectifiers. The novel feature consists in the high working 
voltage. Formerly, voltages were limited to a maximum of about 
3kV, whereas 50kV is now adopted for the valves used for the 
first transmission of power. The Island of Gotland is situated 
about 60 miles from the mainland, and it was impossible to usé 
alternating current for such a long submarine cable. The powet 
is supplied from the 132kV network to Vastervik, where a con: 
vertor station has been erected. The incoming voltage of 
132k¥V is stepped down in two 3-phase transformers to 40kV. 
which is fed into each of the two series-connected valve sets. 
The latter then each supply 50kV d.c., ie. 100kV together, te 
the cable. The current is received by the other convertor station: 
which is located a few miles south of Visby. At this point the 
direct current is reconverted into alternating current and trans- 
formed to 33kV, which is the primary distribution voltage 
hitherto employed on Gotland. 

A number of ionic valves are employed in each station, con: 
nected in two sets comprising seven valves each. The current 
normally flows through six of the valves. The seventh valve 
comes into operation only in the event of faults occurring it 
any of the others. The most serious fault that may arise in the 
valves is their loss of capacity to block the current flow in one 
direction. A partial short-circuit in the connected network ther 
occurs. In such cases, arrangements are made for the si 
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@oerating valves to be blocked through their control grids, 
) #/hereupon the seventh valve immediately opens a parallel path 
Wir the current. This cuts off the current from the six-valve 
your affected, and gives it an opportunity of regaining its 
Gorking capacity. After a short interval the six valves are 
dablocked again automatically, and the convertor functions in 
ye normal manner once more. The whole procedure takes place 
ah less than half a second, and an interruption of such short 
‘aration will not be perceptible in the Gotland network. Each 
tt of valves has an energy output of 10000 kW, and thus the 
‘ptal transmission capacity is 20000 MW at 100kV. 

‘6; Transmission between the convertor stations is carried out 
‘#7 means of a single conductor only, the current being returned 
firough the earth and water. This system was chosen in order 
» reduce the cost of the cable, which would otherwise have 
‘tpquired two conductors. The current is conducted to earth at 
‘9vo electrode stations. In order to prevent the current from the 
mectrodes passing along the cable to an excessive extent, which 
dhould result in corrosion of the cable armouring and lead 
Waeath, it was necessary to locate the points for the electrodes 
jpo0ut six miles to the south of the cable. Comparatively simple 
verhead lines connect the electrodes and the convertor stations. 
a The d.c. cable (see Fig. 8) is 60 miles long and has a single 


i Fig, 8.—Cross-section of 100kV d.c. cable. 


‘ore with a conductor area of 0-14in?. It is immediately sur- 
punded by the insulation, which consists of a 7mm thick layer 
ef thin paper tapes wound on the cable and impregnated with 
‘ezavy oil. Two lead sheaths are placed over the paper, one of 
hich is pressed on to the other. A double lead sheath has been 
Inployed in order to reduce the risk of a through-hole, which 
iay sometimes be formed in the course of production when any 
‘regularities are present in the lead. The outside is served with 
11 armouring consisting of one or two layers of steel wire and 
1 covering of jute. Double armouring is used only on those 
tarts of the cable which lie nearest to the land and are thus more 
ixposed to the risk of damage from drifting ice, ships’ anchors, etc. 
4 From the outset it was desirable that the cable should be 
ynstructed in such a manner that as few joints as possible would 
ave to be made when laying it in the sea. It was found possible 
absequently to reduce the number to the absolute minimum 
wing to the fact that it is always desirable to begin the laying 
a land, i.e. a single joint. In order to achieve this advantage, 
owever, numerous problems had to be solved in connection 
ith the manufacture and storage of the long cable lengths in 
ie factory and their transport and loading on board the cable 
1ip. The laying of the cable took place during May and June, 
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1953. The long cable lengths, which weighed 300 and 600 tons, 
respectively, rendered the employment of a comparatively large 
cable-laying vessel necessary. The choice fell on the British 
Post Office cable ship Alert. A detailed programme was drawn 
up, and owing to exceptional luck with the weather during laying 
and the skill of the captain and the crew of the Alert, the work 
was carried out in close approximation to the timetable planned. 
It took only 16 days from the beginning of loading the cable on 
to the ship up to the day for clearing the cable ship for the return 
voyage to England. 

The operation of the d.c. transmission is supervised from 
Visby. The current normally flows in the direction from 
Vastervik to Visby, and it is therefore necessary to regulate the 
transmitted energy in such a manner that it corresponds exactly 
to the consumption in the Gotland network. This is effected 
automatically, inasmuch as the energy transmitted is regulated 
by the frequency of the a.c. network on Gotland. The con- 
vertors both at Visby and Vastervik must be controlled, which 
necessitates a remote control system carried out via a radio link. 

According to the original plan, the Gotland power trans- 
mission was to come into operation with one convertor only in 
each station at the beginning of 1954, while the other convertors 
were to be commissioned in the middle of the same year. On 
the 7th March, 1954, the erection had advanced so far that we 
were ready to start test operation. Once again we had a moment 
of great excitement similar to that at the start of the 380kV 
system. The transmission started, and it worked according to 
our calculations. During the first days the transmitted power 
was limited to 2000-4000 kW. 

After two weeks of operation a fault occurred on the cable, 
and it was located to a point 34km from Vastervik. Owing to 
unfavourable weather conditions the repair was delayed, and it 
took three weeks before the cable was again ready for operation. 
The fault was due to mechanical damage to the cable. 

At the beginning of April, 1954, when the cable had been 
repaired, operation was resumed. From the 12th April until the 
last week of July the d.c. transmission was in continuous service, 
with a transmitted power in both directions of up to 10000kW, 
which is the rated load of a convertor set. On the 26th July the 
second convertor set was started, which increased the trans- 
mission capacity to 20000kW, and it even seems possible to 
overload it to 25000kW. I want to stress that the transmission 
is double-way, and it is very easy to change over from one 
direction to the other. Most of the time, of course, hydro-electric 
power is sent from the mainland to the Island of Gotland, but 
on some occasions when we have been short of water, we have 
fed steam-generated electric power produced on Gotland into the 
network of the mainland. 

Another cable fault occurred on the 29th October, when a 
ship dropped its anchor on to the cable close to the mainland 
coast. This time it took seven days to repair the fault; however, 
we do not regard these two cable faults seriously. The first was 
probably due to the manufacture or the laying of the cable, and 
we hope to avoid faults caused by ships’ anchors near the shore 
by taking special precautions. On the other hand, the most 
difficult elements in the transmission, i.e. the convertors, have 
behaved extremely well. There has been no trouble from 
commutation failures, and in this respect operational experience 
seems to be very reassuring. In October we carried out a series 
of short-circuit tests on the a.c. side of the inverter station. 
A total of 30 tests were made at different distances from the 
station, ten of them directly on the a.c. terminals of the station. 
The oscillograms taken showed that the inverters were capable 
of operating in a normal way also during the short-circuit period. 

The first months of operation of the Gotland transmission 
have been quite successful and the results obtained from the 
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comprehensive research and development work, on which this 
project is based, have been confirmed. I think you may con- 
sider that the problems of high-voltage d.c. transmission have 
now been solved. 

The cost of the whole d.c. transmission system amounted to 
£1-3 million, of which £350000 was expended on the cable. 
The total cost thus corresponds to £65 per kilowatt of trans- 
mission capacity. This is a high figure according to Swedish 
conditions, but nevertheless it permits a certain margin for 
lowering the power rates on Gotland. Furthermore, a very 
considerable increase in consumption is anticipated, which may 
afford the possibility of doubling the capacity of the plant at a 
relatively early date. This would enable the specific transmission 
costs to be appreciably reduced. We have also obtained a great 
deal of experience which will enable us to produce a simpler and 
thus cheaper design for a future transmission system. 

We have made an estimate of the cost of a 100 MW 200kV 
transmission system to Gotland, and have found that it would 
‘be £21 per kilowatt, i.e. only one-third of the specific cost of 
‘the system we now have in operation. If the cable length were 
reduced to that of the distance between England and France, 
tthe cost would be reduced to £18 per kilowatt. 

Before concluding I want to say a few words about the future. 
What transmission system and what voltage will be used? Will 
the 400kV level mark a limit, will we have an a.c. system for a 
considerably higher voltage, or will we have an extra-high- 
voltage d.c. system? If you believe in extrapolating curves you 
will find from Fig. 1 that in 1970 we should use a voltage of 
650kV. I do not believe in doing that, but I will relate some- 
thing of what is going on in our research departments. 

If, seven years ago, we had the knowledge that we have at 
present, I believe we would have chosen a higher voltage than 
380kV, probably 450kV. The insulation level of the present 
380kYV lines is a little on the conservative side and will allow an 
increase of the voltage to 5O0kV when internal over-voltages 
have been reduced. In order to avoid radio interference, it will 
then be necessary to add a third conductor in each phase of the 
lines. The present transformers must be rewound or completed 
with booster transformers. This will be easier in the northern 
section of the system, where we have full-winding step-up 
transformers from the generating voltage, than in the southern 
part where auto-transformers are mainly used. One solution 
would be to use 450 kV at the transmitting end in the north and 
let the voltage gradually drop to 400kV at the receiving end in 
the south. The matter is now being thoroughly studied, and it 
is not out of the question that one day the voltage of the present 
400 kV system will be increased to the 450-500 kV level, at least 
in some parts of the system. 

At the same time we are also investigating a new system with 
a considerably higher voltage. We have found that a voltage of 
about 650kV is probably the highest we may consider. We are 
investigating a 650kV line using four bundled conductors. Such 
a line will have a transmission capacity of about 2000 MW with 
series-capacitor compensation. With the four 380kV lines 
running from the north to the south which will be in service in 
1960, two or three 650kV lines would be sufficient for all power 
transmission in Sweden in the future. 

Another possibility would be to use e.h.v. direct current. 
Development work is proceeding in order to provide ionic valves 
for a higher voltage and a larger capacity than the valves used in 
the Gotland transmission, and the prospects seem favourable. 
We are now making calculations on a d.c. system for +400kV. 
Such a line would have about the same transmission capacity as 
the 650kV a.c. line, or nearly 2000MW. It is, at present, 
impossible to provide any figures for comparison. Figs. 9 and 10 
give a comparison of the towers for 650kV a.c. and +400kV d.c. 
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Fig. 10.—Tower for +400kV d.c. system. 


The a.c. and d.c. transmissions each have their own specia 
advantages, and a final solution will require considerabk 
economic and technical comparisons. 

I am not quite sure that we really need a new super-supe! 
system. Our potential hydro-electric resources in the northerr 
part of the country have been recalculated, and the figure i 
about twice as high as when we decided on the voltage of 380kV 
On the other hand, the transmitting capacity of a 380kV lin 
has been increased by using series capacitors. Furthermore, th 
load is increasing in the northern districts, and in 10-20 years 
time nuclear power plants may take care of some load in th 
southern regions. Anyhow, if and when we need a new trans 
mission system with a considerably higher transmission capacity 
I am sure that our transmission specialists will be glad to embarl 
on the new problems involved in such a development. 
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SUMMARY 

i The paper explains some of the problems arising when a traction 
inotor is fed from an a.c. supply through a single-phase rectifier. 
the output voltage of the rectifier contains an a.c. component (ripple 
3)'Oltage) of twice the line frequency. It is shown how the ripple 
‘oltage depends on the commutating reactance of the rectifier circuit 
yor various load conditions. The effect of the a.c. component (ripple 
}urrent) in the motor current and the effect of the degree of smoothing 
giecessary to reduce this ripple current on the commutation and com- 
snutator-bar voltage of the motor and on the waveform of the line 
yurrent are examined. Methods whereby these effects may be reduced 
§0 a permissible value are investigated, and the influence of such 
Gnodifications on the commutation and transient stability—short- 
circuits and interruptions—are analysed. Oscillographic and other 
gests carried out on a few traction motors modified in different ways 
@\ire shown to confirm the theory developed. In the case of a machine 
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0? = Angle of overlap. 
k = Transformer ratio. 
k, = Transformer ratio at rated output. 
V,, = Primary supply voltage (r.m.s.). 
V = Transformer output voltage at no load per anode 
(r.m.S.). 
V, = Value of V at transformer ratio k,. 
Vz = Direct voltage. 
Vz, = Value of V, for rated output. 
V,, = Short-circuit voltage (r.m.s.). 
AV, = Voltage drop due to commutation. 
AVp = Voltage drop due to resistance. 
Vio9 = Peak 100c/s ripple voltage at the terminals of the 
rectifier. 
& Vioom = Peak 100c/s ripple voltage at the terminals of the motor. 
V,, = E.M.F. of motor. 
I, = Rated primary transformer current (r.m.s.). 
I = Motor current. 
I, = Rated motor current. 
I, = Current in field winding. 
i, = Short-circuit current during commutation of rectifier. 
Tio9 = Peak 100c/s ripple component in motor current. 
P = Tool. 
T,oo¢ = Peak 100c/s current in field winding. 
X, = Commutating reactance. 
L. = X,/w = Commutating inductance. 
X,, = Percentage commutating reactance. 
X,, = Reactance of contact wire. 
X;, = Percentage reactance of contact wire. 
XL = Total inductance in d.c. circuit. 
X, = 100c/s reactance of main field winding. 
Ly = 100c/s inductance of main field winding. 
R, = Resistance of transformer primary winding. 
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R, = Resistance of transformer secondary winding per anode. 
R, = Resistance of contact wire. 
@ = Magnetic fiux of motor. 
p = Number of pairs of poles. 
f, = Armature frequency. 
N,. = Number of commutator bars. 
B = Ratio of pole arc to pole pitch. 
N, = Number of armature turns per circuit. 
N, = Numbers of compole turns. 
a = N,IN,. 
Ny, = Number of field turns. 
R, = Resistance of main field winding. 
R, = Percentage resistance of main field winding. 
R, = Resistance of diverter to main field winding. 
x = Compole divert, °%. 
y = Compole boost, %. 


(1) INTRODUCTION 
Among the schemes which are considered for railway traction 
from single-phase alternating current, the rectifier scheme comes 
nearest to d.c. traction. Output voltage and current from the 
rectifier consist of a useful d.c. component which produces the 
motor torque and an a.c. component in which the fundamental 
frequency of twice the line frequency is predominant. The a.c. 
component is rather troublesome, but is unavoidable because of 

the peculiarity of single-phase rectification. 
The output voltage of a single-phase rectifier is in principle a 
commutated sine wave, as shown in Fig. 1. During the period 


/ 2Y 


i at. 
06 7 on 


Fig. 1.—Waveform of rectified transformer output voltage V. 


of overlap from wt = 0 to 8, both anodes are conductive and 
the output voltage is zero. 

In the principal connection diagram of Fig. 2, the current J is 
assumed to flow from anode 1 to the cathode. When the 
transformer voltage is reversed, anode 2 also becomes conductive 


TOUTT OVO SU UU UUNUUOD 


Cathode 


Fig. 2.—Supply transformer—rectifier—traction-motor circuit. 
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and the transformer is short-circuited. The short-circuit current 
opposes the current from anode 1 to the cathode and transfers 
it gradually to anode 2. 

The transformer output voltage (r.m.s., at no load) per anode 
is V. If we assume the transformer ratio k to be unity the supply 
voltage is 2V. The secondary current J flows in half the secondary 
winding only, and the primary current is therefore Ip. 

Figs. 3A and 3B show two typical oscillograms taken on the 


Alternator current = 470 ne 


Alternator voltage = 770 volts/crn 


Fig. 34.—Oscillogram of primary voltage and current supplied to 
transformer. 
Two choke coils in series. 


Motor at 420 volts 152. amp. Divert, 62%. 


Anode current= 141 amp/cm 


~ Unsmoothed output voltage = 770 volts/cm 


Fig. 38.—Oscillogram of anode current and output voltage of rectifier. 


Motor at 420 volts 152amp. Two choke coils in series. Divert, 62%. 


test arrangement. The lower curve of Fig. 3A is the output 
voltage of the alternator which feeds into the primary winding 
of the transformer. During the period of commutation the 
alternator, which is short-circuited through the transformer, has 
zero voltage. If the negative half-waves are reversed the rectifier 
output voltage is obtained, which is the lower curve of Fig. 3B. 
The top curve in Fig. 38 represents the current per anode. 


(2) RECTIFIER AND SUPPLY TRANSFORMER 


(2.1) Commutating Reactance 


The commutation in the rectifier is a repetitive transient during 
which the secondary winding is short-circuited. The com- 
mutating reactance is identical with the total leakage reactance 
of the transformer and can be measured by making a short- 
circuit test as indicated in Fig. 4. The voltage V,, has to be 


ven 


5 
Fig. 4.—Connection for short-circuit test of transformer. 


applied to the total secondary winding to drive the current J in 
both windings. The commutating reactance is then 


7 Va 
a at ee a) 
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It is usual to express the total leakage of the transformer as 
percentage of the rated load impedance of the primary sid 
The primary winding does not undergo any change througho: 
the cycle, whereas the secondary winding changes from shor 
circuit between phases to single-phase load. The transform 
ratio, k, in Fig. 5, is k, for the rated output. Tractive effo 


I 
Pp 
steal 
Rs Rs ky | 


2V; at no load 
Fig. 5.—Schematic of transformer for rated output. 


(current) and speed (voltage) are specified for the rated outpu 
These values are obtained with the transformer ratio k,. Th 
normal supply voltage from the contact wire to the primar 
winding is V,,, and the rated primary current is Eee 

The commutating reactance X,, referred to the secondar 
side of the transformer, can be expressed as Y;% of the loa 
impedance: 


bared ine, oi | 
Xo 100 ie ee - + . oe 


Substituting for V, the no-load transformer output voltag 
per anode at the transformer ratio k, for the rated output, 


V, = 2V4." 


and for the rated primary current /,, substituting the rate 
secondary anode current /,, 


db 
Ls a. oe . . . - . . . (4 
the total leakage or commutating reactance is 
Kaen Va 
9 Se 
27 100% al « 


Eqn. (5) is applicable to any kind of transformer arrangemen 
with voltage regulation by tappings on the primary or secondar 
side. X, is the commutating or leakage reactance defined by th 
short-circuit test of Fig. 4 for the transformer connection unde 
consideration. V, is the secondary no-load voltage per anod 
for the transformer ratio k, which corresponds to the rate 
output, and J, is the rated motor current. The commutatin: 
reactance, which varies greatly for different tappings, is expresset 
in eqn. (5) as a percentage X; of the same impedance 4V,/J 
which according to eqns. (2), (3), and (4) is identical to th 
primary load impedance for the rated output referred to th 
secondary side. The commutating or leakage reactance X, an 
the percentage leakage reactance X; are, in general, different fo 
every tapping. 

The reactance X,, of the contact wire has to be includec 
V, is then the rated voltage kept constant at the substation. 

X,, can be expressed in the same way as a percentage X/, c 
the rated load impedance and referred to the secondary side a 
follows: 


Nae | 
Xy = P 0a) ont Pe 
vi 100) aan - 


X%, in eqns. (2) and (5) therefore has to be replaced by th 
sum of the percentage leakage reactance of the transformer an 
the percentage reactance of the contact wire. 


(2.2) Angle of Overlap 


_ The voltage which drives the short-circuit current 7, during 
\ithe period of commutation is 2V4/2 sin wt. Vis the secondary 
nno-load voltage per anode. The inductance in the circuit is 


Therefore 


The commutating period is finished when i, has increased to /. 
| This means 


wot=0 
ee sin wt dwt = XI 


or=0 


ing -wWEa ee ee 


jand substituting for X.. from eqn. (5) 


nee a 
= F i 
Gre * 100 * WIV, ie 
{For the rated output V = V, and I = I, 
we) 1 X, 
sin; = VG x 8 (7b) 


or instance, for 10% reactance, X; = 10, 


sin 


7] | 70- 
VG; 


(2.3) Voltage Drop Due to Commutation 
| The shaded area in Fig. 1 represents the loss in volt-seconds 
Yper anode during the time of half a cycle, i.e. 1/2fsec. 
| The loss in volt-seconds in the whole secondary winding during 
half a cycle is 


) 066 and) 31 


Xa 
je — c ii 
cf 2nf 
hand per anode it is 
Tale na I 
Jomarer: 


} The voltage drop AV, per anode is obtained by dividing the 
loss in volt-seconds by the time 1/2/ of half a cycle: 
xX i 


AV,=SxXa ee ee es @ 


} ‘If X. is replaced by X; from eqn. (5) 


Vie (8a) 


It has to be mentioned that perfect smoothing of the direct 
icurrent has been assumed. Only in this case is the maximum 
| value identical with the r.m.s. value J. 

For 10% total reactance, X; = 10, and rated current / = /, 


AV sO 
V. 100 


r 


« ope 6°36: 
TT 


(2.4) Voltage Drop due to Resistance 


R, = Resistance of the primary winding (see Fig. 5). 
R, = Resistance of the secondary winding per anode (see 
Fig. 5). 


MANDL: SINGLE-PHASE 50c/s A.C. TRACTION USING A RECTIFIER 341 


R,, = Resistance of the contact wire. 
AV p= Voltage drop due to resistance. 


ee FR) . Sean 


(2.5) Direct Voltage calculated from Transformer Output Voltage 
V at No Load per Anode 


Besides the voltage drop due to commutation feqn. (8)] and 


. due to resistance [eqn. (9)] there is a voltage drop in the arc of 


the rectifier of approximately 20 volts, which is constant. 
The direct output voltage of the rectifier is therefore 
Dax 2. 


= Vee c 
le Boe 


R,+R 

7a! Ww LR 
- Ake ) =a 
(10) 


The direct supply voltage to the motor terminals is smaller by 
the voltage drop in the resistance of the smoothing choke coil. 
An approximation to the direct output voltage of the rectifier is 


Z 6 
Vg = VaA/2= cos" 
7 


5 (11) 


which considers only the first two terms of eqn. (10) and neglects 
the voltage drop in the resistance and in the arc. 


(2.6) Alternating Voltage Component of Twice the Line Frequency 
in the Rectifier Output Voltage 


The fundamental frequency of the unsmoothed output voltage 
of the rectifier, as shown in Fig. 1, is twice the line frequency— 
in this case 100c/s—and the peak value can be calculated by 
Fourier analysis. 

The ratio of the peak voltage, Vig9, of the 100c/s component 
to the no-load maximum, V1/2, of the transformer output voltage 
per anode is plotted in Fig. 6, against the angle of overlap 0. 

The 100c/s ripple can now be calculated for a few important 
cases. 


Vioo/ W2 


0 20 40 60 80 100 120 140 160 180 
0, deg 


Fig. 6.—Ratio of peak value, Vio0, of 100c/s ripple voltage to peak 
value, V1/2, of no-load transformer output voltage per anode 
plotted against angle of overlap 0. 


(2.6.1) Rated Output V = Vr and J = Ir. 

The angle of overlap follows from eqn. (7) for different values 
of percentage reactance X;. With the help of Fig. 6 and eqn. (11) 
the ratio Vig9/V,, can be calculated. Vj99 is the peak value of 
the 100c/s ripple voltage, and V,, the rated direct voltage. This 
ratio is plotted in Fig. 7 depending on XZ. It rises approximately 
linearly from 75% for X; = 5 to 90% for X; = 15. The value 
of X; is therefore not very critical for the peak value of the 
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1:0 


= J 
0 10 20 
Ki 
Fig. 7.—Ratio of peak value, Vj00, of 100c/s ripple voltage to direct 
voltage, Vg, at rated output plotted against percentage com- 
mutating reactance X¢. 
V = V, and I = J,. 


100c/s ripple component, and should be chosen to provide 
sufficient limitation of the transformer short-circuit current. 


(2.6.2) Load Current is Constant and Direct Voltage is Variable. 


The ordinates in Fig. 8 are the ratio Vio9/V4,, i.e. the peak 
value Vio) of the 100c/s ripple to the rated direct voltage Vj,, 
and the abscissa is the ratio V,/V4,. Three sets of curves have 
been plotted for three values of X{, namely 5, 10 and 20%, and 
each set for J/J, = 0-5,1-Oand2-0. It must be remembered that 
X{ is not constant in practice, as the output voltage is regulated 
by altering the transformer ratio k. 

Fig. 8 shows that the peak 100c/s ripple voltage is approxi- 
mately proportional to the direct voltage V,,. 


Vioo /Var 


0 
0) O25 0 400:67 0:30: OR ba as 
Va/Var 
Fig. 8.—Ratio of peak value, Vi090, of ripple voltage to rated direct 
voltage Var, plotted against the ratio of direct voltage Vz to rated 
direct voltage Vz, for percentage commutating reactances X/%, = 5, 


10 and 20% and for direct currents of 0:5, 1-0 and 2 times the 
rated direct current J/,. 


(2.6.3) No-Load Voltage V is Constant and Current J varies from 
Zero to 1:5/,. 

In Fig. 9 the ratio Vigg/V,4/2 is plotted, i.e. the ratio of the 
peak 100c/s ripple voltage to the peak rated transformer output 
voltage per anode, for two values of V =0-S5V, and 107), 
against J/I, for X¥;= 10%. The peak 100c/s ripple voltage 
rises slowly with the current, e.g. for V = V, from I = 0:51, to 
I = 1-5/, it rises from 45-5 to 51-5% respectively. 


For 10% total reactance the peak 100c/s component of the 
unsmoothed output voltage of the rectifier is, at the rated output, 
84% of the direct voltage, and is not sensitive to a change of 
X¢, (see Fig. 7). If at a constant current the direct voltage is 
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Fig. 9.—Ratio of peak value, Vio0, of ripple voltage to peak value 
V,./2, of rated no-load transformer output voltage per anod 
plotted against the ratio of the direct current J to rated direc 
current J, for percentage commutating reactance XZ = 10%. 


reduced, the peak ripple voltage falls approximately in proportio: 
(see Fig. 8). If the supply voltage is constant and the curren 
varies, the peak ripple voltage changes much more slowly thai 
the current owing to the ripple voltage which still exists at zer 
current (see Fig. 9). 


(3) EFFECT OF THE 100c/s RIPPLE ON THE MOTOR 


The 100c/s ripple component in the rectifier output voltag 
drives an alternating current which is limited by the total induc 
tance of the d.c. circuit. For X; = 10% commuitating reactance 
and rated load, the peak 100c/s current is approximately 


100 27 5G 100 Das 


(12 


where V,, is the direct voltage; the factor 0-84 is obtained fron 
Section 2.6.1 and Fig. 7; XZ is the total inductance in the d.c 
circuit. 

Without special precautions this current would flow throug 
the main field winding. The oscillating main-field produces < 
short-circuit current in the armature coils which undergo com 
mutation. On a single-phase commutator traction motor ths 
brush spans two commutator bars or slightly more, the trans 
former voltage is kept below 3 volts per commutator bar anc 
the quadrature component of the compole field is speciall 
arranged to compensate the transformer voltage. On the d.c 
traction motor the peak commutator bar voltage at no loac 
under the centre of the main pole is of the order of 20 volts 
The r.m.s. voltage is therefore 14 volts, and is produced by th 
full flux at the armature frequency of, perhaps, 50c/s. The brus! 
spans between three and four commutator bars. The heel-to-to 
transformer voltage produced by the full main pole flux at 100c/: 
would therefore be 


100 
Pl Seal x fue 112 volts (r.m.s.) 


If the uncompensated transformer voltage is 1 volt per com 
mutator bar or 4 volts per brush—which is already very high— 
the peak a.c. flux must be limited to 4/112 (= 3-6%) of the d.c 
flux. Tests on the experimental motor with similar constant 
have shown that a main flux ripple of even 2:25°% peak has « 
bad effect on commutation. It is therefore necessary to kee} 
the main flux steady and to prevent practically any oscillation 
Another requirement is that the compole flux should follovy 
reasonably well the oscillation of the motor current. 


There are two ways of stabilizing the main flux—either by 
means of a damper winding or by a resistive diverter to the main 
field winding. The solid yoke of the motor forms such a damper 
winding, which suffers, however, from a large leakage to the 
main pole winding, so that a resistive diverter to the main field 
| winding is necessary. A shunt for 15° direct current, i.e. with 
five to six times the resistance of the field winding, is sufficient 
to by-pass about 75% of the 100c/s alternating current. This 
follows from the fact that already the 100c/s reactance of the 
j leakage field of the main field winding which misses the solid 


| yoke is 20-30 times greater than the resistance (see Section 5.1). ° 


The 100c/s reactance of the main field winding is virtually 
short-circuited in this way, and the inductance of the motor is 
| in the armature and compole winding only. 


(3.1) Inductance of Armature and Compole Winding 


The armature inductance is produced to a very great extent by 
) the cross flux under the main poles and by the leakage flux in the 
‘Y slots and round the end windings. The leakage between armature 
and compole is very great—of the order of 90%—so that the 
*# common field which traverses the air-gap is small. The induc- 
“i tance of the compole winding is therefore mainly due to its 
leakage field. The result is that the armature voltage and com- 
»# pole voltage are additive if an alternating voltage is applied to 
both in series, although they are wound in opposition. In 
/ general, it can be stated that the compole voltage is about 
4 25-50% of the armature voltage. 

| The question now arises as to the effect of a 100c/s ripple 
% voltage on the motor. Without a smoothing choke a ripple 
“~ voltage having a peak value of about 84°% of the direct voltage 
9 (for X; = 10 and at the rated output) appears at the terminals 
) of the motor. As a first approximation it can be assumed that 
i) this voltage has to be balanced by the cross-flux under the main 
f poles. If the main pole has a uniform air-gap the current in 
| the armature winding produces the flux density shown in Fig. 10 
h on the straight line DOE. The flux interlinked with each 
armature coil follows the parabola ABC. This is also the 
| distribution of the alternating voltage on the commutator under 
| the main pole. 

Two time instants are considered as follows: 

_ (a) The instantaneous ripple voltage is at its maximum.—The 
i! alternating current and the a.c. cross-flux are zero. Approxi- 
f mately two-thirds of the ripple voltage have to be balanced by 
( the parabolic voltage distribution under the main pole, the 
_ remainder being dropped on the compole winding. The average 
voltage between commutator bars is 


2/3 Vioom 
N./2p X B 


where Vj09,. = Peak 100c/s ripple voltage on the terminals of 
the motor. 
N./2p = Number of commutator bars per pole. 
B = Ratio of pole arc to pole pitch. 


The maximum value under the centre of the main pole is 1-5 times 
higher and is 


V, 00m 
N.|2p x B 


This parabolic voltage distribution has to be added to the 
direct voltage produced by the steady main flux and the direct 
armature current. 

The air-gap is usually graded and the maximum value of the 
alternating-voltage distribution under the main pole is more than 
1-5 times the average value. The peak 100c/s ripple voltage on 
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the motor terminals without smoothing choke is of the order of 
84% of the direct voltage. The no-load component of the com- 
mutator-bar voltage is therefore almost doubled by the a.c. 
component. 


(b) The instantaneous ripple voltage is zero.—The alternating 
current and the a.c. flux have peak values. 

The no-load component of the commutator bar voltage 
consists of the d.c. component only. The armature reaction is 
increased by the peak value of the ripple current (straight line 
DOE, in Fig. 10). 


D 


Fig. 10.—Voltage distribution in armature winding owing to ripple 
current. 


ABC: Ripple voltage has peak value, ripple current is zero. 
D-O-E: Ripple voltage is zero, ripple current has peak value. 


Without smoothing, the peak value of the ripple current bears 
a similar relation to the rated direct current as the peak value of 
the ripple voltage does to the direct voltage. This means that 
the load component of the commutator bar voltage is nearly 
doubled. 

Saturation in the armature teeth and in the pole shoes com- 
plicates the picture considerably, but in general it can be stated 
that, without smoothing, the no-load and the load component of 
the commutator-bar voltage are doubled, but not simultaneously. 

Tt is inadvisable to design the motor with a high armature- 
circuit inductance in order to reduce the ripple current and to 
save on smoothing inductance. The inductance of the motor 
could be increased by reducing the main pole air-gap and by 
increasing the number of armature conductors. This results in 
an unusually small ratio of field to armature turns and in high 
stray energy losses in the pole shoe. 

The additional no-load component of the commutator-bar 
voltage at the instant (a) and the additional load component at 
the instant (b) remain nearly the same unless the number of 
commutator bars has been increased. The only gain would be 
a reduction in ripple current. 

It can be stated quite generally that it is wrong to prejudice the 
design of the motor in this way. The required limitation of the 
ripple current should be obtained by a smoothing choke of 
sufficient inductance. 

For 10° total commutating reactance the peak ripple voltage 
is, at the rated output, approximately 84% of the direct voltage. 
If, for instance, the ripple voltage is 24% at the motor terminals, 
the smoothing choke has to be designed for a 100c/s r.m.s. of 
60/4/2% (= 42°4%) of the direct voltage and for the rated direct 
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current. The volt-ampere rating of the smoothing choke will 
then be approximately one-half of the rated d.c. output. This 
is considerable, and it can be understood that there is a tendency 
to limit the smoothing to the really necessary degree and to allow 
the ripple current to have the maximum value consistent with 
good performance. 


(4) TESTS 


The tests were carried out with a motor whose rated con- 
tinuous input is 600 volts at 120amp. The field winding is so 
arranged that full field (1 050r.p.m.) is obtained with a resistive 
divert of 15% current, and weak field (1 820r.p.m.) with a 
resistive divert of 67%. Two different motors of this type were 
tested. Both have fully laminated compoles and a solid yoke. 
However, one motor has, parallel to the solid yoke, a laminated 
ring of small radial depth which carries the 100c/s component of 
the compole flux. 

Two smoothing chokes were available which made it possible 
to increase the inductance of the d.c. circuit to twice and four 
times the motor inductance. A large number of oscillograms 
and many ballistic flux measurements were taken. 


(4.1) 100c/s Ripple in Main Flux, Motor Current and 
Compole Flux 
A few typical oscillograms for 15°% divert and two choke coils 
in series are reproduced in Figs. 11 at the continuous rating input 
of 600 volts 120amp. 
The peak main flux ripple is calculated from the ripple voltage 


e = 860/volts¥em 


\ | \ | eae in m 


Fig. 114.—Oscillogram of primary voltage and current supplied 
to transformer. 


Motor field shunted 15 °%. 
Two choke coils in series. 
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measured with a search coil round the main pole tips. For fu f 
field (15° divert) and no choke coil, one and two choke coil# 
in series, the peak values are 2:25, 1-43 and 0-78% of the d.g 
flux, respectively. The main field is therefore sufficiently steady 
with 15° divert and with one or two choke coils in series. 

The peak ripples in the motor current for the three cases ol 
smoothing are 88, 44 and 22% respectively. ; 

The peak ripple of the compole flux was measured on a 
search coil round the compole tips, and could be checked fro 
the r.m.s. voltage measured on the compole winding. On the: 
motor with laminated yoke ring, the 100c/s oscillation of the 
compole fiux corresponds exactly to the oscillation of the motor 
current. This is so even in the extreme case without smoothin g 
choke and 88% peak ripple. On the motor without laminated) 
yoke ring the 100c/s peak compole flux corresponds approxi | 
mately to only half the peak ripple current. 


(4.2) Commutation 


The most important test was the observation of the commuta- 
tion. This was done visually, using a commutation chart which 
assigns eight different numbers to the various degrees of sparking.. 
However, this is not an exact measurement. An attempt was 
therefore made to observe the commutation on a cathode-ray 
oscillograph by filtering out the low-frequency components of 
the voltage between positive and negative brushes and to measure 
the high-frequency components which are produced when the 
brushes spark. The filter circuit has, from a frequency of 10kc/s 
upwards, a rapidly falling impedance. In order to gain more 
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Motor voltage = 766 volts/em 
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Fig. 118.—Oscillogram of choke-coil voltage, motor voltage and 
motor current. 


Motor field shunted 15%. 
Two choke coils in series. 
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Fig. 11c.—Oscillogram of main field voltage and current, and compole voltage and current. 


Motor field shunted 15%. 
Two choke coils in series. 


confidence in the use of the cathode-ray oscillograph for com- 
mutation tests, a point of the black-band curve taken with an 
j ordinary d.c. supply was checked on the cathode-ray oscillograph 
Pat 600 volts 120amp (full field and weak field). The compole 
| excitation was boosted and diverted up to 25amp in steps of 
Samp and the commutation number of the visual observation 
and the voltage on the cathode-ray oscillograph were recorded. 
They are plotted against compole excitation in Fig. 12. The 
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Fig. 12.—Black-band test on motor at weak field (a) and full field (4) 
with direct-voltage supply of 600 volts 120amp. 
Compole excitation boosted and diverted by 5, 10, 15, 20 and 25amp. 


a Visual observation of commutation and voltage on cathode-ray oscillograph recorded 
7 simultaneously. 


Yagreement between both series of observations is remarkably 
Ggood. 
7 The black-band curve cannot be taken with supply from the 
‘rectifier because a resistive divert or a booster parallel to the 
icompole winding diverts, to a great extent, the 100c/s ripple 
‘current. The correct method would be to use an inductive 
‘divert or boost so adjusted that the ratio of the peak ripple to 
ithe d.c. component remained the same. This is obviously very 


Sresults which are consistent throughout and give much more 
, discrimination than the visual observations, which, however, they 
better than the motor with solid yoke, particularly at weak field 
* (high speed) and at a low degree of smoothing (one choke in 
iiseries, 44°% current ripple). The motor with laminated yoke 
4) ring makes it possible to provide less smoothing, which not only 
ireduces the size, weight and price of the smoothing apparatus 
‘but has advantages in other respects. 

A typical set of readings on the cathode-ray oscillograph of 
‘the output voltage from the high-pass filter for the motor at 
4 weak field, with and without a laminated yoke ring (for the latter 
motor the figures are in brackets) is given in Table 1. 
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Table 1 


COMMUTATOR VOLTAGE MEASURED BY 
OSCILLOGRAPH 


CATHODE-RAY 


Motor terminal voltage 


Choke coils 


in series 400 volts 


500 volts 600 volts 


Brush sparking voltage. 


volts 
“05 (0-99) 
af 
a, 


volts 
65 (1:59) 
9 (4:2) 
6 (11-4) 


ile 
OX 
5 


The laminated yoke ring is a complication which will be 
avoided whenever possible. The following consideration will 
help to decide this question. For a motor current J and a peak 
ripple current Jjg9 the extreme values are I + J,g9 and I — Igo. 
For the motor without laminated yoke ring the compole field 
corresponds to a current of approximately J+ Iyo9/2 and 
I — Iyoo/2. It should therefore be possible during the black- 
band test: 


(a) To divert the compole winding at the point J + J1o9 until the 
resultant ampere-turns of compole and armature correspond to a 
current of J + Jjo9/2 for the motor without divert on the compole 
winding. 

(6) To boost the compole winding at the point J — Jjoo until the 
resultant ampere-turns correspond to a current of J — Iyo0/2. 


The speed in (a) and (5) should correspond to the current J 
and not to J + Ijo9 or J — Lyo9. This has to be obtained during 
the test by regulating the supply voltage. 

Both points should either be inside the black-band zone or 
should be obtained without injurious sparking. 

It is shown in Section 5.2 that the divert in (@) is 


ONE ee eae (13) 
20 Ih sje 
and the boost in case (b) is 
=| 
y = 100 x =— xp - USERID) 


« is the ratio of compole to armature turns and p = J,qo/J. 


Table 2 


BoosT AND DIVERT REQUIRED ON D.C. BLACK-BAND CURVE FOR 
SATISFACTORY COMMUTATION OF MOTOR WITH UNLAMINATED 
FRAME 


Divert 
2 


Table 2 shows the black-band requirements for « = 1:4 and 
a series of values of p. 

The black-band curve at constant speed, corresponding to the 
current J for 44 and 22% ripple current—assuming it is sym- 
metrical for boosting and diverting—must pass through the 
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Fig. 13.—Motor with solid yoke. 
Ratio of compole to armature turns Ny/Na=1-4. 


Black-band curve with direct current as required for good commutation for motor 
with 22 and 44% ripple current. 


12 4 eel Cmca 


points marked 44 and 22% in Fig. 13. It is obvious from this 
diagram that the improvement in commutation for the motor 
without laminated yoke ring is very great if, by means of more 
smoothing, the ripple current is reduced from 44 to 22% (two 
choke coils in series instead of one). This is confirmed by the 
commutation tests recorded on the cathode-ray oscillograph (see 
Table 1). The readings in brackets for the motor without 
laminated yoke are nearly three times higher for one choke coil 
in series instead of two. 


(4.3) Losses and Temperature Rise 


Comparative temperature tests with the pulsating supply from 
the rectifier and with normal d.c. supply gave, for 44° current 
ripple, a 7-8 % higher temperature rise on the armature winding. 
The calculated losses of the ripple current—including eddy- 
current losses at 100c/s—are, for the whole armature winding, 
12-5% of the genuine resistive losses of the direct current. The 
ripple current in the compole winding produces a 100c/s stray 
field which can give rise to high eddy-current losses if the con- 
ductors in the coils are arranged in the wrong way. 


(4.4) Distortion of the Alternating Line Current 


The distortion of the alternating line current, i.e. from the 
alternator into the transformer, was studied by taking oscillo- 
grams and also by using a harmonic analyser. It can be 
expected that the alternating current into the transformer and 
rectifier follows approximately the shape of the rectified current. 
The alternating current would have rectangular shape for 
complete smoothing. 

The oscillograms of Figs. 114 and 14(a) and 14(4) give a 
comparison of the alternator current (line current) at 600 volts 
120amp and full field (15% divert) for smoothing with two 
choke coils, one choke coil and without smoothing, respectively. 
It can be clearly seen that the alternating current assumes more 
closely the shape of a sine wave when the smoothing is reduced. 

All harmonics including the ninth were recorded. They are 
reduced to about two-thirds if only one smoothing choke coil is 
used instead of two, and the ripple current is thereby increased 
from 22 to 44%. 

For a constant motor current of 120amp at 600 volts and full 
field (15 % divert) the harmonics in the current from the alternator 
into the transformer are shown in Table 3. 
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lternator current = .38lamp/em 


(a) 
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Pegi = 


81 amp/cm 
(b) 


Fig. 14.—Oscillograms of primary voltage and current supplied tc 
transformer. Motor field shunted 15%. 


(a) One choke coil in series. 
(6) No choke coil in series. 


3 


Table 3 


ANALYSIS OF ALTERNATING-LINE-CURRENT DISTORTION 


R.M.S. harmonic current 


R.MS. | 
current 


Choke coils 
in series 


(4.5) Transient Stability 


The transient stability was tested in two ways—by the interrup 
tion and short-circuit tests. 


(4.5.1) Interruption Test. 


The motor was supplied at 600 volts 120amp, and the a.c 
supply to the transformer was interrupted for about 1sec 
Comparable tests carried out with direct current show that th 
peak currents are the same as in the a.c. tests, the ripple curren 
during the latter tests being included. The transient stability i 
reduced considerably if the main field winding is shunted by : 
resistance. The peak motor currents—including the rippl 
currents—after remake are, at no divert, 15°% and at 67% divert 
160, 350 and 540amp, while the peak main field currents ar 
160, 140 and 45amp. In general, remake is easier for the moto 
with rectifier supply because of the inductance in the a.c. circui 
and the smoothing chokes which retard the rise of the moto 
voltage and current. Fig. 15 shows a typical oscillogram fo 
full field (15% divert) and smoothing with one choke coil. 

If field weakening is used for obtaining high speeds, every cas 
should be examined to find whether field weakening abov 


15% should not be obtained by field tappings or by inductiv 
shunting. 
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Fig. 15.—Oscillogram of interruption test. A.C. supply to transformer 
interrupted. Motor on 600 volts 120amp. 


Motor field shunted 15%. 
One choke coil in series. 


_ (4.5.2) Short-Circuit Tests. 

The traction motors are nearly short-circuited in the event of a 
‘8 backfire in the rectifier. For this reason it is important to 
% examine the transient stability under short-circuit conditions. 
| The motor was supplied before the short-circuit at 600 volts 
120amp. Table 4 shows the results of a few short-circuit 
% oscillograms. 

Table 4 


SHORT-CiRCUIT TESTS 


Initial 
decrease 
of motor 

current 


Peak 
field 
current. 


Peak 
motor 
current 


Motor 
terminal 
voltage 


Main field 
divert 


Smoothing | 
choke 


amp/sec 
x 103 


28°6 
5322 
56°4 
1555 
45-2 


* Limited by flashover. anf 
+ 67% field weakening by tapping on field winding. 


The first three tests are carried out without smoothing chokes. 
| The motor current reverses and reaches a peak of 60amp without 
divert and 256amp with 15° divert. At 67% divert the short- 
| circuit current at 500 volts comes near the flashover limit at a 
, peak motor current of 732amp. With two smoothing chokes in 
* series the motor can be short-circuited at 600 volts without 
. difficulty. Under these conditions the peak motor current is 
| 624amp. The initial decrease of the motor current has been 
retarded to approximately one-quarter. The field current at 67% 
i. divert not only continues to flow in the motoring direction but 
/, even increases and tends to counteract the field-weakening effect 
l of the heavy armature reaction. If field weakening of 67% is 
i obtained by a tapping on the field winding, the peak motor 
} current is only 144amp at 600 volts. 

The short-circuit tests confirm the conclusions drawn from the 
interruption tests for field weakening above 15% for high speeds. 
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(7) APPENDICES 
(7.1) Resistive Divert associated with Main Field Winding 
The e.m.f. of a d.c. motor is given by 


Vi, = 40f,N,10-8 (15) 
where ® = Flux per pole. 
f, = Frequency of armature. 
N, = Number of armature turns per circuit. 
Ves 
SAIN (15a) 


The leakage field of the main field winding is approximately 
0:2. The inductance Ly of the main field winding, with 
current J,and number of turns, N;, owing to the leakage field, is 


V, 108 N 
JE — {oe <alx [0ecam (16) 
tf 4f,° N, 1p 
The 100c/s reactance is 
X= 27 x 100 KL; (17) 
V. 
iS ne . (17a) 


x x 
a Ip NG 
The voltage drop in the resistance R, of the main field winding is 
Rr% Of Vin 


Thus 
X, 10007 | Ny 


nx 
Ry Iq ky N, 


If, for example, f, = 50 (i.e. 1 SO0r.p.m. for a four-pole motor), 


Ry = 2 (2% loss in main field) 
ie 31-4 
Ry 


The 100c/s reactance of the leakage field is then 31-4 times 
greater than the resistance. 

A resistive divert of resistance R, is connected to the field 
winding (see Fig. 16). 

The motor current J has a 100c/s component with peak value 


Tio9. The 100c/s component of the field current is L;o9 ¢- 
Toor = Too Ka 2 
V/[CRa + Ry)? + X7] 
for Xp > Ry + Rp 


Ry 
Loop~ —— X Loo 
Xf 
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Fig. 16.—Resistive divert, Ry, to main field winding (100 cycle reac- 
tance Xf, resistance Ry, direct current J, peak ripple current Jio0, f). 


I = Motor direct current. 
T1090 = Peak ripple current. 


For 15% divert, Ry = 5-67R,; and with Xp = 30Ry, Looe = 19% 
of the 100c/s ripple component of the motor current. This 
means that, for instance, 40% ripple in the motor current is 
reduced to less than 7:6°% in the field current. The ripple 
component of the field current will be smaller because of the 
additional reactance of the 100c/s main flux which has not been 
included in the above calculation. 
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(7.2) Divert and Boost associated with Compole Winding 


(a) For the current J+ Ij99 the compole flux correspond 
approximately to J + J;o9/2 and is therefore too small. Durin 
a d.c. black-band test with the current J + Jjg9 the resultan 
excitation of the compole flux is reduced to I + Ioo/2 by x% 
divert. 

N, = Number of compole turns. 


a = N,/N, = Ratio of compole to armature turns. 
p = [oo/1 = Ratio of peak ripple to d.c. current. 


The ratio of the resultant ampere-turns with and without divert 
has to be (J + Jyoo/2)/U + Ijoo) and therefore 


bes pig) Tioo 
IN, (1 sy) tN ee 


INS nN ~ T+ Too 


6G =I p 

and EG aS x Rear : “fF 

(b) For the current I — I,o9 the compole flux corresponds to 

I — Ijoo/2, and is therefore too great. During a d.c. black-band 

test with current J — J,o9 the resultant excitation of the compole 
flux is increased to J — [yqq/2 by y% boost. 

The ratio of the resultant ampere-turns with and without boost 


y Lio 
ip ile aie — fa Bt 
No(1 a) ee D, 
PR 


Her = 


x 100% 


Therefore 


and y 


5% 100% (14) 


, winding. 
, coefficients applied in the estimate is indicated. 
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DISTORTION OF TURBO-ALTERNATOR ROTOR WINDINGS THROUGH THERMAL 
STRESS 


By D. B. REAY, M.Sc.(Eng.), Member. i 
(The paper was first received 27th September, and in revised form 29th December, 1954.) 


SUMMARY 


The theory of copper shortening in turbo-alternator rotor windings 
is extended to take account of recent research on silver-free and silver- 
bearing coppers. 

The interaction of the turns of a slot stack operating within the 
elastic strength of the material is analysed and the results are applied to 
determine the stress distribution in a large winding of cold-worked 


™ silver-bearing copper under various conditions of practical interest. 


Deformation rates at given temperatures are estimated for such a 
The basis of evaluation of the stack interface friction 


LIST OF PRINCIPAL SYMBOLS 


Strips are numbered 1, 2... m from top of slot. 

a = Cross-sectional area of winding strip, 
in?. 
i, = Half-length of coil side, in. 

6) = Temperature of rotor at routine start- 

ing up, °C. 

@, = Operating temperature of rotor iron, 

Cr 

6. = Operating temperature of turn con- 
sidered @ 

= Temperature strains in turns 1,2... 
m in portions locked relatively to 

rotor body, in/in. 

Hee Peon. 2 Le, = wuesses in strips 1.25. . mm corre- 
sponding to e, €2... é,,, lb/in?. 

. » Um—1,m = Frictional coefficients between slot 
wedge and top turn, turns | and 2, 
and so on. 

#4, = Frictional coefficient between turns in 
general. 

l, 1,...1,, = Distances from end of coil side to 
points where turn 1 ceases to slide 
on slot wedge, turn 2 ceases to slide 
on turn 1, etc., in. 

= Stresses in turn 1 at distances /,, 1, 

.. . ete., from end’ of coil! side, 
Ib/in?. 

= Stresses in turn 2 at distances J), J, 
a eciCwirom sendson colli side: 
and so on, lb/in?. 

axp, = Sum of forces in designated group of 
turns, at a section Jin from end of 
coil side, Ib. 

F,, F,... F,, = Centrifugal forces per unit length of 

individual turns 1, 2... m, lb/in. 

xXF = Sum of centrifugal forces per unit 
length of designated group of turns, 
reckoning from bottom of stack, 
Ib/in. 


€j5 Cg. =. €,, 


Mya H1.2 + 


Pins Pri2- - - ete. 


Pais, P212 - - - ete. 


Written contributions on papers published without being read at meetings are 


invited for consideration with a view to publication. 4 ; 
Mr. Reay is with the Electricity Supply Commission of the Union of South Africa. 


(1) INTRODUCTION 


(1.1) Present Position 


As a result of the trouble experienced through distortion of 
turbo-alternator rotor windings, various modifications in winding 
design have been made since the late 1930’s with the object of 
reducing the temperature rise of the copper, and new conductor 
materials have been introduced to lower the rate of deformation 
under given operating conditions. 10% cold-worked 0:1% 
silver-bearing (c.w.s.b.) copper came into use for rotor windings 
in the early 1940’s, but while it was known to be much superior 
to both tough-pitch* and oxygen-free high-conductivity coppers 
in respect of creep rates and resistance to softening at operating 
temperatures, there was then little information on which to 
determine the limiting conditions of its application. Much 
information has become available in the past few years on the 
properties of silver-free and silver-bearing coppers, and it is the 
object of the paper to extend the theory of winding deformation 
to take account of the new data and predict quantitatively the 
performance of rotor windings of c.w.s.b. copper under specified 
operating conditions. 

The action of copper shortening is slowly cumulative, and the 
test of operating experience takes many years, particularly since 
the continued increase in maximum output capacity is reflected in 
the size of the rotor, to which the amount of winding deformation 
is related. In view of the influence of rotor size on overall 
machine dimensions it is desirable that rotor windings should 
operate at the highest current loading consistent with assurance 
of freedom from insulation trouble and from excessive deforma- 
tion throughout the life of the machine. It is therefore important 
to ascertain whether, for the largest machines contemplated, 
existing standard temperature limits, based on insulation charac- 
teristics, require amendment by reason of their relation to winding 
deformation. 


(1.2) Necessity for Formal Analysis of Stress System in 
Winding Stacks 


As this paper progressed it became clear that a formal analysis 
of the interactions of the turns throughout a slot stack was 
necessary for the elucidation of several specific questions in 
connection with the mechanism of copper deformation. Some 
important published conclusions regarding the basis of stress 
imposition in the stack, and on the relative values of the coefficient 
of friction, j:, at different stack interfaces, appeared to warrant 
critical examination in view of their bearing on the calculation of 
turn stresses. The effects of temperature gradients in the stack 
were of special interest in this connection. 

A method presented itself for an approximate evaluation of u 
at the interfaces of a winding stack by applying the results of the 
analysis to data obtained from windings discarded as a result of 
deformation. 

The results of the analysis and these derived values of jz were 
applied in calculations of stress distribution for the evaluation of 


* Before c.w.s.b. copper was adopted for rotor windings, annealed tough-pitch 
copper was usually employed for this purpose. 


[ 349 ] 


350 


creep deformation rates in a large rotor winding of c.w.s.b. 
copper under specified operating conditions. 


(1.3) Importance of Local Temperatures 


Owing to the marked increase in creep strain rates with 
increasing temperature and stress even within the range of 
operating practice, local high temperatures are even more 
significant than was indicated by the original theory of copper 
shortening. The measurement of overall average temperature 
rise leaves the hottest-turn temperatures a matter for estimation: 
the possibility of zone-temperature measurement, at any rate on 
prototype machines, is therefore suggested for the consideration 
of manufacturers. 


(1.4) Purpose of Historical Review 


A brief review of the history of rotor-winding distortion is 
included because the apparent nature of the problem has 
changed greatly since the original theory was formulated, and 
some linking up of its successive phases seems desirable at 
this stage. 


(2) HISTORICAL REVIEW 


(2.1) Basic Theory of Deformation 


The basic theory of rotor winding deformation is well known, 
and here it will be dealt with only briefly. During the warming- 
up period the winding tends to expand relatively to the rotor 
body, since the winding is hotter than the rotor body and also 
has a higher expansion coefficient. The machine being on speed, 
the expansion of the slot turns is resisted by frictional restraint 
due to centrifugal pressure between the turns of the winding 
stack and between the top turn and the slot wedge. 

The frictional forces acting on the end portions of the strips 
may, depending on the length, diameter and speed of the rotor, 
be sufficient entirely to prevent the expansion of the mid-length 
sections relative to the rotor body. If then the temperature 
strain in these locked mid-length sections is beyond the elastic 
limit of the copper, super-elastic deformation will occur. 

When the machine is shut down and cools, the turns assume a 
new free length slightly less than their original length, frictional 
restraint being absent. The process is repeated at each operating 
cycle, and the cumulative shortening of the slot strips may be 
sufficient in the course of years to cause damage through dis- 
tortion of the end turns. 

Failures through rotor-winding distortion became widespread 
with more frequent two-shift operation in the 1930’s, and with 
increasing unit capacities at 3 000 (or 3 600) r.p.m. 

Some of the earliest recorded cases of rotor-winding distortion 
occurred in the Union of South Africa,* where early in 1936 the 
theory outlined above was there put forward for consideration 
by the manufacturers. It had been observed that distortion was 
most marked in the lower turns of the slot stacks, and it was 
suggested that this was due to the temperature being highest in 
that region. Later in the year the above theory of frictional 
restraint, arrived at independently in the United States, was out- 
lined in a paper by Laffoon and Rose.! 


(2.2) Early Measures for the Avoidance of Deformation 


During the following years various measures for overcoming 
the trouble were tried, namely: 


(a) Rigid packing of the corners of the end turns to resist 
shortening of the slot strips. 


* On the Rand Undertaking of the Electricity Supply Commission of the Union of 
South Africa 26 complete rotor rewinds have been carried out on 20000kW and 
33 900kW, 3 000r.p.m. units, following failure through distortion. This represents 
a direct expenditure, at present costs, of about £150000. In addition, a number of 
parue! rewinds and minor repairs had previously been effected; other rewinds are 
pending. 
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(b) Pre-cooling of the rotor at normal speed with the object 
of removing the compressive strain in the slot windings before 
shutting down. ’ 

(c) Pre-heating at low speed, as part of the starting-up routine, 
to bring about unresisted expansion of the copper. 

(d) The use of hard copper windings. 


(2.2.1) Rigid Packing of End Turns. 

In the author’s experience so-called rigid packing G.e. con- 
tinuous packing round the corners of the coils) has not been 
effective in preventing deformation. The large number of strips 
comprising a winding can exert a very large aggregate compressive 
force relative to the crushing strength of available insulating 
materials, and packing systems designed for rigidity have been 
found to undergo severe crushing and disintegration, as predicted 
by Laffoon and Rose, who also considered that continuous 
packing would impede ventilation. There appears to be no 
general agreement on the effectiveness or otherwise of continu- 
ous packing; some designs employ little or no packing within 
several inches of the corners of the coils, while other assemblies 
are fully packed. 


(2.2.2) Pre-Cooling. 

Pre-cooling was soon abandoned because the temperature 
reduction obtained was very small, as must be the case with 
windings cooled only by conduction to the rotor iron; while the 
procedure was objectionable in regard to the operation of the 
turbine. 


(2.2.3) Pre-Heating. 

Pre-heating was tried in South Africa over a number of years, 
and the results showed that, as there practised, it had no worth- 
while effect in reducing distortion. The conditions of its applica- 
tion were not ideal, since the pre-heating current had to be 
limited to avoid overheating of the solidly-coupled generator 
transformers at low frequencies; while at higher speeds it was 
necessary to guard against excessive voltage. On the other 
hand, pre-heating has been reported in the United States to have 
arrested the progress of deformation in several windings which 
had distorted under normal operating routine.?>3 

In 1945 and 1946 applications of pre-heating in Great Britain 
were described by R. H. Coates and B. C. Pyle in important 
contributions to the study of rotor-winding deformation.*:5 It 
then appeared that, in the absence of the limitations referred to 
above, pre-heating would have an important place, at any rate 
as an interim measure, in operating routine. However, it appears 
that pre-heating has not been adopted in Great Britain on any 
considerable scale or as a formal requirement of the operating 
authority, the view being that it is of doubtful advantage— 
bearing in mind the inconvenience of the procedure. 


(2.2.4) Use of Partly-Hardened Copper. 


The use of partly-hardened copper for rotor windings was 
suggested by Laffoon and Rose in 1936,! and was recommended 
by Juhlin in 1939.6 In the state of knowledge at that time on 
the properties of copper the proposal appeared sound, and was 
adopted in a number of cases. It took no account of creep 
strain, however, which, at operating temperatures, in combination 
with the stresses resulting therefrom, was later found to be very 
marked in ordinary copper. Creep rates are lower in cold- 
worked than in soft copper, but at operating temperatures 
softening of ordinary copper of a hardness corresponding to an 
effective level of creep resistance is so rapid as to nullify this 
apparent advantage.7 

In slot stacks of severely deformed windings recently discarded, 
the author made numerous hardness measurements as a con- 


“Wivenient indicator of elastic strength and of the occurrence of 
| super-elastic strain. The hardness throughout corresponded to 
ponly about 3% cold work, at which figure appreciable re-softening 
could not have occurred;7 there was, however, no indication that 
the deformation was accompanied by an increase in hardness, 
as would have been the case if the deformation were due in part 
| to super-elastic strain. The stress corresponding to the maxi- 
“mum (i.e. mid-length) value of frictional restraint, calculated on 
“i what appears to be a reasonable value of Lt, was in fact somewhat 
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“/was evidently due to creep strain and not, in any discernible 
“@: degree, to strain beyond the elastic limit. 


(3) LATER DEVELOPMENTS 
(3.1) Graded Windings 


In 1945 the suggestion was put forward from South Africa 
: that rotor windings be graded in thickness so that the current 
‘} density would be lower than normal in those turns which had 
| hitherto been most subject to deformation, and higher in the 
4 undeformed turns near the periphery. Three grades of thickness, 
| with steps of 10%, were proposed. The total amount of heat 

generated for a given current in a winding graded in these steps 
9 is only about 0-7 % greater than in a uniform winding employing 
@ the same amount of copper. Moreover, the additional heat 
' would be generated near the periphery, where it is most readily 
@ dissipated. The proposal was adopted by one manufacturer; 
4 on the other hand Horsley’ considered that the additional heat 
i generated in a graded winding more than offset its possible 


(3.2) Cold-Worked Silver-Bearing Copper 


By about 1945, 10% cold-worked 0-1°% silver-bearing copper 
; had come into fairly wide use for rotor windings of large and 
i medium-size machines. Its properties had not at that time 
© been fully investigated on a quantitative basis, but it was known 
. to be more resistant to softening under temperature than ordinary 
© copper, and also less subject to creep action under stress and 
i temperature. So far as the author is aware, no instances of 
#, winding failure due to copper shortening have occurred with this 
3, material, but there was clearly a need for systematic inquiry 
to determine the range of its suitability for use in rotor windings, 
& especially in very large machines. In 1951 such a survey was 
1 undertaken in Great Britain, covering the properties of silver-free 
| and silver-bearing coppers at various degrees of hardness and 
i over a range of temperature, in respect of retention of hardness, 
1 creep rates at various stress intensities, electrical conductivity, 
yield strength, ultimate tensile strength, etc. 

The relevant data set out in the report on the above investiga- 
tion? have been applied in this paper. 


(3.3) An Amended Theory of Stress in Rotor Windings 


In 1946, in a valuable and suggestive paper, W. D. Horsley 
i put forward an amended theory in regard to the imposition of 
stress in slot windings. He concluded that the strain in the 
windings should be referred to the top turn and not to the rotor 
iron; i.e. that temperature gradient is the criterion of stress, and 
- not temperature difference relative to the rotor body. Horsley 
based his contention on the virtual absence of deformation in 
the top turns of windings in which other turns had undergone 
severe deformation. His view of the interaction of the turns was 
that the friction coefficient between the slot wedge and the top 
turn is comparatively small owing to varnish migration from the 
inter-turn insulation to the top of the stack, with the result that 
» the rotor body exercises little frictional restraint on the stack. 

| In view of its implications, Horsley’s theory is discussed in a 
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“W lower than the elastic strength of the copper. The deformation - 
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later Section, following an analysis of the system of forces in a 
winding stack and the application of the analysis in the derivation 
of from evidence adduced from discarded windings. 

Horsley considered that modern operating requirements could 
safely be met in windings up to the largest contemplated sizes, 
without reducing the standard limit of average temperature rise, 
by the use of c.w.s.b. copper in conjunction with a lowering of 
the temperature gradient achieved by reducing the total amount 
of inter-turn insulation: this being brought about by using a 
smaller number of copper strips, of increased cross-section, as 
compared with previous practice. 


(3.4) Recent Developments in Rotor-Winding Practice 


A number of recent developments are intended to reduce the 
temperature rise and gradient for a given current loading. They 
include direct hydrogen cooling through hollow conductors? or 
through radial ducts formed by registering slots in the strips; 
and the enclosure of groups of turns in copper sheaths to improve 
heat conductivity to the rotor teeth.!° New materials with low 
creep rates have been developed, including an aluminium-base 
iron-manganese alloy. 

It is stated that by reason of the relatively high resistivity of 
the aluminium alloy, the overall frame diameter for a given output 
is greater with rotor windings of this material than with copper: 
in consequence, for the largest units the use of the alloy involves 
the adoption of an armature construction with an outer frame 
in sections for separate shipment to meet railroad limitations.'! 


(4) CONDITIONS OF STRESS ANALYSIS IN SLOT STACK 

The analysis is set out in the Appendix (Section 15). 

For the range of operating conditions of practical interest the 
expansion stresses in the slot strips of rotor windings of 10% 
cold-worked 0-1°% silver-bearing copper are well within the 
elastic strength of the material.7 

In the analysis it is necessary to postulate the directions of the 
temperature gradients across the slot stack. In rotor windings 
of conventional design the indications are that the temperature 
rises from the top turn to some point near the bottom of the 
stack, with a fall from that point to the bottom turn. This is 
the condition considered in case (i) of the analysis. The simple 
case of uniform temperature across the stack is also included 
since this condition may be approached with direct cooling. 

In view of the interest attaching to top-turn elongation some- 
times observed in deformed windings, the relation ,,; < 1.2, 
which is a necessary condition for this action, is assumed in the 
analysis. The adjustment for ~ = constant for all interfaces iS 
obvious. 


(5) EVALUATIONS OF p IN ROTOR WINDINGS 
(5.1) ww.1 and p, for Soft-Copper Windings 


In a stack of m turns, if sliding occurs along the interface of 
turns 9 and 10, for example, up to a distance / from the end, the 
sum of the forces at point / in all the turns below No. 9 is, in the 
absence of end-turn forces, equal to the aggregate friction force 
up to the point / of the interface of turns 9 and 10. 


10 10 


Thus, 9.10! >> a >> P| ° ° . . . (1) 
m m 
10 
adi Pi 
9.10 —- (2) 
IS F 
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If sliding occurs up to point / of the slot-wedge/top-turn 


interface, 


By, = ee a) 


If the stress in a single turn (No. 9, say) at a distance / from the 
end is known, and the upper and the lower faces of the turn 
slide up to point /, then y for this turn is given by 


9 10 
aPo; = Hgol YF — P9.10! ) ae ae 040-9) 


Putting g9 = Mo.19 = /;, Since the values should be virtually 
equal for all except the top few interfaces in any case, 


9 10 
et wl(X Fass F) = pidhgois Xe ual) 
_ si , 
Ly IF, Se I a he et hac wc) 


The analysis of Section 15, applied to the operating conditions 
of the particular case, shows the relations between the starting 
points of sliding of the turn interfaces for given conditions, and 
is valid for those sections of soft-copper windings operating 
within the elastic limit of the material. For example, when 


1 2 
bwi< Piz to the extent that w,, >> F< 2>F and the 
m Wn 


temperature increases down the upper section of the stack, inter- 
turn sliding of the few turns immediately below the top turn is 
shown to take place only over the short end-portions, /,, /;, etc. 
Similarly, if the temperature decreases down the bottom section, 
the bottom turns slide on each other and on the hottest turn 
(and in some cases on one or more turns above it) only at their 
extreme ends. In the intermediate turns inter-turn sliding is 
maintained up to the points where locking relative to the slot 
wedge begins; that is, up to the starting-points of super-elastic 
deformation, if such should occur. 

Strip stresses attained in service can be assessed approximately 
for certain points of windings discarded through deformation, 
provided the deformation is due in part to strain beyond the 
elastic limit, as shown by hardening of the material so affected, 
for the elastic strength of the material has been reached at such 
points. Where sliding is known to occur at these interfaces 
# can be evaluated. Fig. 1 shows deformation and hardness 
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Fig. 1.—Typical hardness and deformation variations in slot strip of 
discarded winding. 


(a) Hardness. 
(6) Area. 
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curves for a slot strip of a discarded 25-turn rotor-winding coil 
of a 40MVA generator. Many of the turns of this winding 
had evidently undergone both creep strain and super-elastic | 
strain. 

It is to be noted that the hardness has a constant value from 
the ends of the strip to points / near mid-length, where the elastic 
limit has been reached, and thereafter rises towards mid-length. 
If the temperature strain is sufficient, the hardness will increase 
right up to mid-length and the limit of sliding will advance to 
that point. However, the increase in hardness is small, as noted | 
by Horsley; it is not proportionate to the added available fric- 
tional restraint with increasing distance from the end of the strip 
(see final paragraph of this Section). Eqns. (1) to (6) cannot 
therefore be applied at points nearer mid-length than the starting- 
points of increased hardness. 

In the top four turns of the stack examined there was no 
indication of any regular increase or decrease in sectional area. 
Thereafter there was increasing deformation by compression in 
successive turns down to turn No. 21, with a slight falling off 
from that point to the bottom turn. No regular increase in 
hardening could be detected in the top seven turns, but from 
turn No. 8 onwards an increase was evident at points varying 
somewhat round the average distance of 5lin from the ends. 
(Theoretically, these points should be progressively nearer the 
ends in the upper turns owing to increases in F, but the casual 
variations in hardness mask the small differences.) The average 
hardness figure up to the points of increase was 48 Rockwell “*F,”’ 
with a corresponding figure of 9 9001b/in? for 0-1°% proof stress. 
Tests showed that the tensile figure did not change significantly 
with small variations from this reference point of 0-1% proof 
stress. It is assumed that the figures for proof stress in com- 
pression would be approximately the same as in tension. 

The strip dimensions are 0:8in x 0-15in, and the radii of 
rotation of the bottom and top strips respectively are 1lin and 
15in. Considering point / = 5lin at the interface of turns 13, 
14, for example (these turns being in the group where sliding 
continues up to the point of super-elastic strain and therefore 
of hardening), the friction force exerted on turn 13 by group 
25-14 is that due to 12 strips at a stress of 9 9001b/in?. For this 


14 
winding >) F = 1 3901b/in. With the above values eqn. (1) or (6) 
25 


gives 13.14 = 0-20. 

Approximately the same result is obtained for the other inter- 
faces in this region where the equation of sliding is known to be 
applicable. 

In the case examined j,, ; can be evaluated only between limits, 
because, in the absence of an indicative change in the condition 
of the top turn, the limit of sliding at the slot-wedge/top-turn 
interface cannot be determined. The assumption that sliding 
occurs up to point / = 5lin also at this interface yields the least 
possible value of ,, for this winding. Taking p,, as 0, and 
the increases in stress in successive strips at point / from turn 
No. 1 to turn No. 8 as being equal, the average stress at point / 
in turns Nos. 1-7 is 4 200lb/in?. The total expansion force 
exerted on the slot wedge by the stack at point / = 5lin is that 
due then to 18 strips at a stress of 9 9001b/in? and 7 strips at an 


1 
average stress of 4 200Ib/in?. }) F = 3 160Ib/in. Applying the 
25 


above values in eqn. (3), the minimum assignable value of 
Hiya = 0-16. 

The result is not much affected by assuming for the top turn 
values of tension or compression consistent with slight deforma- 
tion in that turn, since the consequent adjustment of the forces in 
the top few turns is small in comparison with the aggregate force 
in the turns stressed to the elastic limit. 


| 


Since the data for the above evaluations of /, and w,,; relate 
to the starting-points of increased hardness in the slot strips, 
) the values are those applying at the first onset of super-elastic 
| deformation. At that stage there was no cumulative shortening 
Tt of the windings tending to produce tension in the strips through 
“jp the resistance offered by the end packings to winding contraction. 
~}) Also, it appears from observations during the withdrawal of rotor 
“}) windings that there is no considerable friction between the 
‘} windings and the sides of the slot cell. The derived values are 
} therefore true friction coefficients. 


\ 
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3 the strips by the end packings cause a progressive reduction in 
i) the net available force resisting expansion at given points. This 
“}; reduction can account for the fact that the increase in hardness 
i towards the mid-length points of the strips is small, as shown in 
“y Fig. | and already noted. This result cannot, at the low hardness 
“| figures in question, be ascribed in any considerable degree to 
“ re-softening. 


(5.2) tw.1 and yw, for C.W.S.B. Copper Windings 


In using the results of the previous Section to arrive at safe 
‘@ working values of py, and p,,, for large windings of c.w.s.b. 
“) copper, the following considerations arise: by the nature of rotor- 
‘) winding construction p is likely to vary considerably between 
)) different assemblies; in modern practice very sparing use is made 
»* of varnish as a binder for turn insulation; little account can be 
} taken of the restraint exercised by the end packings on shortening 
i, action, since the acceptable limit of deformation is far less than 
6) that in the case examined; the effect of a given absolute amount 
'. of shortening in countering further deformation is in inverse 
ratio to the length of the rotor, and is also less in windings of 
_¢.W.S.b. copper than in ordinary copper by reason of the higher 
temperature stresses permissible in the former material. 

| The above factors suggest the choice of higher values of p,, ; 
‘l and p, for c.w.s.b. copper windings than those derived in the 
% previous Section. It would seem that 0-25 is a fair working 
i value of py, for large c.w.s.b. copper windings. On the same 
basis it appears that jx, ,; for such windings may be taken as not 
’ less than about 0-20, and may be as high as ps, at 0-25. It is 
4 of interest to consider the differences in stress distribution for the 
y two cases (u,,,; = 0-20, wu, = 0°25 and p,,, = pw, = 0°25) in 
i windings of c.w.s.b. copper, since either condition appears 


; possible. This is done in a later Section. 


( (©) BASIS OF STRESS CALCULATIONS IN ROTOR WINDINGS 
_ In the previous Section it is shown that the observed deforma- 
9 tion in rotor windings, taking into account elongation of the 
| top turn when this occurs, requires that p.,,; should not be much 
2 Jess than pz, In some cases it appears that y,,,; may be equal 
to p,. If the restraint exerted on the winding stack by the slot 
| wedge were in fact small, nearly all the turns operating below the 
average temperature of the stack would tend to lengthen and 
only those turns at above the average temperature would shorten, 
since the system of forces in the stack would be self-balancing 
| (except for the influence of the end packings, which opposes 
shortening) if the restraint exerted by the slot wedge were 
| absent. 
It is to be noted that with ,,,; anywhere near the value 
| indicated by the present investigation, and with temperatures in 
the probable operating range, the mid-length Section of a long 
winding, even of c.w.s.b. copper, is wholly prevented from 
expanding relatively to the rotor body. 
stresses in the mid-length sections must be assessed on the basis 
of their temperature rise relative to the rotor body and not to the 


top-turn temperature. 
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With accumulating deformation, the tensile forces imposed on 


Clearly, then, the | 


353 


To regard the top turn as reference implies that the stresses in 
a winding at uniform temperature are zero no matter how high 
the temperature may be relative to the rotor body. Since it 
appears practicable—with recent developments in direct cooling 
(possibly also with graded windings)—to approach uniformity 
of copper temperature, it is important that the correct criterion 
of stress be applied. 


(7) STRESS DISTRIBUTION IN C.W.S.B. COPPER WINDING 


The rotor-winding dimensions (Table 1) used in the numerical 
calculations of turn stresses were supplied by Mr. W. D. Horsley, 
and relate to a projected machine of about 200MW capacity. 


Table 1 


RoToR WINDING DATA 


Turn No. : Ee 


(from top) | eae 


Ib/in 
1 049 (a) 


1b/in2 
4 300 


7 000 
9 400 
11 300 
13 800 
15 200 
16 500 
17 900 
18 700 
19 000 
18 700 
17 900 
17 300 


1,,105in. Speed, 3 000r.p.m. Strip dimensions, 1-Oin* x 0-3in. 
Radius of rotation of bottom turn, 14-Sin. 

Radius of rotation of top turn, 18-Sin. 

Lw. = 0-20 [Condition (a)], uw; = 0°25, 89 = 50°C, 6; = 80°C, 
fy. = 0°25 [Condition (4)]. 


* Assumed for convenience in calculations. 


This appears to be among the largest rotors for which a copper 
winding of conventional construction has so far been designed. 

The winding has stacks of 13 turns, and the turn temperatures 
assumed in these calculations are listed in Table 1. They are 
taken from curve C of Fig. 6 of Horsley’s paper,’ showing the 
estimated temperature distribution in a rotor winding of normal 
construction at the date of that paper. The distribution is not 
necessarily representative of present practice, but the average 
temperature rise is within the limit of B.S. 225. 

The temperature, 0, at routine starting up is taken as 50°C 
instead of the figure of 30°C adopted in Horsley’s paper. The 
lower figure assumes that the machine has cooled to room 
temperature, while the higher figure, representing a less severe 
condition, appears from observations to be near the average for 
shut-down periods of varying duration in normal routine. 

0; is taken as the average operating temperature down the 
tooth. 

It is to be noted that if the stresses Ee of Table 1 were assessed 
by reference to the top turn, they would be less by the stress in 
that turn. 

Fig. 2A shows the distribution of stress calculated by the 
method of the analysis of Section 15.1.2, for uy, = 9°20, 
pf, = 0°25, and Fig. 28 for wy = ¢, = 0°25. 
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Fig. 2A.—Stress distribution in slot strips of 13-turn stack with tem- 
perature distribution of Table 1 when jy. = 0-20, p12, etc., 
3 (O24. 


x10° 
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Fig. 2B.—Stress distribution in slot strips of 13-turn stack with 
temperature distribution of Table 1 when wy.1 = 1.2, etc., = 0°25. 


(8) CONCLUSIONS FROM STRESS ANALYSIS 
(8.1) Effect of Condition Pew.1 < (1.2 to the extent that 
1 2 


Pwr oF < pir > F 


The maximum tensile stress in the end portions of the top 
turn when p4,,; = 0:20, uw, = 0-25 is negligible, as shown in 
Fig. 2A, for the assumed temperature distribution. The analysis 
shows that these tensile stresses increase with a steeper tem- 
perature gradient across the top turns; but this condition is 
unlikely to occur with modern cooling systems. The stress 
distribution in the hottest turn is the same for both the above 
relations of y,,, and j, when this turn is near the bottom of the 
stack, as in this case; but if the hottest turn were near the top 
its outer sections would be under lower stress for the lower value 
of /4y1. The condition p,,; < ,, where present, evidently 
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introduces no adverse factors, and can be left out of accoun 
being taken as 0-25 for all interfaces. 


(8.2) Effect of Falling Temperature Gradient down Stack 


A falling temperature gradient towards the bottom of the stac 
is shown to result in an increase in stress in the expanding portion 
of the hottest turns, and an increase in the length of their mic 
sections subject, in long rotors, to the full stress Ee. The effec 
is negligible with the temperature distribution so far assumec 
where the hottest turn is near the botton of the stack and th 
temperature drop across the bottom turns is small. Howeve1 
with cooling systems in which the cooling medium is admitted a 
the bottom of the stack and leaves at the top, the copper tem 
perature will increase from the bottom to some point near th 
top. The temperature gradient will depend on the curren 
loading relative to the cooling capacity, and its effect in highly 
rated rotors may require consideration. 

The temperature gradient assumed in the examination of thi 
condition is shown in Table 2 and, for the sake of illustration, i 


Table 2 


TURN TEMPERATURES AND MAXIMUM STRESSES IN ANALYSIS O 
SECTION 15.2 


Turn No. 6¢ Ee 


Top turn 99 


Bottom turn 


steeper than is likely to occur in practice. The calculations o 
stress distribution are set out in Section 15.2. The results are 
given in the curves of Fig. 3, which show that the stresses it 
considerable portions of the hottest turn are substantially highe: 


Stress , Ib/in? 


20 40 60 80 
in 
Fig. 3.—Stress distribution in slot strip No. 6 (down) of 13-turn stack 


(a) When No. 6 turn is at 140°C and t i 
Bese Cheb) and temperature gradient falls steeply to botton 


(6) When turns Nos. 6 to 13 are all at 140°C, 


‘than would apply if all the turns were at the temperature of the 
hottest turn. 

This effect is, of course, due to the fact that, with a temperature 
gradient falling towards the bottom turn, expansion of the hottest 
i turns is resisted by frictional restraint on the lower as well as 
\\)the upper face, as shown by the general analysis. 

Where the above condition exists its effect may be more 
‘yimportant in medium-size rotors than in very large units; for 
jin the smaller winding only a short mid-section, or none, is 
‘Gsubject to the full temperature stress Ee, and higher operating 


i B 5 . . 
i As shown by Fig. 3, however, the relative increase in stress due 
{to the effect referred to is greater in medium-size windings than 
‘fin very long ones, where the mid-length sections are unaffected. 


It is clear from this example that where the temperature falls 


jicalculations of stress distribution in the hottest turns on the 
{simple assumption of sliding between turns up to the point of 
locking relative to the slot wedge. In these cases the method of 
(the analysis must be applied in determining the stress distribu- 


(9) ESTIMATES OF CREEP DEFORMATION IN LARGE 
WINDING OF C.W.S.B. COPPER 


The stress distribution of Figs. 2A and 2B for the hottest turn 
of the rotor referred to in Table 1 is used as basis for the following 
estimates of creep strain in 100 000 hours of operation at 140°C. 


a 


(9.1) Initial Creep Strain under Intermittent Loading 


) Creep strain accruing in a winding strip during an on-load 
@ period results in relaxation of stress by an amount corresponding 
» to the creep strain, until the original stress is reimposed in the 
% next cycle. The rate of creep therefore diminishes as a result of 
>} relaxation, and the cumulative creep strain during the life of the 
— machine is thus influenced by the duration of each load cycle. 
i Initial creep rates are high at the start and fall off rapidly and 
¢ then more slowly until the steady rate is reached. The initial 
% creep phase, once passed, does not recur, but its completion 
i period depends on the length of the operating cycle. If con- 
Hi tinuous-load periods of 130 hours (about a working week) 
| during the early period of service are assumed, it appears from 
§ the creep data of Benson, McKeown and Mends’s? paper that 
* within the normal range of stress and temperature the initial 
6 creep phase, which would be completed in say 500 hours’ con- 
tinuous application of initial stress, will be reached in a 
i few thousand hours of intermittent operation of the periods 
» customary in practice. In the event of two-shift operation from 
§ the inception, the period of build-up of initial creep will be 
/ correspondingly shorter owing to the repeated earlier restoration 
of the initial stress, and will approximate to the time required 
/ under continuous application of the initial stress. In either case 
) the time required for the completion of initial strain will be short 
/ in relation to the total life of the machine. 
) The operating stress in rotor windings is compressive, while 
i cold working in normal manufacture is effected by drawing, 
1 which was shown to be equivalent to tensile overstrain. As 
| compressive creep tests are inconvenient to apply, the creep 
“measurements were made under tensile stress, and the relations 
' between tensile creep rates were determined for silver-bearing 
| copper cold worked by tensile and by compressive overstrain 
respectively. It was concluded that these relations would hold 

for the reverse case of operation under compressive stress of 
» material cold worked in tension.7 

The initial creep in specimens stressed at 14 000Ib/in? and 
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‘temperatures are therefore, in general, admissible in these cases. 
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175°C in the reverse sense of the cold working strain was 
markedly in excess of the amount observed when the cold working 
and the test strain were in the same sense. Consideration of the 
test results has suggested a factor of three for the estimates of 
initial creep rates given below. The steady creep rate was the 
same for both conditions. 

In the large winding here under consideration the initial stress 
in the locked section of the hottest turn is 19 000Ib/in2 at 140°C, 
with a starting temperature of 50°C. The stress in the remainder 
of this turn varies almost uniformly from the above figure at the 
limit of the locked section to zero at the ends of the strip. The 
initial strain in the locked portion, allowing for the strain being 
in the reverse sense of the cold-work strain, is of the order of 
0-4%, and in the remainder it averages about 0:1°%. The 
lengths of the respective sections of the half-winding are 48in 
and 57in, and the initial creep in the half-winding thus amounts 
to about 0:25in. Although this phase of creep strain occurs 
only once it is not negligible in its effects; for although part of 
the contraction may well be absorbed in harmless consolidation 
of the end packings, the winding system is likely to be left in a 
condition where any substantial degree of further contraction 
(due to steady creep) will have noticeable effects. 


(9.2) Steady-Rate Creep Strain under Intermittent Loading 


Steady creep rates are much lower than the initial creep rates, 
and the effect of relaxation due to steady creep is therefore 
comparatively small. The amount of relaxation which can 
occur in two-shift working is negligible, and it is necessary to 
examine its influence only in continuous working periods of, say, 
130 hours. Under a constant stress of 19 0001b/in2 at 140°C the 
steady creep rate is about 0-01 % in 1 000 hours, corresponding to 
a relaxation of 1 600lb/in?. The relaxation which occurs in a 
continuous running period of 130 hours, or even a considerably 
longer period, is thus negligible in the present connection. This 
is an interesting and important point of difference between the 
mechanisms of contraction through creep and through strain 
beyond the elastic limit respectively: in the latter case the action 
of deformation is immediate, and the frequency of starting and 
stopping is therefore a much more decisive factor than where 
creep rate is the sole criterion of deformation. 

Benson, McKeown and Mends’s7 paper deals with the effects 
of intermittent creep and of creep recovery during the stress-free 
periods. By comparison of a test specimen under continuous 
load with another specimen under intermittent load at the same 
stress and temperature, it was shown that the effective creep rates 
are in the same ratio as the respective load periods, the effect of 
creep recovery during the off-load periods of the second specimen 
being nullified by its rapid creep in the early stage of the next 
loading cycle. 

From this result, in conjunction with the fact that the effect 
of relaxation on load is negligible under the conditions here 
assumed, it is evident that steady-load creep rates can properly 
be applied over the aggregate time of a machine on load. 


(9.3) Assessment of Steady-Rate Creep Values 


The creep strain observations of Benson, McKeown and 
Mends?7 for various stresses and temperatures have been used in 
preparing the steady-creep curves of Fig. 4. An explanatory 
comment is necessary in this connection. While the durations 
of the tests covered by the tabulated observations of the above 
paper were adequate for the broad comparison of total creep 
amounts of silver-free and silver-bearing coppers over the stated 
periods, they were in some cases insufficient for the absolute 
assessment of steady-creep rates of 10% work-hardened 0°1% 
silver-bearing copper. Since the differences in creep rate due to 
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Fig. 4.—Steady-creep strain rates for 10-50% cold-worked 0-:1% 
silver-bearing copper. 
(Deduced from Benson, McKeown and Mends’s paper.’) 


variations in hardness above 10% were shown to be small, the 
observations for all the hardness values (10°%-50°%) covered by 
the tests have been used in the present estimates without regard 
to the differences in hardness. Even then some omissions and 
inconsistencies remained in the derived steady-creep values, and 
the author has attempted to supply these deficiencies, so far as 
possible, from the information contained in the several creep 
curves relating to special tests included in the above paper. 
While, therefore, the curves here put forward are not to be taken 
as direct plottings of the tabulated observations, they should be 
reasonably indicative. Some inconsistencies in test results may 
be expected in view of the marked variations in creep behaviour 
noted in some metals and arising out of slight differences in 
their condition. 

Notwithstanding the above difficulties in assigning steady-creep 
rates, predictions of creep behaviour of rotor windings still have 
value: creep strain has, indeed, become a specified criterion of 
performance in many connections, in some of which the same 
difficulty must apply. It seems desirable that there should be 
agreed curves of steady creep rates for c.w.s.b. copper of the 
quality and condition in present use, over the relevant range of 
temperature and stress. With such curves as a basis, the pre- 
dicted behaviour of different designs of winding, or of the same 
design under different operating conditions, can be fairly 
compared. 


(9.4) Steady-Rate Creep in Large C.W.S.B. Copper Winding 
(Table 1) in 100 000 Hours 


The steady-rate creep in half the locked central section of the 
hottest turn (No. 10) for 0, = 140°C, Ee = 19 000Ib/in2, is 
0-80% in 100 000 hours. The length of this portion is 48in and 
the steady-rate creep amount is thus 0-38in. 

Since creep rate is not a linear function of stress, the strain 
rate for the sliding portion of the half-strip was determined by 
treating this portion in short sections. The overall steady-rate 
creep for the sliding portion is 0-15in in 100 000 hours. 

The steady-rate creep in 100000 hours in the half-length of 
strip is 0-38in + 0-15in, ie. 0-53in. 


REAY: DISTORTION OF TURBO-ALTERNATOR ROTOR WINDINGS THROUGH THERMAL STRESS 


The corresponding figure for 8, = 145°C and a consequent 
stress of 20 300Ib/in? is 0-70in. This is an increase of 32% fo 
an increase in temperature from 140°C to 145°C. In long’ 
rotors, therefore, in which the maximum stress is determined 
by the temperature rise, temperature becomes critical at about 
this level by reason of the marked effect of small increases in 
stress and temperature in combination above this range. 

In rotors too short for locking relative to the slot wedge to 
occur, the stress is not a function of temperature, which can thus 
with safety be higher than in long rotors, apart from the fact 
of the shorter length of strip contributing to creep strain in 
smaller windings. As indicated in Section 8.2, however, the 
direction and rate of temperature gradient may be such that the 
above creep strain rates per inch of strip are exceeded, and this 


effect is relatively highest in medium-size windings. 


(10) PERMISSIBLE LIMITS OF DEFORMATION 
It is obviously difficult to arrive at any reasoned safe limit for 


estimated shortening of turns over the presumptive life of a 
machine. | 
failure through deformation of c.w.s.b. copper windings to serve 


Apart from the fact that there is no experience of 


as a guide, failure may occur, as with windings of ordinary copper, 
in several ways: namely, contact between neighbouring stacks, 
collapse of stacks through differential shortening of turns, or 
cracking at the corners of the end turns. In regard to this last 
action it may be noted that the ductility of 10-25% c.w.s.b. 
copper is somewhat higher than that of tough-pitch copper of 
equal hardness.7 

Failure has been recorded through shortening of as little as 
0-8in at one end of a winding of ordinary copper, though the 
failuze at this stage did not call for more than localized repairs. 
Complete replacement of windings appears to have become 
unavoidable when shortening, as manifested at one end of the 
winding, reaches a local maximum of the order of 2in; but, in 
the author’s experience, this stage has been the culmination of 
several failures, and complete renewal in such cases would have 
been effected much earlier had this been practicable. 

A further difficulty in suggesting a working limit of estimated 
deformation is that neighbouring turns or batches of turns in the 
same or adjacent slots are often found to have moved erratically 
in relation to each other. This action is illustrated in Fig. 5, 


(b) 


Fig. 5.—Typical distortion effects at opposite ends of coil. 


(a) Coupling end. 
(6) Exciter end. 


which shows how the landing of adjacent turns of a winding was 
finally reduced in this case to about one-quarter of the width of 
the strip, with danger of collapse of the stack. 

This irregularity of movement may be due, at any rate in part, 
to displacement of the mid-length points of the strips concerned. 


T 


REAY: DISTORTION OF TURBO-ALTERNATOR ROTOR WINDINGS THROUGH THERMAL STRESS 


‘In long rotors, locking at speed of the mid-length portions of the 


‘(yturns before heating starts will tend to prevent such bodily move- 
ment during the running period; but in both long and short 
x 

1 
“fi winding may therefore be unsymmetrical irrespective of the length 


‘rotors the winding will be free from this central anchoring effect 
.during the cooling period at standstill, and contraction of the 


of the rotor. Probably through this action the observed dis- 


‘f placement of individual end-turns at one end or the other is often 
greater than the deformation contributed by the half-length. 
‘i, With directly-cooled windings, which can be effectively cooled at 
‘speed before shutting down, the discrepancy should be less than 


{with conduction cooling. 


Fy 
f 


While it seems that no definite limit can be laid down for the 


9\safe amount of copper shortening, it is suggested that a nominal 


f figure of 0-Sin over 100 000 hours for the half-length of winding 
3) is excessive, bearing in mind that the operating life of many 


8 machines is well in excess of this period. Thus either the average 


temperature rise or the temperature gradient in rotors of this 


9} size should be lower than the figure assumed in this case. 


The work of Benson, McKeown and Mends? and of other 


® investigators, including designers and operating engineers, has 


} established the appropriate silver content and hardness of silver- 


‘6 bearing copper for rotor windings. 
& winding deformation have become more fully understood, the 


9) safe ranges of operating stress and temperature can be defined, as 


| 


8 is attempted in this paper, within narrowing limits. 
vy evidently a need at this point for further work on creep rates of 


| circuit. 
. and a special arrangement of end-turn connections to link these 


Further, as the processes of 


There is 


10% cold-worked 0-1 % silver-bearing copper over a small range 


of temperature, say up to 150°C, at stresses up to about 
)* 25 0001b/ in. 
s that operating conditions anywhere near these levels cannot 
1! safely be combined in large rotors; but in small and medium-size 
) rotors the position is different, as already indicated. 


The estimates of the previous Section indicate 


Benson, McKeown and Mends’s paper’ and the discussion afford 


¥ some ground for concluding that the steady creep rates measured 
9) over the periods stated in the paper (which in only a few tests 
7 amounted to as much as 10 000 hours) hold over the presumptive 
9 life period of a machine: further creep investigations might, 
™ however, with advantage include a number of especially-long- 
7 term tests to confirm this. 
1) sufficient duration to enable the initial creep and steady-rate 
= creep effects to be clearly separated. With the limited ranges 
4) suggested it might be practicable to test the specimens in com- 
» pression and so obviate possible inaccuracies due to assumptions 
, regarding the effects of differences in direction of stress at cold 
5 working and testing. 


In any case the tests require to be of 


(11) THE PROBLEM OF TEMPERATURE MEASUREMENT 
IN ROTOR WINDINGS 


A basic difficulty which from the beginning has complicated 


| investigations into the problem of copper shortening is the lack 
) of knowledge of the temperature distribution through the wind- 
) ing, due to the fact that resistance readings give the average 
temperature rise over the whole winding. Many attempts have 


been made to formulate temperature-distribution curves, but the 


conditions governing heat flow in conduction-cooled windings 


under running conditions are complex. 
With these difficulties in mind it is suggested that in prototype 


- conduction-cooled rotors the winding be divided into two circuits, 


the portions which observations of discarded windings have 
shown to be at the highest temperature being combined in one 
This arrangement would involve an additional slip ring 


hot sections, which, in general, are the near-bottom turns of 
those stacks most remote from the pole faces. It might be worth 


_ while to effect trial changes in these connections in order to 
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obtain more complete and decisive data: relatively few machines 
would be involved in these special measures. 

If excessive temperature gradients were found to exist in con- 
duction-cooled windings, the dual circuit might be used to 
modify the temperature distribution by adjustment of the relative 
current densities in the two circuits. 

Further information of value might be obtained by the inser- 
tion of temperature indicators (based possibly on the colour- 
change principle) in small-bore plugged test holes in the rotor 
teeth. Whether or not indicators could be devised to afford 
information on temperature relations at various levels of the 
stacks, it should be possible to show whether the slot-strip tem- 
peratures are in fact constant over the strip length, as appears 
usually to be assumed. It is clearly important, especially in 
long rotors, to design the cooling system so as to limit the tem- 
perature in the mid-length regions of the winding to, at any rate, 
no higher level than in the outer portions. 


(12) CONCLUSIONS 

The criterion of maximum stress in a given slot strip of a large 
rotor winding operating within the elastic limit of the material 
is the temperature rise of the strip relative to the rotor iron, and 
not the rise relative to the top strip as suggested elsewhere. 
The direction and rate of the temperature gradient have, however, 
a bearing on the stress distribution along a slot strip for a given 
turn temperature. 

For the avoidance of excessive deformation rates in large rotor 
windings of c.w.s.b. copper, the temperature rise in the hottest 
turns should not exceed the limit of average temperature rise of 
B.S. 225. It is therefore desirable that methods be found for 
measuring and controlling zone temperatures in conduction- 
cooled windings. 

Two-shift operation is not appreciably more conducive to 
deformation in c.w.s.b. copper windings than weekly or even 
longer operating cycles. 
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(15) APPENDICES 


(15.1) Stress Analysis for Rotor Winding operating within 
the Elastic Limit 


(15.1.1) Turn Stress when Copper/Iron Differential Expansion is zero. 


In operating temperature range, 

E for copper = 16-0 x 106lb/in?. 

Coefficient of expansion of copper = 0:0000170 per 1°C. 
Coefficient of expansion of iron = 0-0000115 per 1°C. 
Then e = 0-0000170(@, — 6) — 0-0000115(6; — 95) in/in. 


= 2720, — 1840, — 880plbjin? . . . () 


(15.1.2) Stress Distribution in Successive Turns: Cases (i) and (ii). 


The cross-section of the winding strip is assumed in this 
analysis to be uniform. Variations in cross-section between 
strips (e.g. in graded windings) can easily be taken into account 
in numerical computations. Where the cross-section is not 
uniform along the strip (as in strips slotted at intervals to form 
radial ventilation ducts when assembled) the average value of 
centrifugal force along the strip is applicable; but the stresses 
in the solid portions of the strips and the higher values in the 
reduced cross-sections must be calculated separately for the 
purpose of creep-rate estimates, since the relation between creep 
rate and stress is far from linear at the higher values of stress 
and temperature which can apply in practice. 

It is convenient to remember that in a group of turns where the 
temperature increases towards the lowest turn, and there is no 
compensating rise in 42F (which requires a substantial increase 
in p, at successive interfaces), the hotter the turn the nearer to 
mid-length lies its locking point relative to the slot wedge. 

The factors determining the relative limits of locking between 
strips (as distinct from locking relative to the slot wedge) are 
noted as they arise in the analysis. 
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Since the operating stresses are within the elastic strength of 
the material, the stresses in those portions of the winding, if 
any, that are completely restrained from expanding relatively to 
the rotor body are proportional to the differential temperature 
rise in the particular turn. 

It is assumed in the analysis that the tensile strain in the rotor 
body is small in comparison with the compressive strains in the 
winding strips. This can readily be shown by applying the 
results of analysis on this basis to practical operating conditions 
and deducing the body strain from the aggregate of the maximum 
turn stresses derived therefrom. 

The winding is taken to be in its initial condition, i.e. free from 
deformation, so that the end packings impose no stress in the 
slot strips. The comparative effects of forces exerted by the end 
packings as a result of contraction in windings of ordinary copper 
and c.w.s.b. copper respectively are discussed in Section 5.2. 
Side friction on the slot strips appears to be small in all the 
windings examined, and is neglected in the analysis. 


Case (i). 

Lyi < pi2 to the extent that y.1 DF < M12 SF; thereafter 
XF decreases at successive interfaces down stack. Temperature 
rises from top turn to point near bottom of stack and thereafter 
falls, as in Table 1. 

Since the frictional force between the slot wedge and the top 
turn is less than that between turns Nos. 1 and 2 at the same 
distance from the coil end, and the temperatures in the upper 
turns increase with depth of turn, the top strip will be in tension 
in the portions of its length over which sliding of both faces 
occurs. In a sufficiently long rotor the central portion of the 
stop strip is locked to the slot wedge, provided that p,,, > 0, 
and is therefore subject to compressive stress Ee,. The tensile 
force in the end portions of turn No. 1 must therefore disappear 
at some point in the turn, and this change can occur only because 
I, <1,, for, so long as sliding continues on both faces of turn 
No. 1, the tensile stress in this turn continues to increase towards 
mid-length owing to the increasing excess of the outward friction 
force on its lower face over the inward friction force on its 
upper face. 

Thus, in the present case, No. 2 turn locks with No. 1 turn 
while No. 1 turn still slides on the slot wedge. The number of 
strips subject to inter-turn locking at points outwards of point 4, 
is determined by the limiting condition that the stress in any strip 
cannot exceed the value Ee. The sequence of these locking 
points is shown in Fig. 6. 


Slot-wedge 


Mid-length of 
winding 


Us 


Fig. 6.—Locking points of slot stack interfaces—case (i), top group. 


The first step in the analysis is to derive expressions for L, 
Pus P22 and 3, P1139 P213» P313- By inspection of these equations 
the general expressions for / and p, can be written for any turn 
in this top group, i.e. to the stage where the stress reaches Ee. 


aP,2 = resultant of frictional forces on upper and lower faces 
of turn No. 1 at point J,. 


(Inward direction of force positive, 
negative.) 


1 2 
Therefore apyj. = bo (Hw Sie SS F) oy «a 
m m 


outward direction 


Therefore expansion of turn No. 1 under stress py) is e, — (py)2/E). 
From point /, inwards turn No. 2 is locked to turn No. 1, and 
‘}) turns Nos. 1 and 2 therefore expand equally within that point. 


Thus the strain in turn No. 2 at point I, is en — (4 —*2 


Ee, } P12 . . ° . (9) 


| Also, ap; is the resultant of sliding-friction forces on upper 


iL and 


turn No. 1 could expand freely its expansion would be el. 
| 

q 

i P22 = Ee, 

t 


to /, on its upper face, and, with a rising temperature gradient 
( down the stack, to a point inwards of I, on its lower face. 


| 2 3 
| AP212 = b(t2 Dl bos F) a (10) 


From egns. (8), (9) and (10), by equating and substituting 


2 3 
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(11) 


1, being evaluated, p2;. is given by eqn. (10), and p,;. by 
Tp eqn. (9). 

From point /, inwards turns Nos. 1 and 2 are locked together 
i and can be treated, in relation to forces external to them, as a 
fi) single turn of cross-section 2a. The expansion of combination 
© 1,2 at point /, is 
Qj e2 — Py2 + P22 


2 OE 
fi and this is also the expansion of turn No. 3 at this point. 
Therefore 
P313 = Ee; — ee as Ee, 4 Pul2 pe (9a) 


| The procedure already followed for turns Nos. i and 2 at 
@ point /,, applied to turns Nos. 1 to 3 at point /,, then gives the 
> following relations 


3 4 
AC D> F— p34 0 F) 


a 


(10a) 


P313 = 


aQEe, — Ee, — Ee) 


| and l; — 1 (11a) 
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From inspection of eqns. (10), (11), (10a) and (11a) the general 
4 expressions for the sliding lengths and the turn stresses in this 
§ top group can be be written as follows: 
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‘yy and lower faces of turn No. 2 at point I, since sliding occurs up. 
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The stresses at points J, in the turns above turn n bear the same 
relations to p,;, as the values of Ee for the respective turns. 

At some stage (turn x, say) in the numerical calculations for 
the above group the turn stresses corresponding to the value of 
Ix derived from eqn. (12) will, in long rotors, exceed Ee for the 
respective turns. This value of / is thus shown to exceed i, 
and is therefore too high, owing to the assumption of sliding of 
turn No. 1 on the slot wedge having been carried too far. Turn 
No. x is therefore the bottom turn of this group, and the true 
value of /,, is ,. At points J, in turns Nos. 1 to x the stresses 
attain the values Ee for the respective turns, and since sliding 
occurs on the upper face of turn No. 1 up to point J, and on the 
lower face of turn x up to a point inwards of J, (turn x + 1 
being hotter than turn x), 


1 
Gey he 


_ (14 


1 x-+1 
Pw D3 Ee Mxx+1 D3: fi 

Vi Fi 
The next step is the evaluations of / in turns (x + 1) to the turn 
next above the hottest turn [but see note at end of analysis of 
case (1); also Section 15.2]. 

In this group /> /,, thus inwards of points / the differential 
expansions are zero and the stresses are Ee. Also, since 
the temperature increases in successive turns of this group, 
I also increases turn by turn. The equations of sliding thus 
apply at points / for both faces of these turns. In turn (x + 1), 
for example, 


ak Cx+1 


(15) 


and so on 


Lead is ee gel cole 


Px.x+1 x Eee BPxtiix+2 Da by 

There now remains the bottom group of turns in which the 
temperature decreases to the bottom turn. 

To avoid unnecessary complication in the use of symbols for 
this group, numbers 10 to 13 are used to identify the bottom 
turns, in which the temperature is assumed to fall from 10 
onwards. Nothing is lost thereby as regards generality of 
application of the method. 

The procedure for turns Nos. 10-13 is as follows: 

In Fig. 7, points 10, 11, 12 and 13 show the sequence of the 


Fig. 7.—Locking points of slot stack interfaces—case (ii), bottom group. 


limits of locking of turns Nos. 10-13 relative to the slot wedge, 
and jo, J, 42 and 1,3 the locking points between turns. Point 10 
in this case is the same as point Jo. 

If the upper face of turn No. 10 outwards of point io slides 
on turn No. 9 [see note at end of analysis of case (i)], the sum of 
the forces in turns Nos. 10 to 13 at point /;9 is equal to the friction 
force on the upper face of turn No. 10 at point /;9; thus 


(16) 


10 

hobo.i0 by F = a(Eeyo + Bey, + Eey2 + Eey3) 
13 

from which /,) can be evaluated. 

The central portions of turns Nos. 10-13 locked relatively to 

the slot wedge have the same length since turn 10 undergoes 


differential expansion from point 10 outwards, and the lower 
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turns, being based upon turn 10, must also expand from point 10 
outwards. 

The sequence of the limits of locking between turns and relative 
to the slot wedge is determined as follows. 

Since turns Nos. 13 and 12 are at different temperatures, and 
the frictional restraining force is zero at the ends, sliding occurs 
between these turns at their extreme ends; and because turn 
No. 13 is cooler than turn No. 12 the expansion of the end 
portion of turn No. 13 is less than that of turn No. 12. The 
sliding end-portion of turn No. 13 therefore moves inwards 
relatively to turn No. 12 and is thus in tension. Now the stress 
difference between two turns locked together is the same at all 
corresponding points throughout the locked length. ‘The stress 
is zero at the ends of the turns, and since the rate of accretion 
of frictional restraint on turn No. 13 is no greater than on turn 
No. 12 (it is in fact slightly less), it must continue at the maximum 
rate (i.e. through sliding) on turn No. 13 after turn No. 12 has 
ceased to slide on turn No. 11. Thus /,; must be nearer the mid- 
length point than /,,. Similarly, /; is nearer mid-length than /,,, 
and /,, than Jj. 

Between points 13 and /,; the expansions of turns Nos. 10 
to 13 are equal. 


Expansion of turn No. 10 at point /,3 is eyg — mon, 
Therefore Pyy113 — Ee Eeio Pion3 (17) 
Pi2n3 = Eey2 — Eeig + Pros (18) 
P1313 = Eey3 — Eeyo + Prons (19) 
Since turn No. 10 slides on turn No. 9 at point /,3, 
10 
APion3 + Punz + Pi2n3 + Pisn3) = Ms.10/13 x F. (20) 


Substituting from eqns. (17), (18) and (19), 


10 
AAP 0113 + Bey + Eey2 + Bey; — 3Ee19) = Mo toh3 > F (21) 
DB 


Also, since turn No. 13 slides on turn No. 12 at point J, 


P1313 = — My213/13F13 (22) 


(Negative sign because sliding is inward.) 


From eqns. (19), (21) and (22) Li3 and Pj0113> P11113> P42113 and 
P3113 Can be evaluated. 

Similarly, /;, and J, and the corresponding stresses in turns 
Nos. 10-12 can be derived. 


Note.—As already noted, with a temperature gradient falling 
from turn No. 10 to turn No. 13, these turns operate within point 
113 as a composite turn at their average temperature. If this 
average is lower than the temperature of turn No. 9, /, will be 
Jess than /;) and turn No. 9 should then be included in the com- 
posite bottom group 9-13. In the case selected for complete 
analysis and computation this condition applies, but the tem- 
perature difference in question is small and the adjustment has 
been omitted. Section 15.2 deals with an example in which the 
condition applies to several turns above the hottest turn, and is 
taken into account in the computation. 


Case (ii). 
As Case (i), except that the temperature is uniform throughout 
the stack. 
All turns, being at the same temperature, expand equally, and 
sliding occurs only between the top turn and the slot wedge. 
The stress distribution is therefore the same in all strips. 
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Frictional resistance to sliding exerted by the slot wedge o 


1 
the top turn at a point distant Jin from end is 4,11 ) F. 


Wit 
Sum of forces in m strips at points distant Jin from end i 
map, with the proviso that p; cannot exceed Ee for any value of / 


1 
Then Map; = byl (23) 
1 
Hwal ps E 
Pj ——- ee : A . e . (24) 
If the rotor is large enough p, = Ee 
E 
Then jj (25) 
Pw Dat F 


m1 


The half-length of the locked portions of the strips is (/, — /). 
The stress in each strip falls uniformly from point / to zero at 
the end. | 


(15.2) Stress Distribution in Hottest Turn when Temperature 
decreases towards Bottom of Stack 


The winding dimensions and the starting conditions are again 
as set out in Table 1. The temperature distribution and the 
corresponding values of Ee are given in Table 2. « = 0-25 at 
all interfaces. 

It is shown in the general analysis, Section 15.1.2, that sliding 
between turns in which the temperature falls in the direction of 
the lowest turn is limited to short end-portions. 

With the temperature distribution of the present case group 13 
to 3 inclusive comprises the minimum number of turns, starting 
from the bottom of the stack, in which the average temperature 
exceeds the temperature of the next turn above. Group 13 to3 
can therefore be treated, except for the short end-portions, as a 
single turn, its average temperature being 117°C and the corre- 
sponding value of Ee approximately 13 0001b/in2. 

Since group 13 to 3 is at a higher average temperature than 
turn No. 2, /,, the sliding length of group 13 to 3 on turn No. 2 is 
given by 

1 087/, = 0-3 x 13000 x 11 (26) 


1, = 39inches 


At point /;3, the starting-point of sliding of turn No. 13 on 
turn No. 12, friction on face of turn No. 13 is equal to the force 
in turn No. 13. 


Thus 8913 = 0° 3713113 


300/43 = — P1313 (27) 


(Negative sign is required because turn No. 13 slides inwards 
on turn No. 12.) 

If the stress in turn No. 3 at point J,,; were zero, the expansion 
of turn No. 3 at that point would be e;3. 

Under stress p3;,, the expansion of turn No. 13 at point 1); is 


__ Pan3 


3 E (28) 
Since turns Nos. 13 to 3 expand equally at point li3, 
Pans = Le, — (Lez — 3315) (29) 
Pan3 = 2000 + p33 
P53 = 4000 + p33 
Penz = 6000 + p33. (30) 


| P7113 = 4000 + p3143 
Pgn3 = 2000 + p33 


Pon3 = 0 + P3113 
| Pion3 = — 2.000 + p3713 

Pun3 = — 4000 + P3113 

Pi2n3 = — 6000 + p33 

Diniz =28 000 pay en) en ene ee (01) 
‘) Therefore a Sn = Ors ipase 2000) Ze 


i) Equating frictional force between turns Nos. 3 and 2 at point L3 
@to sum of forces in turns Nos. 13 to 3 at point J, 


1 087/,; = 0-3(11p3),3 — 2 000) 
Pag S50 st 200) es wee (83) 
‘9 From eqns. (31) and (33), 
| 
P3303 + 8 000 = p33 = 330); + 200 
P43113 = 330), 3 ay 7 800 . . . . (34) 
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From eqns. (27) and (34), 


30013 = — py313 = 7 800 — 330), 
13 = 12in 
From egn. (33), p37;3 = 4 0001b/in2 
From eqn. (30), 7¢;;3 = 10 0001b/in2 


It is unnecessary to evaluate J, /\;, etc., since these lengths 
cannot exceed /,; and the stress distribution in these short end- 
lengths is of no significance. 

If turns Nos. 6 to 13 were all at the maximum temperature, 
140°C, the sliding length of turn No. 6 would be given by 


0-3 x 19 000 ‘ 

In the latter case the stress in turn No. 6 would fall uniformly 
from point /; to the end of the turn. 

The stress curve for turn No. 6 for each distribution of tem- 
perature is shown in Fig. 3. 


Dr. T. J. Lewis (communicated): The theory given by the author 
} to support his experimental results suffers from several errors 
‘which make any agreement with experiment fortuitous. 

The full development of a winding (Fig. 1) shows that a surge 
voltage entering a given phase winding will, after partial transfer 
‘to the other coil in the same entry slot, cause a disturbance to 
6 propagate in both positive and negative directions. Thus Fig. 2 
‘requires modification at a phase terminal in accordance with 
= Fig. A. Both the point of entry and the neutral impedance Z 

produce a discontinuity in the uniform network, and the boundary 

conditions at such points will be vital factors in determining the 
Be ronse of the winding. If such conditions are included, a 


2ND WINDING 


—=— 
CONTINUATION 
NETWORK 


DISCUSSION ON 


. “THE PROPAGATION OF SURGE VOLTAGES THROUGH HIGH-SPEED 
i TURBO-ALTERNATORS WITH SINGLE-CONDUCTOR WINDINGS’’* 


There are, however, more fundamental errors. While it is 
shown that a possible solution of the voltage equations can be 
expressed as the sum of four terms of the form Ee/oC+~!”) 
[eqns. (10) and (11)] the correct response to a unit function 
voltage is, in the first winding, say e,(m, ft), where 


io) 


e,(m, t) = al E,(m, w) 
0 


ST an. <u 


(63) 


in which m designates the position in the winding. Now £, (m, w) 
is a function of m and w, and also of the boundary conditions, 
and it cannot be removed from under the integral sign. Thus 


NEUTRAL 
IMPEDANCE 
NEUTRAL 

POINT 


NETWORK 
L CONTINUATION 
<= 


IST WINDING 


network of the homogeneous two-dimensional type results, for 
which the formal solution has been indicated by van der Pol and 
Bremmer.t A more detailed solution for the present case is too 
complex for practical application, but this does not justify the 
neglect of all such conditions by the author. 


* ROBINSON, B. C.: Paper No. 1561S, October, 1953 (see 100, Part II, p. 453). 
+ VAN DER Pot, Bs ad Bremner, H.: “‘Operational Calculus based’on the Two- 
Sided Laplace Integral” (Cambridge University Press, 1950). 


VoL. 102, PART A 


Fig. A.—Equivalent circuit for an alternator winding indicating terminal discontinuities. 
Surge enters at phase terminal and propagates both to left and right in network. 


eqns. (16) and (17) and also eqn. (15) are incorrect. Furthermore, 
as a result of the integration, although e,(m, ft) may contain 
only discrete frequency components with an upper limit w,, it 
is not permissible to change the integration limit to w, since 
higher-frequency components make a vital contribution. t 


+ Lewis, T. J.: “The Transient Behaviour of Ladder ‘Networks of the Type 
representing Transformer and Machine Windings,” Proceedings I.E.E., Paper 
No. 1691S, October, 1954 (101, Part II, p. 541). 

12 
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Again, the true nature of the waves given by eqn. (5) appears 
to have been overlooked. These are sinusoidal waves which 
exist spatially throughout the network even at ¢ = 0, and it is 
incorrect to suppose that the voltage “‘entering’’ the winding can 
be deduced from the magnitudes given by eqns. (10) and (11). 

The fact that recorded voltages indicate an approximate 
travelling wave must be related to e;(m, t) above, and not to 
eqn. (5) or any arbitrary combination as in eqns. (16) and (17). 
In the same way eqn. (26) is not applicable. The author has in 
any case omitted the necessary condition for an approximate 
travelling wave, namely C, < Cj. 

Lastly, the experiments described in Section 6.2 are open to 
criticism. The object of interposing a line is to separate the 
effects of the impulse generator from the alternator and to ensure 
that the test impulse is applied from a low-impedance source. 
To achieve this the length of the line must be-such that, after the 
initial surge along it, subsequent reflections should arrive back 
at the alternator at times greater than those under consideration, 
ie. after approximately 0-5 microsec, corresponding to the wave- 
fronts of the records shown in Fig. 13. Since the time of travel 
of a surge on the 8yd line employed would be approximately 
2:5 x 10-8sec, about 10 reflections reach the alternator during 
the wavefront. The impulse generator and alternator are thus 
closely connected, and recorded voltages must be attributed to 
the combined impedances of impulse generator, alternator and 
line together. To achieve the original object a line at least 82yd 
long is required. 

Dr. B. C. Robinson (in reply): 1am sorry that Dr. Lewis cannot 
agree with the theory given in the above paper for the propagation 
of surge voltages through an alternator winding. I suggest that 
this is due to a failure to appreciate the limitations imposed by 
the sine-integral solution used and possibly to difficulties caused 
by a confusion of symbols which occurs in the text. 

The form of sine integral* used in the paper to define a step 
waveform rising from zero to unity at time ¢t = 0 is given by 


ioe) 


2 in wt 
2 | Sn 
7 w 


0 


(A) 


The harmonic components are taken as non-existent for 
negative values of the variable t since the time t = 0 is defined 
as the instant of application of the surge to the winding. (This 
is a definite contradiction to Dr. Lewis’s comment in his fourth 
paragraph.) If the higher component frequencies are removed 
from this expression that plotted in Fig. 4 is obtained. Thus 
the portion of a hypothetical rectangular wave of amplitude EF 
which would enter the winding as a typical travelling wave is 
given by eqn. (13), where w, is the cut-off, or critical, frequency. 
It must be realized that this expression is valid only at the terminal 
and that the shape of the travelling wave changes as it goes 
through the winding owing to the various velocities of its har- 
monic components. Now eqn. (10) shows that two sets of 
sinusoidal components with amplitudes E, and E, of frequency w 
(where w is less than the critical frequency) can travel forward 
into the winding simultaneously with velocities v, and v,, i.e. the 
component sinusoidal voltage travelling forward will be given by 


= a) ae a) . ©) 


ey = Ee ON me) aie ae) ) 


The total voltage entering the winding will of course be the 
sum of all these components within the range between zero and 


* CHURCHILL, R. V.: “Fourier Series and Boundary Value Problems” (McGraw- 
Hill Book Co., New York, 1941). P. 91. 


the critical frequency. This may be obtained by combining thes 
equations with eqn. (13). In the paper this is given by egns. (16 
and (17) for a hypothetical rectangular applied voltage: 


Oa Wp 
: aE ; (« x 
SUDECO | (Oita SUNG)" 
2E, ( a 2E, Up 
Cita ee ESP dw + = s dw 
0 0 (16 
Ou x me x 
sin ot = ) sin w(t = — 
5 v DE, v 
oS | erg es a 
0 0 (17 


It will be noted that in making this substitution the meanin; 
of the symbols E, and E, has been unintentionally changed. I 
eqns. (10), (11), (B) and (C) they represent the crest value of th 
sinusoidal component of frequency w, but in eqns. (16) and (17 
they are used to represent the mean value of the sine integrals a 
would be indicated by an ordinate of unit height in Fig. 4. [Th 
rectangular applied voltage would be (E£, + &,).] The firs 
meaning, i.e. the sinusoidal component amplitude, is applicabl 
in all other equations in the paper and its sequel.* These initia 
penetrating waves are reflected and refracted according to the 
normal rules at the discontinuities in the winding such as ths 
star point and the line terminals. The latter phenomenon ha: 
not been dealt with in the paper itself since it was considerec 
that the complexities produced by the mutual couplings in thi 
winding would render any precise quantitative attempt at evalua 
tion of voltages valueless. 

I am afraid I cannot agree with Dr. Lewis’s expression for e 
since the meaning of the symbol Fj ,,,..) is not defined, but | 
think the point is covered in the above explanation. It shoul 
perhaps be stated that the term 2E/7rw in the sine integral term 
applies only to a rectangular wave, and must be replaced by a1 
expression obtained by a Fourier expansion of the applied way 
if another applied voltage waveform is considered. 

I quite agree with the remarks about the surge voltage in thy 
first winding inducing disturbances travelling in both direction: 
in the second winding. This is already mentioned in Section 3.2 
It is obviously in order for Fig. 2 to be modified as in Fig. A 
but at the same time it is superfluous. It has already beer 
pointed out by Rudenberg} that it is not necessary to conside 
the end-connections when deriving the equations for the propaga 
tion of the sub-critical component voltages using the travelling 
wave theory. Both diagrams must be considered as approxima 
tions since each winding is really linked alternately with tw 
other windings as is shown in Fig. 1. 

As to the omission of any theoretical treatment of the distribu 
tion of the supercritical frequencies in the winding, this was don 
on the evidence provided by the tests. These were carried ou 
with a large-capacitance impulse generator and the shortes 
possible lead between the impulse generator and the machin 
terminals. Even under these conditions, which were considere: 
to represent the lowest possible input feed impedance, definit 
deformation of the wavefront occurred, which appeared t 
correspond to the cut-off effect of the machine winding. It wa 
therefore decided that any theoretical analysis of the distributiot 
of the supercritical components would be merely academic. 

Finally, regarding the criticisms of the use of the 8yd line 
this was included to increase the impedance of the source of th 


* RosINson, B. C.: “The Propagation of Surge Voltages through Large Turbc 
Alternators with Two Parallel Windings,” P, dings I.E.E. 
ipsa do, hee. ® 53) gs,” Proceedings » Paper No. 1667 S, Jun 
UDENBERG, R.: Discussion to Reference 4, 7) i j 
ue ni ransactions of the American I.E.E 


urge at the alternator terminals, and not to decrease it as sug- 
4 ested by Dr. Lewis. Reflections would, of course, occur at the 
|lternator terminals and again at the impulse generator with the 
\eflected wave reaching the machine terminals about 5 x 10~8sec 
a its original reflection as suggested by Dr. Lewis. The surge 
il pplied to the alternator terminals would then consist of the 
| acoming surge plus the sum of previous reflected voltages. So 
jar as the alternator was concerned, these incoming voltages could 
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be replaced by an incoming surge of the same equivalent wave- 
form which had come from a relatively-high-impedance source 
giving the same waveform. In both cases the wave which would 
enter the winding would still contain only components of fre- 
quency less than the critical frequency. Thus it may be antici- 
pated that the extrapolation as explained in Section 6.2 would 
give a value for the wavefront penetrating the alternator winding 
when a rectangular wave was applied to the connected line. 


1 Dr. B. C. Robinson (communicated): The paper gives another 
Werivation of the familiar standing-wave theory for the pene- 
)-ation of surge voltages into electrical machines. The form of 
ircuit which the author gives lends itself to convenient con- 
%truction of model circuits. He extends the theory to cover the 
vase of a network consisting of a small number of units. This 
| vould appear to have a possible application to shell-type trans- 
formers. Most large transmission-system transformers built in 
is country are, of course, of the core type, with either disc- or 
juyer-type windings. The former have a large number of discs 
/nd may therefore be conveniently treated as being infinitely 
hivided, and the latter are not dealt with in the paper. 

i From his equations and statements it appears that the author 
as failed to grasp the essential difference of conception between 
fae standing-wave theory or its corresponding travelling-wave 
Jotation as given in the paper and the travelling-wave theory 
&s devised by Rudenberg+ and used by myself.{ For instance, 
*e comments on the fact that neither Rudenberg nor Robinson 
@akes into account the termination of the network. This has 
Hlready been explained by Rudenberg§ as being unnecessary in 
ine case of the travelling-wave theory until such times as voltages 
iceur at the terminal concerned and reflection and refraction 
\f the wave occurs. This point is also explained by me|j in a 
iscussion on my paper. In the latter case no mention of the 
sflections was made in the theoretical portion of the paper, 
Since it was considered that the complications introduced by 
jae machine connections themselves would render any quanti- 
jitive theoretical treatment inaccurate and therefore useless 
lefore such times as reflections occurred. If in any particular 


+ * Lewis, T. J.: Paper No. 1691 S, October, 1954 (see 101, Part Il, p. 541). 
~ + RupENBERG, R.: “Performance of Travelling Waves in Coils and Windings,” 
Sansactions of the American I.E.E., 1940, 59, p. 1031. j 

) t “The Propagation of Surge Voltages through High-Speed Turbo-Alternators with 
{ngle-Conductor Windings,” Proceedings I.E.£., Paper No. 1561S, October, 1953 
1 00, Part II, p. 453). , 

¢ De iyissission on ns cited above.} Transactions of the American I.E.E., 1940, 59, 


| 1260. 
|| See page 361. 
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winding this was not the case, the theoretical treatment of the 
reflection does not present any difficulties which are not easily 
overcome. 

Dr. T. J. Lewis (in reply): I fail to understand the necessity 
for Dr. Robinson’s comments since most of the matters raised 
by him can be settled immediately by perusal of the sub-headings 
of my paper. For instance, Section 3 indicates that the paper 
is primarily concerned with a network having an arbitrary number 
of units N, there being no special extension to small values of N. 
On the contrary, Section 7.2 shows the logical extension of the 
theory to the case of infinite sub-division (N-—> oo). Dr. 
Robinson has obviously overlooked this. 

Again no undue emphasis has been placed on the standing- 
wave solution, and Sections 4.1 and 4.2 give both the standing- 
and travelling-wave solutions in a way which indicates their 
essential equivalence. The conception of the travelling-wave 
theory given by Rudenberg is identical with that above and any 
differences which arise are due to faulty procedure by that 
author. The difficulties experienced by Dr. Robinson in com- 
paring Rudenberg’s treatment with the present one appear to 
be due to a failure to understand the full implications of the 
mathematical processes involved. 

In his contribution Dr. Robinson suggests that the terminal 
conditions need not be included since the times under considera- 
tion are less than those required to produce terminal effects. 
His original paper imposes no restrictions on the time in this 
way, and in fact his experimental results indicate clearly that 
terminal conditions are influencing the result. Failure to produce 
a precise and rigorous mathematical statement of the problem 
in the paper by Dr. Robinson leads to fallacious results. A 
correct use of the superposition principle implied in the Fourier 
integral will yield solutions valid throughout the network at all 
times. The correctness of such a solution in no way depends 
on the choice of a standing- or travelling-wave concept for its 
expression. 
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SUMMARY 


The paper is intended as a critical survey of the technical and 
economic aspects of miniature circuit-breakers. 

After some introductory remarks on their place in the field of 
protective gear, a brief historic outline of their development is given, 
followed by an analysis of the many requirements to be met, together 
with a study of the more important design features to be observed 
concerning contacts, arc-extinguishing devices, mechanism, etc. 
Special attention is devoted to overloads and short-circuit-protection 
devices, and the rupturing capacity is reviewed in some detail. 

The application and economy of these circuit-breakers are discussed 
on a basis of comparison with other protective gear, and with the 
practice followed in the United States. 

In conclusion, some suggestions are made for the future development 
of miniature circuit-breakers in the belief that they will occupy a 
place of constantly increasing importance. 


(1) INTRODUCTION TO THE MINIATURE CIRCUIT-BREAKER 


Overload and short-circuit protection of electric circuits and 
equipment has in the past been effected principally by electric 
fuses and circuit-breakers. 

The semi-enclosed fuse has the double advantage of being 
cheap and easily rewireable, but through this latter feature it 
is also open to abuse due to overwiring well beyond the intended 
rating. The high-rupturing-capacity fuse largely overcomes this 
disadvantage and is, moreover, capable of dealing with large 
fault currents, but is far more costly both initially and in main- 
tenance. In all cases, the repair of a blown fuse is a nuisance 
and may cause loss of valuable time. 

The circuit-breaker, on the other hand, is free from these 
defects, but has its drawbacks in being far dearer and more 
cumbersome than a fuse. 

The need for some protective device embodying the main 
advantages of fuses and circuit-breakers is therefore apparent, 
its aim being to combine the small size and cheapness of a fuse 
with the dependability and reswitching features of the circuit- 
breaker. Thus came about the development of miniature 
circuit-breakers. 


(2) HISTORY OF DEVELOPMENT 


The first miniature circuit-breaker may be said to date back 
to the period 1910-25, when small h.y. circuit-breakers were 
developed, particularly in the United States. They were based 
on the design of oil circuit-breakers, and were tripped by a fuse 
element; for that reason they were referred to as liquid fuses, 
although in truth they were to be regarded as miniature oil-break 
circuit-breakers. 

However, it was not until about 1930* that the design of 
air-break miniature circuit-breakers such as we know them 
to-day began almost simultaneously in Britain and in the 


’* Since the paper was written, further investigation has revealed a much earlier 
German design, dated 1908-10. 
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United States; but while their use spread only slowly in Britai 
their progress has been little short of phenomenal in the Unit 
States, where they have taken the place of a substantial prope 
tion of fuses and have, in fact, given rise to a m.c.b. consciousne 
and outlook which has had considerable influence on the desi 
of supply circuits, the general tendency being to keep the pr 
spective short-circuit apparent power of sub-circuits to fait 
low values. In fact, it has become general practice to use circui 
relying for protection solely on these circuit-breakers, which a 
referred to as ‘“‘moulded case” or “‘frame,”’ rather than miniatut 
circuit-breakers, since their range stretches from single-pa 
designs of low current ratings at 110 volts to triple-pole mode 
breaking 600 amp at 600 volts, so that only their physical si 
would justify the term miniature. ; 

The influence of this development soon made itself felt els 
where, and the use of miniature circuit-breakers has becon 
standard practice in many countries, some of which have include 
them in their specifications, e.g. France! and Australia ;* Germat 
in particular has been well in the fore in this field. 

In Britain, the traditional outlook remained severely bias 
towards fuses, despite serious efforts made to popularize tl 
use of miniature circuit-breakers. Whereas in the United Stat 
they were designed with the specific object of replacing fuse 
and were thus rectangular in shape and capable of being bu 
into distribution boxes, British manufacturers seemed to be 
two minds whether to give them the appearance of a fuse | 
that of a tumbler switch. 

About 1935, some attempts were made to build these ear 
products into distribution boxes or panels, but on the who 
they were not really successful, since, in general, the design he 
not been specifically directed towards this end, although the 
are one or two noteworthy exceptions. 

It would be hardly fair to ascribe this reluctance towar 
adoption of miniature circuit-breakers entirely to a conservati' 
fuse-minded outlook. Their design presents difficult problem 
some of which do not apply to the same extent in the Unite 
States, e.g. a higher voltage and higher short-circuit currer 
and a preference for suitability on both d.c. and a.c. supplie 
Furthermore, the 1939-45 War stifled many projects. 

The post-war years, however, have seen a sudden spurt in tI 
development of miniature circuit-breakers coupled with tI 
design of distribution boxes, partly under the influence fro 
abroad and partly owing to numerous building schemes ar 
other capital projects. 


(3) ESSENTIAL FEATURES 
(3.1) General 


A miniature circuit-breaker has to meet many requirement 
some of which are hard to reconcile. Since it will be general 
installed where in the past a fuse or switch-fuse would ha’ 
been used, it must of necessity be inexpensive—at least relative 
so—and small, preferably no larger than a fuse correspon 
ing to its maximum rating. It must be suitable for mas 
production and thus capable of easy assembly by semi-skille 
labour. The main source of complication lies in the fact th: 
the miniature circuit-breaker has two principal and distin 
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functions, namely that of a switch and that of a circuit-breaker. 
| As a switch it must be capable of making and breaking its rated 
qerren' faultlessly a great many times. As a circuit-breaker it 
Jmust give a thoroughly reliable protection against dangerous 
{overloads and short-circuits. 

| There is in Britain no standard specification for miniature 
jeircuit-breakers as such; there is, however, a British Standard3 
‘tor air-break circuit-breakers generally, and this includes current 
ratings of 15, 30 and 60amp, and thus covers the miniature 


rircuit-breaker range. 


(3.2) Mechanical Requirements 

13.2.1) Operational. 

4, Miniature circuit-breakers will be used in lieu of fuses, e.g. 
in distribution boards, in which case it may be taken that they 
'jare normally in the “on” position and will be operated only 
occasionally. The main considerations are then electrical, i.e. 
{-fficient protection and current-carrying ability for indefinite 
A. The one essential mechanical condition is non- 
.4Jeterioration. 

{ On the other hand, many will be used in lieu of a switch 
@.r switch-fuse, and may be called upon to make and break their 
j:ircuit numerous times, in the same way as a tumbler switch. 
4The mechanical life performance of an ordinary circuit-breaker is 
adeemed satisfactory if all parts are still in working order after 500 
pperations (B.S. 862, Section 36).3 Such a low figure would, of 
4 2ourse, be entirely unsuitable for a miniature circuit-breaker. On 
i ‘he other hand, where tumbler switches are concerned, a minimum 
) ife of 15 000 operations at 5 amp is required,* although manu- 
j/acturers usually endeavour to obtain at least 100 000 operations 
; land some switches are known to have shown a performance of 
ne million operations or more. Such a figure is at present out 
i>f the question for a miniature circuit-breaker, in view of the 
jvelatively large number of moving parts and springs, compared 
{with a tumbler switch; but the British Standard figure for tumbler 
l;witches gives a fair value, which with sound design may be 
i:chieved and even considerably exceeded. 


13.2.2) Mechanism. 

. The mechanism must be of the “trip free” type, so that the 
lsontacts cannot be held closed against a fault. It should, 
inoreover, withstand impact and vibration of at least moderate 
®ieverity, in order to ensure continuity of operation under the 
“liverse conditions likely to be met with in service. 


.3.2.3) Physical Size. 

Overall dimensions vary appreciably from one make to 

fanother and depend, amongst other factors, to a considerable 

*xtent upon the voltage rating. 

{ One of the smallest designs met with so far measures only 
Jin X Zin X 24in high. Table 1 lists the overall dimensions 

lof the six whose electrical performances are given in Section 5. 

| The provision of moulded enclosures simplifies the question 

Nf clearance to the case and earth and contributes to the achieve- 

nent of the small dimensions quoted. 


(3.3) Electrical Requirements 


3.3.1) On Load. 

\ Currents up to the maximum rating must naturally be carried 
dvithout overheating and without undue loss. 

i In order to keep the voltage drop across the contacts to a 
‘minimum in service, some rolling and/or wiping action is 
renerally incorporated. 


i In order to reduce the size of the contacts to a minimum and 
Mliminate skilled fitting, there has been an almost universal 
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Table 1 


OVERALL DIMENSIONS OF SOME SINGLE-POLE MINIATURE 
CiRCUIT-BREAKERS 


Dimensions 


Length Width 


Maximum projection 


Ne SSeS 2. 
PRO vRon 5 
WWWWAD -. 
oN pep 5 


tendency to adopt butt contacts, which have been found to give 
remarkably low losses, e.g. SmV at 50amp. At low ratings, 
say below 2:5 amp, the loss caused by the overload device, 
particularly if it is of the electromagnetic type, may absorb a 
substantial proportion of the supply voltage. 

The maximum current rating varies appreciably from one 
make to another, but lies generally within limits of 25-60 amp, 
being controlled by the highest permissible temperature rise. 
B.S. 862 : 1939 rules3 [Section 13(6)] that the temperature rise 
of the current-carrying parts shall not exceed 30° C, except any 
operating coil or thermal element that may be used. 


(3.3.2) On Overload. 

Tripping must be ensured on serious maintained overloads 
but must not occur on harmless short surges, with particular 
reference to switching and starting surges. Speedy resetting of 
any time delay employed may be required on occasions, e.g. 
when inching motors. The use of time-delay devices is dealt 
with in some detail in Section 4. 


(3.3.3) On Short-Circuit. 

On severe overloads and short-circuits tripping must be 
instantaneous, thereby overriding the operation of the time- 
delay device. Means for achieving this will also be discussed 
in Section 4. A definite rule cannot easily be made about the 
amount of short-circuit protection to be afforded by miniature 
circuit-breakers, but very few circuits on which they are likely 
to be used have a prospective short-circuit current exceeding 
3-5 kA; furthermore, it is the authors’ experience that in the 
great majority of cases its value lies, in fact, below 1 kA where 
sub-circuits are concerned. It is no doubt for this reason that 
in some designs the rupturing capacity has been sacrificed in 
order to produce a circuit-breaker of very reduced dimensions, 
such as those applying to the design referred to in Section 3.2.3, 
such a circuit-breaker being backed up with an h.r.c. fuse if 
necessary. 

The clearing of substantial fault currents leads to the problem 
of arc disposal; owing to the small amount of space available for 
arcing, the arc must be got rid of expeditiously, particularly 
since the contact gap is usually no more than a fraction of an 
inch. The task of the contact arrangement is thus an arduous 
one, and assistance is normally obtained from one or more of the 
following arc-disposal devices: 

(a) Are chutes. 
(b) Blow-outs. 
(c) Arcing contacts. 

Arc chutes make for rapid and effective cooling and extinction 
of the arc and are essential for d.c. duty. They should be made 
of a material of good thermal capacity, such as asbestos com- 
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pounds, and have a large surface resistivity for efficient arc 
interruption; they may be either fabricated or moulded complete. 
Great attention has been paid in recent years to the design of arc 
chutes, which have been found to affect the breaking capacity 
of contacts more than any other single factor. Generally speaking 
it is desirable to confine the arc as closely as possible, and at the 
same time expose to it to the maximum available cooling area. 
A number of patents have been taken out on various designs of 
arc chutes. The best known of these, perhaps, is the De-ion 
type, which tends to split up the arc into small, relatively harm- 
less and more easily extinguished sections. 

Blow-outs are used in many instances in order to draw the 
arc rapidly away from the small contact gap. Since miniature 
circuit-breakers are primarily designed for a.c. duty, the blow- 
outs are generally self-excited. 

Blow-outs may easily assume large proportions, and in order 
to save space, various ingenious devices and combinations have 
been introduced, e.g. a combination of blow-out and short- 
circuit trip, or a combination of fixed contact and blow-out coil; 
the latter arrangement completely dispenses with the use of a 
separate blow-out coil, the fixed contact strip being coiled as 
shown in Fig. 1, thus providing its own blow-out m.m.f. 


Fig. 1.—Combined blow-out coil and fixed contact. 


Arcing contacts have been used in some instances to reproduce 
the contact operating sequence of the larger circuit-breakers; in 
addition to the main contacts an arcing contact and a further 
auxiliary contact may be incorporated. The arcing contact may 
have a carbon tip to prevent welding, particularly on making 
fault currents, but this, on the other hand, tends to give a hotter 
and more damaging arc. Fig. 2 shows an effective combination 
of these contacts, together with their arc chute. 


ARC RUNNERS 


ARCING. 
CONTACT 


FIXED 
CONTACT 


AUXILIARY. 
gr CONTACT 


CARBON 
BED 


(2) 
Fig. 2.—Arcing-contact arrangement in a miniature circuit-breaker. 


(4) OVERLOAD AND SHORT-CIRCUIT PROTECTION 


By virtue of the problem of size, more thought has been given 
to automatic tripping devices used in miniature circuit-breakers 
than to any other feature, and a number of designs have been 
patented. 
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(4.1) Instantaneous and Time-Delay Operation 

The automatic tripping of circuit-breakers may be eithe 
instantaneous or delayed. 

Instantaneous tripping operates invariably on the electrc 
magnetic principle and is required in all cases to give protectio 
against heavy faults, such as short-circuits. The term “instar 
taneous” is only relative, used by comparison with an intentions 
time-delay; in practice there is a definite minimum time-delay 
owing to the inertia of the mechanism. This time is usually c 
the order of 10 millisec and appears to be independent of an 
particular design. For this reason miniature circuit-breaker 
have on occasions been referred to as half-cycle circuit-breaker: 

In addition to providing the safeguard against short-circuit: 
instantaneous tripping may be used for ordinary overloa 
operations whenever it is desired to give a close and immediat 
protection to a circuit or an appliance. 

In most cases, however, the provision of some time delay | 
desirable, and in fact essential, to prevent undesired tripping o 
harmless short-lived overloads, and in particular to overcom 
starting and switching surges, which are a feature of practicall 
every circuit, with the exception of heating appliances having | 
high initial resistance. 

The starting surges of motors are well enough known, but it i 
not generally realized that an even higher, though very shor 
surge occurs when switching on an incandescent-filament lamp 
in fact, its value is of the order of 10-12 times the normal runnin 
current, and is clearly shown in Fig. 3. Starting surges c 


Fig. 3.—Oscillogram showing switching surge when making circu 
containing one 150-watt incandescent-filament lamp. 


R.M.S. operating current = 0-65 amp. 
Starting current = 9-75 amp. 

Duration of surge = 4 millisec. 4 
Resistance = 25 ohms cold; 352 ohms hot. 
Experimental surge ratio = 10:7. 
Calculated peak ratio = 14. 


different intensities occur also with fluorescent and mercury 
vapour lamps. Thus a time-delay trip will normally be require: 
for the lower range of overloads, combined with instantaneou 
operation on short-circuits. 


(4.2) Time-Delay Devices 


Time-delay devices used with miniature circuit-breakers ar 
either of the thermal, bimetal-strip, type, directly or indirectl 
heated, or of the electromagnetic type, working on the hydraulic 
dashpot principle. The speed of operation of both types is ; 
function of the current: the larger the overload the quicker th 
action, the result being an inverse time/current characteristic. 


(4.2.1) Thermal and Electromagnetic Time-Delays. 


Thermal time-delays have the advantage of being simple i 
design and cheap to manufacture; they may be made to ver 
small dimensions and can be arranged for easy calibration an 
subsequent adjustment. 

Against these points, an electromagnetic time-delay cai 
provide both delay on overload and instantaneous Operation 01 
short-circuits, whereas a thermal element cannot give the latte 
and requires a separate electromagnetic trip for that purpose 
It must, however, be added that some ingenious yet simpl 
combinations of thermal time-delay and electromagnetic instan 
taneous trip have been devised, one of which is shown in Fig. 4 
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Fig. 4.—Combined bimetal thermal trip and magnetic trip. 


jjon overload, the bimetallic strip A behaves as a thermal time- 
fielay, but on short-circuit it acts as a conductor placed in a 
@mnagnetic field and is attracted by the magnetic block B. 

* A considerable drawback of thermal trips is their long re- 
setting time, which may exceed 1-2min, whereas almost instan- 
§-aneous resetting of dashpots can be obtained by means of a 
‘Mion-return valve. The use of such a valve will also permit the 
aching of motors which may be impossible with a thermal 
ilevice, particularly against a heavy load. In addition, operation 
4 xf the dashpot can be rendered less dependent on temperature 
i-han that of the bimetal strip, provided that a suitable oil with a 
very flat viscosity/temperature characteristic is used. Silicone 
Sduids have given excellent results for this purpose, comparative 


Veurves with ordinary mineral oils being shown in Fig. 5. On 


TEMPERATURE, °F 


Fig. 5.—Viscosity/temperature characteristics. 


100-centistokes silicone fluid. 
— — — Petroleum oil. 


‘he other hand, it must be recorded that some designs incor- 
Borate features to counteract the ambient-temperature effect 
jf thermal trips, by using a compensating arrangement either 
® or the frame holding the bimetal strip or for the mechanism arm 
Svhich is released on tripping. This latter case is illustrated in 
“Fig. 4, where C is a temperature-compensating strip. 

3) So far as consistency of operation under a given set of con- 
Glitions is concerned, there is little to choose between the two 
#ypes. Electromagnetically operated dashpots, however, have 
/he advantage that they may be built up as sealed units, free 
rom external interference; such an arrangement, which has been 
9pecially designed for incorporation in miniature circuit-breakers 
will now be described, the operation of the more conventional 
i ievices being generally well known. 
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(4.2.2) Electromagnetically Operated Sealed Time-Delay Units. 


Ordinary hydraulic-dashpot arrangements suffer from the 
disadvantage that the oil must normally be added in situ, and if 
the correct type is not immediately available the use of the 
wrong kind may result in a considerably altered time-delay 
performance. This drawback has been overcome by the use of 
the closed time-delay unit illustrated in Fig. 6. 


FERROUS TOP-CAP 


FERROUS BRASS 
(ACTIVE END) 


PLUNGER CYLINDER 


PHOSPHOR- BRONZE 
PLUNGER 
RETURN SPRING 


SPACE INSIDE 
FILLED WITH 
SILICONE FLUID 


DEAD END 


Fig. 6.—Sealed electromagnetic time-delay unit. 


It combines the features of a magnetic solenoid core and an 
oil dashpot, and consists of a hermetically sealed brass cylinder 
filled with oil, closed at the “active” end by a magnetic cap 
and at the “dead” end by a brass plug. The cylinder also con- 
tains a spring-loaded magnetic plunger, the spring biasing the 
plunger away from the “‘active’’ end. 
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Fig. 7.—Inverse time characteristic for electromagnetic time-delay 
unit, showing area of operation. 


When the m.m.f. of the overload coil surrounding the time- 
delay unit exceeds a preselected value, the plunger travels towards 
the magnetic cap, compressing the spring and displacing the oil, 
tending to take up a central position inside the coil but being 
stopped by the magnetic cap before so doing. With minimum 
operating current flowing the design is such that at this instant, 
but not before, the force of attraction on the external armature 
becomes sufficiently great to pull it towards the magnetic cap, 
thereby tripping the mechanism. 

When the overload is very large, and particularly during a 
short-circuit, the force of attraction on the armature, with the 
plunger still held against the brass end, attains sufficient power 
to cause instantaneous operation without movement of the 
plunger. Thus this unit provides instantaneous operation 
beyond a specified overload level, the ratio between the instan- 
taneous operation current and the rated current being termed the 
“instantaneous-trip ratio” (Fig. 7). 

This ratio may be increased, if desired, by means of an auxiliary 
coil, as shown in Fig. 8, the effect of which on theinstantaneous- 
trip ratio is clearly seen from Fig. 9. A variation of the auxiliary 
m.m.f. provides an easy means of altering the opposing force 
exerted by the auxiliary coil and hence of obtaining different 
ratios. This arrangement may be particularly useful for motors 
with high starting-current ratio, such as split-phase types. 
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Fig. 8.—Auxiliary-coil arrangement for time-delay unit, 
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Fig. 9.—Effect of auxiliary coil on instantaneous-trip ratio. 


(a) Auxiliary-coil force. 

(b) Overload-coil force with plunger at inactive end. 
(c) Flapper-spring restoring force. 

X. Instantaneous trip with auxiliary coil. 

Y. Instantaneous trip without auxiliary coil. 


(5) RUPTURING CAPACITY 


Of all the points concerning miniature circuit-breakers, 
rupturing capacity is perhaps the most controversial and the 
one of greatest technical interest to engineers and users. The 
exact rupturing capacity can be considerably affected by even 
small details of design, particularly where contacts, arc chute, 
and blow-out are concerned, and it is therefore difficult to quote 
precise values. 


(5.1) Criterion of Satisfactory Performance 


In addition, it is necessary to provide some criterion—rather 
different from that for large circuit-breakers—which clearly 
states when a test result may be considered satisfactory. After 
the clearing of a fault, one would not be expected to have to 
examine the circuit-breaker and possibly to replace some parts, 
€.g. a contact or an arc chute, which procedure is quite usual 
after a severe fault has been cleared by a large circuit-breaker. 
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Miniature circuit-breakers are liable to be installed in rem« 
places, where no technician may be immediately available, a 
they are expected to deal repeatedly, if not frequently, with 1 
maximum fault conditions likely to occur without coming 
any undue harm. In this connection it must be borne in mi 
that they are not usually designed for easy replacement of par 
for economic reasons, a complete renewal being deemed p. 
ferable in the case of damage. 

Thus it appears that two values have to be considered, t 
actual rupturing capacity and the useful rupturing capaci 
which is likely to be appreciably lower than the former. 

A sound criterion for ascertaining the useful rupturing capac 
will be found in the Australian Specification for miniatv 
over-current circuit-breakers,2 which states that “throughc 
the breaking-capacity test the operating handle and all openir 
in the enclosing case shall be surrounded with loose, dry, cott 
waste . . .” which waste must not ignite during the te 
[Section 20(d)]. This criterion will be found considerably mc 
severe than the more usual one of “blowing the earth fus 
(connected to a metal case or to a wire mesh surrounding 
case of insulating material), and is a fairly reliable guide to t 
useful rupturing capacity. Tests have shown that this cott 
waste usually ignites when testing at the actual rupturing capaci 
whereas the earth fuse may well remain intact. 


(5.2) Breaking Capacity 
As a rough guide it may be taken that the maximum curre 
that can be effectively broken varies inversely as the square 
the voltage, so that the apparent power then varies inversely 
the voltage, assuming all other conditions to remain the same. 


Table 2 


A.C. BREAKING CAPACITY OF SOME MINIATURE 
CIRCUIT-BREAKERS 


R.M.S. breaking capacity 


Make Makers’ rating Test voltage 


Prospective 
current 


Apparent 
power 


Ke 


Table 2 gives the approximate maximum breaking capacity 
the six makes listed in Table 1, at the appropriate phase-t 
neutral voltage; this is likely to yield the fairest comparison, { 
it is being held that single-pole breakers are primarily intend 
for such a duty. 

Thus it may be taken as a general guide that the maximu 
a.c. rupturing capacity of existing designs is of the order 


1 MVA per pole per phase. Currents considerably in excess 
these figures may be interrupted, but not usually without sor 
damage to the circuit-breaker. Fig. 10(a) shows such a resv 
in which two circuit-breakers in series cleared a prospective r.m 
current of 10kA at 440 volts a.c. 

The figure quoted in the Table will hold good down to pov 
factors of about 0-5, beyond which the damage through repeat 
fault operation may become rather serious. It is unlikely that 
miniature circuit-breaker will clear its maximum rupturi 
capacity more than, say, 3-6 times without appreciable reducti 
in its efficiency. 

The speed of clearing these high currents is limited principa 
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‘ig. 10.—Oscillograms of some short-circuit tests on single-pole 
miniature circuit-breakers. 


Test 
voltage 


Prospective 
current 


Power 


Oscillogram factor 


Remarks 


kA volts 


10 440, a.c. 0-65 lagging 2 in series 


4 235, ac: 


0-25 lagging 
0-8 110, d.c. _ 


Non-inductive 
load 


ty the definite minimum time of the mechanism and overload 
jilevice as discussed in Section 4, being of the order of 10 millisec 
jown to the power factor stated. Consequently the breaking 
Svapacity of a given design is independent of the particular current 
jating tested, provided that the overload coil or bimetal strip 
for the lower ratings can withstand the effects of the fault surge. 
1 The useful breaking capacity depends, of course, on the 
‘sriterion of satisfactory behaviour required, but will be sub- 
i;jtantially lower, say one-half to one-quarter of the values quoted, 
ander which conditions a fault may be cleared perhaps 50- 
100 times without ill-effects to the operating efficiency. Such 
joreaking capacities may be considered as rather low, but this 
#'s not really serious, since it will be found that the prospective 
short-circuit current in the great majority of applications lies 
jconsiderably below even these figures (see Section 3.2.3). 

1 In this connection it should be mentioned that for the lower 
Scurrent ratings the actual short-circuit current will be effectively 
j imited by the impedance (or resistance) of the overload device. 
iThus for the 5 and 2:5-amp ratings of a particular design incor- 
oorating an electromagnetic time delay, the prospective current 
Jat 250 volts (a.c. or d.c.) would be limited approximately to 
)2 500 and 750 amp respectively. 

| Table 3 gives extracts from a series of breaking tests carried 
jout by an independent testing authority. 

1 These tests were rather severe because of the low power factor, 
jbut they are thought to illustrate well this difference between the 
jactual and useful breaking capacities. The oscillogram for the 
1second test is shown in Fig. 10(b). 

) On a dc. supply the breaking capacity will normally be 
4 appreciably less than on an a.c. supply, and for a given voltage 
‘may be expected to be a quarter of the a.c. value or even less. 
\In order to compensate for this it is common practice to reduce 
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Table 3 
EXTRACT FROM TEST REPORT ON BREAKING CAPACITY 


we Br ospesive Sob Observation Observation after 
(a.c.) current (lagging) at time of test test 
volts kA 
235 2 0-20 | Slight noise | Contacts slightly 
and flash. burnt. 
235 4 0-25 Slight noise | Contacts badly 
and flame burnt. 
which per- 
sisted for 
about 5sec | 
after test. | 


the direct-voltage rating, usually 


The operating time, however, still remains about 10millisec, as; 
shown in Fig. 10(c). 


to half the alternating value.. 


(5.3) Making Capacity 


The making capacity of a miniature circuit-breaker referred 
to the prospective r.m.s. current is likely to be somewhat lower 
than its maximum breaking capacity, and may be taken to have 
about the same value as the useful breaking capacity discussed 
above. The reason for this difference lies mainly in the absence 
of contact pressure on making. This pressure is the principal 
mechanical force opening the contacts on tripping from the 
closed position, the main mechanism spring being only a 
secondary agent. On making, however, the latter is the only 
mechanical opening force, with a consequent slowing down of 
contact separation, delay in arc interruption and worsening in 
performance. 

A further point accounting for this reduced making capacity 
is the absence of contact wipe which will normally take place on 
complete closing or opening, with a consequent risk of contact 
welding taking place on making a fault. This can be overcome 
by using a carbon-tipped arcing contact, although this will 
result in a fiercer and more damaging arc. Alternatively, copper- 
tungsten or silver-tungsten contacts have been found to have 
excellent erosion-resisting and anti-welding properties, but when 
used as single main contacts (as distinct from separate arcing 
contacts) will reduce the maximum current rating by virtue of 
their lower electrical conductivity. 


(5.4) Scope for Short-Circuit Protection 


It is of interest to note that the values quoted in Table 2 appre- 
ciably exceed the capacity stipulated in B.S. 936, Table 4, for 
circuit-breakers up to 60 amp; they surpass, in fact, the value for 
the 100-amp rating, being approximately equivalent to that for 
the 200-amp rating.> 

It has already been pointed out that prospective fault currents 
exceeding the capacity of miniature circuit-breakers are the 
exception rather than the rule in sub-circuits. In the event of 
such large faults occurring, however, satisfactory protection 
may be obtained by the use of an additional back-up h.r.c. fuse 
of higher rating. This combination can be made to ensure that 
the fuse comes into action only when the fault current approaches: 
the capacity of the circuit-breaker, which will discriminate 
against the fuse below this critical value. 


(6) APPLICATION 


In order to appreciate to the full the advantages to be gained 
in the application of miniature circuit-breakers, some brief 
comparison is necessary between their operational features and 
those of fuses. 
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(6.1) Tripping and Fusing Characteristics 


Fuses designed in accordance with B.S. 88: 1952 fall into 
one of the three classes. The specification provides that Class-P 
fuses shall have a maximum fusing factor of 1:25, Class-Q fuses 
a factor of 1-75 for h.r.c. and of 2 for rewireable types, and 
Class-R fuses may have fusing factors above these figures. When 
subjected to the minimum fusing current these fuses must blow 
within a time which varies from 45min to 8 hours according to 
class and rating. Therefore the time delay of a fuse at minimum 
fusing current is rarely shorter than 45min and can vary 
enormously. 

Characteristics of miniature circuit-breakers with electro- 
magnetic and thermal-magnetic trip units are compared in 
Fig. 11 with those of Class-Q fuses. It can be seen that in the 
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Fig. 11.—Protective characteristics in region of minimum fusing 
current. 


(a) Class-Q h.r.c. fuses. 
(b) Miniature circuit-breaker with thermal delay. 
(c) Miniature circuit-breaker with electromagnetic delay. 


region of minimum fusing currents, the circuit-breaker time 
delays, and particularly the electromagnetic delays, are very 
much shorter (and, it may be added, more consistent). Conse- 
quently, a far more accurate degree of protection is obtainable. 


(6.2) Safety and Misuse 


A rewireable fuse is subject to misuse inasmuch as the careless 
or amateur electrician might easily wire it with an element of 
far greater section than is safe. Cartridge fuses, particularly 
in the lower ratings, are often used, not because of their higher 
rupturing capacity, but because they are not open to this abuse 
and give a closer measure of protection. 

A properly designed and sealed circuit-breaker overcomes 
danger of misuse inasmuch that, once it has interrupted the 
circuit, the circuit cannot be reinstated if the fault conditions 
continue. 
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(6.3) The Miniature Circuit-Breaker as an Alternative to the Fus 


Since the war the use of small circuit-breakers has sprea 
with surprising rapidity. Applications have ranged fror 
generator control panels to house service units, and from shi 
circuits to street lighting, while many of the stringent an 
accurate requirements of motor protection have been met 
They have also been used on housing estates abroad to limi 
the current which can be taken by occupiers of houses wher 
electricity is supplied on a simple rental basis. The resultan 
experience gained both by manufacturers and users is leading t 
their still wider adoption. 

Their size is such that they may be used in any instance wher 
fused switches or switch-fuses of cartridge or rewireable typ 
would previously have been used, and such substitution is alway 
technically correct, providing that 

(a) The possible fault obtainable is less than the rupturing capacit 
of the breaker, or suitable backing protective devices are installed. 

(b) The time delay is adequate to maintain the circuit durin; 
temporary surges. 


When considering the application of multi-pole miniatur 
circuit-breakers the points mentioned above concerning rupturin; 
capacities and tripping characteristics assume even greate 
importance. This is because there is more likelihood in multipok 
circuits of other devices, e.g. motor starters, being provides 
between the circuit-breaker and the apparatus it protects. 

Under these conditions fuses are really unsuitable. On thi 
one hand, a sensitive h.r.c. fuse of small current rating is likels 
to blow on the occurrence of a fault before the circuit-breake: 
could open the circuit, thereby preventing quick reinstatemen 
of supply. On the other hand, a slow-acting rewireable fuss 
would be easily beaten by the circuit-breaker so that its presenct 
would serve no useful purpose. 

With the exception of motor-starter equipment, the branck 
circuits of a supply controlled by a triple-pole circuit-breake: 
should themselves be controlled by circuit-breakers of simila: 
characteristics but smaller rating. It follows that the smaller the 
percentage of fuses in an installation the greater the saving ir 
maintenance and the greater the degree of convenience. I 
fact, the complete circuit-breaker scheme is in this respect the 
ideal. 

It is interesting to compare the respective sizes of two distri 
bution boards having eight 50-amp triple-pole-and-neutra 
outgoing ways, each way having means for protection and iso. 
lation. If switch-fuses were used the dimensions of a typica 
arrangement would be 7in Xx 36in xX 48in, weight 1681Ib 
while the size of a similar board incorporating small circuit 
breakers would be Sin x 23in x 16in, weight 55lb. Ths 
difference in size and weight are so considerable that the switch: 
fuse board would normally require an angle-iron framework 
for its support, while the circuit-breaker board could be con 
veniently mounted on a wall. General indications are that they 
provide far lighter and more compact gear in such arrangements 

There are special considerations in the d.c. use of smal 
double-pole circuit-breakers in ships, where every branch circui 
is provided with means for protection and isolation. Hithertc 
it has been the custom to achieve this through the use of double. 
pole switches and fuses. It is thought that, in view of the vas' 
number of such branch-circuits in each ship, circuit-breakers car 
provide physical and electrical improvement. Already they 
have been used on an experimental scale for this work. 


(6.4) Distribution 


Experience of the advantages of single- and multi-pole minia 
ture circuit-breakers has recently been followed by their use it 
distribution schemes, and several smaller installations have 
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jalready been carried out. One of these relating to a new school 
and employing circuit-breakers exclusively is shown in Fig. 12. 
‘ySuch schemes will provide a far clearer appreciation of their 
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ij Fig. 12.—Block schematic of distribution scheme using miniature 
3 circuit-breakers. 


S. Single-pole-and-neutral type. 
T. Triple-pole-and-neutral type. 


(a) Lighting circuits. 
(b) Heating circuits. 


_ In many of the larger distribution schemes of conventional 
#.design opportunities exist for their application instead of both 
i, switches and fuses. Often a bank of switches or a switched 

% fuseboard is employed to control the lighting in a large room or 
if office. The use of circuit-breakers in such instances provides 
‘an obviously more suitable arrangement. 

The advantages in leaving the final sub-circuit control and 
§ protection safely in the hands of the electrically unskilled have 
§.been readily appreciated in the United States. Panelboards 
4 incorporating circuit-breakers are used extensively and this has 
4 naturally had its effect upon distribution layouts. The equipment 
‘is more often conveniently placed and consequently more 
} readily accessible than in Britain, where considerable expense 
& may be incurred in keeping the equivalent equipment out of 
%,harm’s way. 

(6.5) Domestic Applications 


. A domestic installation is almost invariably in the hands of 
7 either an unskilled householder or, what is worse, an amateur 
electrician. Some people are afraid of a fuseboard, and in 
| relying upon outside help for the replacement of fuses may well 
+ be compelled to wait for a day or so before a circuit can be 
+ re-employed. 

f Miniature circuit-breakers are ideally adapted for use in 
+ domestic installations, and as has been shown in other countries, 
~ when designed for that purpose quickly gain the ascendancy 
over switches and fuses of the domestic type. 

» So far, development in Britain has been directed towards the 
} production of small general-purpose circuit-breakers which are 
4 technically suitable for wide fields of application. These, while 
4 being completely adequate for use in domestic circuits, are 
) expensive for this purpose, and it is not expected that this field 
} can be adequately catered for until circuit-breakers of cheaper 

design are produced. 
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(7) ECONOMY OF MINIATURE CIRCUIT-BREAKERS 
(7.1) The Cost of Circuit Reinstatement 


The simplicity and speed with which a circuit may be re- 
instated at negligible cost by the use of miniature circuit-breakers 
are of great economic significance. In this regard they contrast 
very favourably indeed with fuses, whether of the rewireable 
or the cartridge type. 

Efforts have been made to obtain dependable figures of the 
proportion of fuses expended per annum to the number of fuses 
installed, but without success. Few of the undertakings 


~ approached keep records on this point, and such information as 


has been obtained varies so greatly from user to user that it 
cannot be regarded as accurate. The fact remains, however, 
that the manufacture of fuse wire and fuse cartridges finds 
employment for a comparatively large industry in Britain, and 
it is reasonable to suppose that only a proportion of the products 
of that industry are devoted to new installations. 

In the most highly industrialized countries the cost of fuse- 
element replacements is regarded as unnecessarily high. The 
distance between a blown fuse and the electrician makes for 
very inefficient use of labour. Although skilled labour is be- 
coming increasingly expensive, the use of unskilled labour may 
lead to more costly results or even danger to life. 

As an illustration, when a fuse blew in an operating theatre 
in a large London hospital, the location of the nearest electrician, 
his tools and fuseboard were such that it took 50min to reinstate 
the circuit. 

Not only is there frequent difficulty in determining exactly 
which fuse has blown, but there is a very widespread habit of 
replacement before the faulty circuit has been checked. Although 
this is a quick and satisfactory procedure in dealing with a 
transient fault, one of a more persistent nature is apt to be 
expensive. For example, the cost of a 30-amp 500-volt h.r.c. 
fuse is about 3s. and an electrician is paid at the rate of nearly 4s. 
per hour. 

An immediate attempt to reinstate a circuit protected by a 
miniature circuit-breaker can be made in perfect safety, at 
negligible cost, and its success or failure indicates whether or 
not the circuit requires the attention of a skilled man. 


(7.2) Initial and Maintenance Costs 


In order to make any economic comparison between miniature 
circuit-breakers and equivalent gear in particular applications 
there are three obvious but important questions to be answered: 

(a) Will circuit-breakers make initial costs greater or less? 

(b) If the answer is greater, will savings of maintenance cover the 
difference ? 

(c) How severely will production losses due to stoppages affect 
the issue? 

Question (a) is easily answered in any particular instance. 
Table 4 shows some comparative costs based on the price of a 
typical 15-amp single-pole-and-neutral switch-fuse. 

Question (5) is not easily answered, since both the frequency 
of fuse replacement and the associated cost cannot be estimated 
accurately and it is impossible even to suggest figures which 
would be applicable generally, although it would be compara- 
tively simple to obtain data from installations where records 
are kept. The frequency of fuse replacement would be affected, 
for instance, by such diverse factors as atmospheric conditions, 
types of apparatus to be protected and the state of the wiring 
installation; while the cost of each replacement would depend 
to a large extent on the availability of skilled labour to reinstate 
the circuit. 

An investigation into the number of fuses that have blown in 
a new and well-known public building in London has revealed 
some surprising information. The installation contains nearly 
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Table 4 


SoME BRITISH SwiTCH-FUSE AND MINIATURE-CIRCUIT-BREAKER 
PRICE COMPARISONS 


Relative costs 


Pole 
arrangement 


Current 
rating ; 
Switch-fuse 


100 
190 
268 
386 
558 


200 distribution boards catering for some 2 000 fused outgoing 
circuits rated between 15 and 60 amp. In the first 27 months 
of use 462 fuses were expended in this part of the installation, 
and in no instance was there found to be anything more than a 
transient fault. It will be readily appreciated that these figures 
represent a very considerable cost both in labour and material. 

Regarding question (c), the cost of loss of production may well 
be considerable. If the fuse protecting a machine which is 
producing at the rate of £200 per hour were to blow, and it 
took a quarter of an hour to reinstate the circuit, loss of produc- 
tion would be £50. In such a situation this consideration 
would outweigh all others. It is well known that very many 
fuses blow without any apparent cause. In such cases, if pro- 
tection is by means of miniature circuit-breakers, the cost of 
reinstatement is the cost of the very short time spent by the 
actual user of the circuit in reclosing the circuit-breaker. 


(7.3) Some Comparative Costs for Distribution 
The large variations in price and quality of distribution fuse- 
boards makes it difficult to present a clear yet comprehensive 
comparison. Table 5 shows the price relationship between two 
types of h.r.c. fuse distribution boards on the one hand and 
circuit-breaker distribution boards on the other. 


Table 5 


RELATIVE COSTS OF FUSES AND MINIATURE-CIRCUIT-BREAKER 
DISTRIBUTION BOARDS 


Relative costs 
an f distributi 
ahs Pisa ee 6-way S.PN. 6-way T.P.N. 
15-way 
30-amp way 50-amp way 
Fuse type 1 100 240 320 
Fuse type 2 180 600 880 
184*-306 25 825 


* This figure represents the price of a recently designed miniature circuit-breaker 
of maximum rating 15 amp at 250 volts. 


Although limited in extent, this Table represents a fairly 
general picture; it gives, of course, initial prices only and takes 
no account of the inherent advantages of the circuit-breaker in 
maintenance. 

The relative costs of American fuse and circuit-breaker equip- 
ment are interesting in this respect. Table 6 gives some indi- 
cation that circuit-breakers are by no means initially competitive 
in that country. Even so, they have already been found econo- 
mical at initial prices far more favourable to fuses than those in 
Britain to-day. The popularity of the circuit-breaker installation 
is spreading in an ever-increasing number of countries after a 
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Table 6 | 


RELATIVE Costs OF Fuse, SWITCH-FUSE AND CIRCUIT-BREAKEI 
PANEL BOARDS IN THE UNITED STATES 


Relative costs | 
Number of | 


ect Fuse Switch-fuse M.C.B. | 
4 100 202 211-229 
16 151 RRY/ 373-460 
20 169 408 404-536 
Sy 355 560 624-767 
686-920 


wide experience of fuses at respective price differences similar 
to those in the United States. 


(8) CONCLUSIONS 


The paper has endeavoured to present a general survey of 
miniature circuit-breakers, particularly as used in Britain, in 
view of the growing interest shown in their use during recent 
years. 

It has been seen that their design presents its own problems 
and difficulties, which may differ appreciably from those relating 
to ordinary circuit-breakers, by virtue of their double function 
of switch and circuit-breaker. In this connection it is felt that 
the issue of a British Standard on the lines of the Australian 
Specification? would be of considerable benefit. Already the 
Electrical Engineering Department of Lloyd’s Register of 
Shipping has found it necessary to issue some rules regarding 
the use of miniature circuit-breakers.® 

It is felt that there is scope for the development of small 
circuit-breakers for particular applications. On the other hand, 
moulded-case circuit-breakers of larger current rating would 
have great effect in Britain on the compactness of electrical 
equipment. It is to be expected that, the more widespread the 
adoption of miniature circuit-breakers generally, the more far- 
reaching will be the effects on maintenance costs, and it seems 
more than likely that they will occupy a place of constantly 
increasing importance in the field of small electrical protective 
switchgear. 

In this respect it is worth recalling that, until about 1930, 
electrical protective practice was very similar in the three major 
exporting countries of electrical switchgear, the United States, 
Germany and Britain. Thereafter, however, a most marked 
divergence has appeared. In the United States, moulded-case 
circuit-breakers have ousted most fuses; in Germany, too, 
miniature circuit-breakers are being used on a large scale. Yet 
in Britain, fuses have on the whole kept the field. Most countries 
have followed the lead of the United States and Germany, with 
the result that Britain, by continually championing the fuse, 
has fallen out of step and thereby lost valuable opportunities. 
Until a satisfactory range of miniature circuit-breakers is soundly 
established, Britain will suffer a loss, for experience has showr 
that once users have adopted miniature circuit-breakers they are 
unlikely to go back to the older forms of protective device. 
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i a German-owned factory in Doncaster, and at that time the 


‘wyasers regarded them as very satisfactory. 


' I have read the paper principally in connection with The 


‘/nstitution’s Wiring Regulations 611 and 612 (C), because the 


terms of those Regulations are, I think, dictated by the inherent 
Regulation 612 (C) says that the fuse 
fating shall not exceed that of the circuit it controls, and thus 
in Regulation 611 the operating current of circuit-breakers is 


i@pecified to match a fuse possessing a fusing factor of two by 


jj/aying that the circuit-breaker shall be set to operate at up to 
wice the circuit rating. I have always thought this tends to 
“ob the circuit-breaker of its inherent ability to afford closer 
sontrol of overload. We know that some fuses may take a 
song time to operate at values just above that represented by 
vheir fusing factor, and if the circuit is designed with a margin 
te ie rg 

tho allow for this, the extra copper is in a sense wasted. If it is 
finwise to subject a circuit to more than its rated current, the 
‘ise of a circuit-breaker set to operate just above this rating 
Wybviates the need for a margin and would prevent damage 
ivhere no margin exists. Are the authors prepared to recommend 
*n amendment to Regulation 611? 

® In Section 5 the authors say that, if the circuit-breakers are 
i A : 

falled upon to operate well above their breaking capacity, some 
wiamage may result. This involves the question of maintenance 
Pervice, because most consumers would always close the circuit- 
®reaker again, and if the contacts were damaged overheating 
Ynight result, which might lead to spluttering at the contacts. In 
Fiew of this, do the authors think the insulation of one circuit- 
j®reaker from its neighbour in a multiple assembly is sufficiently 
fecured by its design, remembering that, when a circuit-breaker 
‘pens, full voltage appears across the break and thus between 
sne contact and that on an adjacent breaker? 

| I find Fig. 12 of interest because I imagine it introduces time 
‘nd current grading—two things which are sometimes difficult 
}0 achieve successfully. Will the authors comment on the possi- 
jilities of a mixed scheme involving both circuit-breakers and 
juses, e.g. where a circuit-breaker controls a ring main with 
Jused socket-outlets? I should also be interested in their com- 
ents on a mixture of circuit-breakers with both h.r.c. and 
jewireable fuses, because this is the kind of installation we may 
jonceivably get. 

| Mr. E. Jacks: In implying that miniature circuit-breakers 
/ave universal application, the authors have been in some danger 
f overstatement and have made comparisons with fuses and 


premiere catégorie” (originally issued in 1932, last issue ~ 
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DISCUSSION BEFORE THE UTILIZATION SECTION, 20TH JANUARY, 1955 


ty Mr. H. W. Swann: I first saw distribution assemblies of 
‘Yniniature circuit-breakers in this country as far back as 1925 


put forward arguments, particularly with reference to American 
practice, which are not entirely valid. They state, for instance, 
that in the United States moulded-case circuit-breakers have 
ousted most fuses, whereas there are more fuses than miniature 
circuit-breakers used in America. They further state that “‘we 
in Britain have fallen out of step and thereby lost valuable 
opportunities.” This I consider to be an incorrect assessment, 
and the position as I see it is this. The Americans produced 
enclosed-type fuses some 40 years ago, and while they are an 
improvement on the fuses previously used, they in no way 
compare with British h.r.c. fuses. At an early stage in the 
development of their fuses the Americans standardized the 
dimensions, and this acted as a deterrent to further improvements, 
Consequently, when, as the authors state, in about 1930 the 
Americans produced miniature circuit-breakers, these found a 
market not only for use on circuits for which they were essentially 
suitable, but also for circuits where h.r.c. fuses would have been 
used had they been available. Here, as elsewhere, fault levels 
continue to increase, and in America the difficulties now being 
experienced with miniature circuit-breakers have caused 
American engineers to look with interest at h.r.c. fuses. 

It is paradoxical that while American engineers are displaying 
increasing interest in h.r.c. fuses—for which, incidentally, they 
have not as yet produced a standard specification—the authors 
should tell us that we are lagging behind. In this country both 
h.r.c. fuses and miniature circuit-breakers have been available 
for more than 20 years, and British engineers have been able to 
select the protective equipment they considered most suitable 
for the circuits to be protected. I believe that both h.r.c. fuses 
and miniature circuit-breakers have their uses and for some 
applications are complementary to each other. 

The authors have gone a long way to prove the case for the 
use of miniature circuit-breakers where light overload protection 
is required, but I cannot feel as optimistic as they do about the 
capabilities of miniature circuit-breakers to cope with short- 
circuit faults at the fault levels which we know to exist to-day. 
I am certain that on the majority of industrial circuits 1MVA 
is not sufficient. While it is true that faults of high magnitude 
do not occur frequently, they occur nevertheless, and protection 
must be provided. For domestic installations, it should be 
remembered that distribution practice in this country differs 
from that in the United States, and that here if close to a sub- 
station it is possible to obtain short-circuit currents of many 
times the figures the authors have given for the capabilities of 
even the best miniature circuit-breaker. 

Dr. H. D. Einhorn: In South Africa miniature circuit-breakers 
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are installed extensively and in increasing numbers. Most of 
them are locally made to an American pattern with a rated 
rupturing capacity of about 5kA at 230 volts. 

A dilemma, however, arises in installations fed from a trans- 
former of more than 200kVA rating or from a large urban 
underground supply system. The short-circuit rating of any 
equipment placed on the main distribution board should in 
these cases exceed 5kA. On the sub-distribution boards, on 
the other hand, we should like to see the miniature circuit- 
breaker, on account of its convenience; it can be safely used 
for the sub-circuits, since short-circuits at the load end are 
limited by coil and conductor impedances. 

One of the author’s recommendations may meet this case— 
“the use of additional back-up by h.r.c. fuses of higher rating.” 
I agree that a mains distribution board with h.r.c. fuse-switches 
which protect the mains cables and the distribution boards 
themselves, together with miniature circuit-breakers on the 
sub-circuit boards for the protection of the final load circuits, 
would form a very attractive combination, if it were not for the 
difficulty of obtaining discrimination. 

The authors say, ‘““This combination can be made to ensure 
that the fuse comes into action only when the fault current 
approaches the capacity of the circuit-breaker, which will 
discriminate against the fuse below this critical value.’’ Experi- 
ments carried out at the University of Cape Town indicate 
that this mode of operation is not easily achieved, unless the 
fuse rating is exceptionally high, and thus too high for the most 
common sizes of sub-main cable 

To be more explicit, discrimination is satisfactory as a rule 
for small overloads, and the miniature circuit-breaker will trip 
alone. But the cross-over value of the characteristics, where 
the fuse blows before the miniature circuit-breaker has cleared 
the fault, occurs at relatively low currents, which depend, of 
course on the fuse rating. In most of the tests which we carried 
out with British h.r.c. fuses and the local circuit-breakers men- 
tioned, discrimination ceased far below the breaking capacity of 
the latter; in fact, in a range where one would expect short-circuit 
currents to be quite frequent. 

This difficulty has also been experienced in practice, and the 
compromise usually resorted to is the use of rewireable fuses, 
say, on the mains board and miniature circuit-breakers on the 
sub-distribution boards. This sometimes means trusting to luck 
and the fortunate fact that distribution-board faults are very 
rare. It also means that there is the possibility of later abuse 
by the insertion of unduly heavy fuses to force discrimination. 
The proposal to back up miniature circuit-breakers by h.r.c. 
fuses seems to be sounder, but it would require either a faster 
circuit-breaker or slower fuses than tested by us. 

It has been mentioned before that miniature circuit-breakers, 
like any others, break at the current zero. Therefore it needs 
anything up to half a cycle to clear the fault. The onus thus 
rests on the fuse manufacturer to provide a fuse which will 
withstand short-circuit currents of the order of 2kA for at 
least 0-Olsec. At the same time the fuse must have a low 
enough long-time current rating to protect the mains cables, 
which are usually of the order of 30-150amp. Here is an oppor- 
tunity for the h.r.c. fuse manufacturer to provide something 
which I so far have not been able to find on the market. 

The alternative, of course, is the exclusive use of circuit- 
breakers, but when we want to use the circuit-breaker for the 
mains board, where the load current is of the order of 100amp 
and the rupturing capacity varies from 10 to SOMVA, we can 
hardly expect a miniature circuit-breaker to do the job. If any 
manufacturer is able to develop a circuit-breaker with oil- 
circuit-breaker performance at a miniature-circuit-breaker price, 
he can look forward to a flourishing export market. 
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Mr. S. Flax: It is perhaps natural that the authors should has 
concentrated their paper on the single-pole circuit- breake 
although they have mentioned the multi-pole circuit-breaker - 
one or two places. This might in itself give the wrong impressic 
that the triple-pole miniature circuit-breaker for industrial u: 
had not been developed to the same extent as its single-po 
counterpart, which is untrue. 

The triple-pole circuit-breaker on a small base has been usé 
in this country for industrial purposes such as machine tool 
printing machinery and other applications for at least 25 year 
Since the early 1930’s it has been used—and this is an interestir 
application—to protect the hand-held coal-drilling machine 
employed underground in our collieries. Some 10 000-15 0€ 
of these machines must be working every day in pits in th 
country at the present time, and a very large number of thes 
are controlled and protected by the small triple-pole circui 
breaker. The duty is quite severe. The normal full-load curre1 
is about 10amp, although on low voltage, the starting currer 
is 30-40amp and the machines are started perhaps two or thre 
times every minute throughout the whole shift, which lasts fc 
several hours. It will be obvious how useful a circuit-breaker : 
in these circumstances. The drilling machines are very liable t 
be overloaded by the miner, and if a fuse blows in the pit, n 
unauthorized person is permitted to replace it. The electricia 
must be called, possibly from the surface, and may have to cray 
half-a-mile or a mile to the point where the starting equipmer 
is situated, and there may result a loss of production for 3- 
hours. The use of the triple-pole circuit-breaker has completel 
eliminated this trouble. 

Moreover, when the triple-pole circuit-breaker is used, it : 
very easy to employ earth-leakage protection merely by th 
addition of the earth-leakage coil. That is done very frequentl; 
and, in fact, it is used with the circuit-breakers for the minin 
application I have just mentioned. 

More recently, these circuit-breakers have been employed 1 
conjunction with the current-balance type of earth-leakag 
protection, and many people are beginning to realize that th 
type of protection can with advantage be applied to smalle 
circuits than has hitherto been usual. It opens up an entirel 
new field of protection of personnel and machinery in factorie: 
and the use of the miniature circuit-breaker is helping to brin 
this type of protection into effective use. 

Mr. J. A. Robbins: I feel that the authors have tended t 
concentrate on showing that in some ways a single-pole circui! 
breaker is a better fuse than either a rewireable fuse or 
cartridge fuse. I agree that the operating characteristics in th 
minimum-fusing-current region are much superior to those ¢ 
fuses, and this fact is tacitly admitted in The Institution’s Wirin 
Regulations, which, subject to overriding considerations 
voltage drop, permit the use of smaller cables for sub-circuit 
protected by circuit-breakers. 

However, this does not give the full picture so far as operatin 
conditions on normal installations are concerned. We all kno 
that fuses can normally be relied upon to give protection again: 
line-to-line faults or line-to-neutral faults, but they do not giv 
reliable protection against earth leakage. In many installatior 
in this country a fuse will not even blow on a dead earth faul 
Yet it is very easy to combine both core-balance or earth-leakas 
protection with a miniature circuit-breaker. Hence the superic 
overload characteristics of miniature circuit-breakers may t 
combined with shock-risk, fire-risk and short-circuit protectio 
in one relatively small unit. 

As a result, there is in my experience a steadily growin 
tendency in this country to use miniature circuit-breakers wit 
associated earth-fault protection as master circuit-breaket 
on either main circuits or main sub-circuits. From that tt 


‘jogical step forward surely is to use miniature circuit-breakers 
‘Vor small sub-circuit protection. 

Hi A further advantage of circuit-breakers is that the additional 
yeatures, such as under-voltage release, remote tripping or 
auxiliary alarm contacts, which may be incorporated in the 
“nechanism, allow the installation engineer greater flexibility in 
japplication. On 3-phase applications a further factor which 
‘must be considered is the protection given against single phasing 
py multiple-pole circuit-breakers, in that a fault on one phase 
“(rips all three phases. As a result, triple-pole circuit-breakers 


“or 3-phase motors. 

y In my experience a maximum rupturing capacity of about 
(5-6kA seems to be all that is required in this country on the 
#ype of application normally considered suitable for miniature 
‘(ircuit-breakers. I would not dispute that higher prospective 
‘yault currents exist, but the resistance alone of a 20yd run of 
q 7/064 cable is sufficient to reduce “‘infinite’” busbars to 5-6kA 
‘Maximum prospective fault current. In addition, it is very rare 
that a fault reaches full maximum prospective fault current in 
‘this type of application. 

‘)) I have gained the impression that the authors imply that 
‘making capacity is not really as important as breaking capacity, 
‘Qand that a making capacity of about half the breaking capacity 
qmay be considered satisfactory. I cannot agree with them 
yon this point, as I consider the design of the circuit-breaker 
should be such that the making capacity is at least the equivalent 
jof the breaking capacity. In service the immediate reaction to 
a circuit-breaker tripping under fault conditions is usually to 
attempt to reclose it, and if it has cleared on a fault within its 
&breaking capacity but above its making capacity, this may have 
serious Consequences. 

ii It would appear from the Tables that there is a greater margin 
on the whole between the first cost of circuit-breakers and that 
of equivalent switch-fuses in this country than there is in 
e United States, which we would accept as a result of the 
sgreater production of miniature circuit-breakers in the latter. 
‘Against that we must off-set the flexibility of application and 
negligible maintenance costs. 

/ Mr. M. P. Reece: I propose to comment mainly on that 
fiportion of the paper dealing with arc chutes. I agree that arc 
iichutes are not altogether as simple as they might appear to be: 
their design is to a certain extent rather more of an art than a 
science, and slight changes in design greatly affect their per- 
formance. However, I consider that in certain cases the per- 
¥formances quoted by the authors could be improved upon. 

1 I should like more details of the performance of miniature 
©circuit-breakers designed for a.c./d.c. operation in d.c. circuits. 
itHow do they behave when interrupting currents intermediate 
between fault and load currents? For instance, a miniature 
Scircuit-breaker that will interrupt 700amp and 7amp with ease 
imay interrupt 70amp only with great difficulty, since the blow- 
diout forces decrease approximately as the square of the current 
tin a series-excited circuit-breaker, and low currents are interrupted 
satisfactorily without blow-out. 

’ The effect of carbon arcing tips has been raised in the paper. 
iit is stated that an arc in a miniature circuit-breaker between 
‘carbon tips is hotter and more destructive than a similar arc 
‘i between metal electrodes. I do not consider this to be necessarily 
/true. The temperature of, say, a 1kA arc 2cm long in free air 
i between carbon electrodes may be higher than that of a similar 
‘arc between copper electrodes, because of the lower ionization 
potential of copper. However, when an arc is forced into an 
sarc chute and constricted, its temperature depends very largely 
‘on the amount of constriction and the cooling it receives, the 
)temperature rising as it is constricted and cooled. 
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are being used very successfully for immediate back-up protection ~ 
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Carbon tips seem to give a more destructive arc because the 
carbon, having a high boiling-point and low thermal conductivity, 
rapidly gives copious thermionic emission, which leads to very 
low re-ignition voltages. Thus a longer arc or one with a higher 
re-ignition voltage gradient is required than with metal electrodes, 
whose much lower (for copper, negligible) thermionic emission 
gives a re-ignition voltage comparable in some cases with the 
circuit voltage. Thus with carbon tips the arc is longer, dissipates 
more energy and persists for a longer time,,so increasing the 
damage to the circuit-breaker. 

Mr. E. W. Semmens: It is a fact, of course, that the miniature 
circuit-breaker is used in great quantities in various countries, 
and it is hard to undertand how this country lags behind, since 
miniature circuit-breakers have been marketed for something 
like 25 years. The war cannot be blamed, since Germany is a 
very large user of the device. 

Figs. 7 and 9 contain curves of instantaneous operation at 
5-10 times full load, while curve (c) in Fig. 11 shows zero time 
at 220% full load. I may be misinterpreting this, but I should 
like a little more detail. 

Curve (b) shows an operation time exceeding 60sec, whereas a 
miniature circuit-breaker of this type clears in approximately 
30sec at 150% load. Was curve (c) obtained with 100 centistokes 
silicone fluid ? 

Section 7.2 contains most interesting information. J have no 
doubt that maintenance costs would outweigh initial costs, but 
even if this were not the case, the loss of production due to fuse 
finding and the time required for replacement can be very serious 
and very costly. 

I should like the authors’ views on compensation for ambient 
temperatures; it is very important, and I know that rapid strides 
have been made in other countries. 

Other speakers have stated that there are other forms of 
miniature circuit-breakers, with instantaneous and inverse-time 
characteristics, manufactured in single-, double- and triple- 
pole types, which have many applications. It is also clear 
that miniature circuit-breakers can be provided with auxiliary 
contacts to perform all sorts of duties in connection with alarms, 
etc., which come into operation when the miniature circuit- 
breaker operates. Calibration is also provided now on circuit- 
breakers, which is a very useful asset. One can therefore adjust 
the tripping times to meet the particular load conditions, which 
may vary from time to time. 

Finally, when it is realized that miniature circuit-breakers 
provide direct and immediate indication of the circuit that has 
been interrupted and that free-handle mechanisms prevent 
reclosing, I feel that there must be a big future for miniature 
circuit-breakers, and the number of discriminating users in 
Britain will, I am sure, greatly increase. 

Mr. H. W. Baxter: Fig. 11 shows comparative curves for a 
miniature circuit-breaker and a fuse that might be misleading, 
since the authors have chosen a class-Q fuse, which is not the 
best for close over-current protection: the class-P fuse is more 
appropriate for this purpose, since the fusing factor must not 
exceed 1:25. Such fuses are readily obtainable, will carry their 
rated currents indefinitely, and can be provided with a reliable 
indicating device. They can also be supplied with sufficient 
time-lag to cope with the overshooting of tungsten-filament 
lamps mentioned by the authors. I have used commercial 
fuses with a fusing factor as low as 1-15, and I do not think a 
lower value is normally required, since critical protection of 
circuits is not usually considered necessary. 

If the scales in Fig. 11 had been appropriately chosen they 
would show that, with a large over-current, the fuse operates 
much more rapidly than the miniature circuit-breaker. The 
authors are aware of this, since they advocate the use of a fuse 
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to protect the circuit-breaker when it is unable to cope with the 
fault current. 

An important feature of a fuse is its ability under large-fault- 
current conditions to interrupt a circuit before the current 
reaches a dangerous value. Since a miniature circuit-breaker 
has a more-or-less fixed minimum operating time, which, the 
authors state, is about 10millisec, there is no cut-off effect and 
the current will reach a value that is limited only by the impedance 
of the circuit. 

How does the arc energy vary with the prospective current? 
Since the magnetic blow-out increases the arcing voltage, I should 
expect the arc energy to increase with the current. The amount 
of energy that a device can withstand usually bears some relation 
to its physical dimensions, and so one wouid expect a miniature 
circuit-breaker to have a relatively small breaking capacity. 

Section 7 seems to need amplifying, since the replacement of a 
blown fuse does not take 50min. What proportion of this time 
was spent in finding the electrician, in his getting to the fuse 
board and in tracing the faulty circuit? 

Mr. R. A. Marryat: Have the authors considered any way of 
backing up the miniature circuit-breaker other than by the use 
of h.r.c. fuses? 

We know that miniature circuit-breakers have certain 
advantages, inasmuch as they can be fitted to provide core- 
balance earth-leakage protection, which may be of considerable 
importance in domestic installations and many other installa- 
tions in commercial buildings. Would there be any serious 
drawback if an ordinary choke were fitted in series with the 
installation, so as to reduce the prospective short-circuit current 
to a figure which the miniature circuit-breaker could accom- 
modate? At least in small houses I do not think that would 
be a serious disadvantage. 

If the circuit-breakers could be made to a guaranteed short- 
circuit rating of, say, 5 kA and the choke limited the maximum 
current to 5kA, we could ensure safety. I imagine that the 
voltage drop would not be serious. 

Mr. A. Hawes: It is regrettable that extremely little has so 
far been said about the d.c. applications of the miniature circuit- 
breaker. In road and rail traction and marine applications, 
and in a number of industrial processes, direct current is often 
the most suitable form of power supply, where reliable protection, 
with quick indication, of the control and auxiliary circuits is of 
prime importance. This is particularly so in rail traction, where 
train delays of 30min or more have been ascribed to a control- 
circuit failure simply because a blown fuse could not be located 
rapidly. It is our experience that the so-called indicating fuses 
rarely indicate. 

As an example of the economies that could be obtained by 
the use of miniature circuit-breakers, the railway system with 
which I am associated has an annual consumption of 20000 
traction-type (both 600 and 70 volt) cartridge fuses a year. We 
estimate that if a 600-volt circuit-breaker can protect the circuit 
twelve times without failure, it will repay its initial cost, compared 
with the switch-and-fuse arrangement normally fitted. The 
corresponding figure for 70-volt circuits is as low as four times. 
We have had a trial installation of miniature circuit-breakers in 
service for some time now and have sufficient confidence to 
enable us to equip ten trains with all the 70-volt control and 
auxiliary circuits protected by miniature circuit-breakers. 
Back-up protection is provided by h.r.c. fuses in the main motor- 
generator and battery circuit. 

Experiments are at present being carried out with 600-volt 
circuit-breakers, but much careful design work is required, 
especially in connection with blow-out and arc- -quenching 
arrangements that will operate satisfactorily at low switching 
currents as well as on heavy faults. Considerable difficulty is 
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being experienced in obtaining a reliable time-delay feature 
with d.c. circuit-breakers. 

There is a very wide, although specialized, field for the appli! 
cation of d.c. miniature circuit-breakers which it is hoped the 
manufacturers will not neglect. 

Mr. G. O. Watson (communicated): The authors refer to the 
extensive adoption of the miniature circuit-breaker in the 
United States, but it is worthy of note that they are already 
firmly established in Germany and Italy. For instance Italiani 
shipowners are very firm in their preference for them instead of 
fuses in distribution circuits, and many examples could 
quoted; noteworthy is the S.S. Cristoforo Colombo recently 
completed. This ship has the second largest a.c. installation i 4) 
the world, having a total generating capacity of 83MVA at. 
440 volts. Circuit-breakers are used to the exclusion of fuses 
throughout, including 2900 miniature circuit-breakers. In 
another Italian vessel, the S.S. Andrea Doria, having a d.c. 
system, 2 500 miniature circuit-breakers were installed. | 

It is always undesirable to issue standards until some service 
experience has been gained, but undue delay in publishing may 
embarrass manufacturers who are already in production. The 
authors’ plea for a British Standard therefore deserves support. 
In addition to the Australian Specification referred to, it is 
understood there are two South African Standards, one for 
miniature circuit-breakers for the protection of electric motors 
and the other for lighting, heating and domestic installations. 
In Germany there is V.D.E. Specification 0641/1.52. 

The selection of back-up protection requires very careful 
consideration, since to be of any value the back-up device must 
break the circuit before the current reaches a value greater than 
that which would disrupt the circuit-breaker. Generally speaking, 
ordinary switchboard circuit-breakers having greater inertia of 
moving parts would be unsuitable, and it would appear that 
fuses are more appropriate. Lloyd’s Register of Shipping 
requires that, where the declared breaking capacity of the 
circuit-breaker is less than the prospective short-circuit current 
with which it may be called upon to deal, it must be backed up 
by a fuse of suitable category of duty (or by a circuit-breaker 
with instantaneous trip) which will operate at not more than 
90% of the short-circuit rating of the circuit-breaker. 

It is unfortunate that miniature circuit-breakers have been 
used for purposes for which they were never intended, and it is 
important that users should appreciate their limitations. Cases 
have occurred in ships where they have been placed on main 
switchboards without back-up protection, and they have not 
stood up to the job. Furthermore, if the circuit-breaker is to 
be used as a switch, ie. opened and closed frequently, the life 
of the mechanism and contacts becomes important. When they 
are installed on main switchboards there is also the consideration 
that the busbars are practically never dead, and cleaning and 
maintenance of contacts and latches or even the removal of a 
complete circuit-breaker for replacement must be done on a 
live busbar. 

While this type of circuit-breaker can be designed to deal with 
comparatively large short-circuit currents, closing on a short- 
circuit or heavy overload is more limited, and from this point 
of view single-pole switches would give better service than 
multi-pole units. The first to be closed would be available to 
clear the circuit. 

The authors mention copper-tungsten or silver-tungsten as 
having proved excellent for contact material. In this connection 
one maker carried out extensive research with several alternatives 
and ultimately found that an alloy consisting of 93% copper, 
5% silver and 2% cadmium gave the best results. 


[The authors’ reply to the above discussion will be found on 
page 379.] 


\| Mr. E. Roscoe: When miniature circuit-breakers are submitted 
to a competent testing authority there is little difficulty in deter- 
\|mining the characteristics and technical performance to ensure 
,|that they have been correctly designed and are manufactured to 
Specification. One equally important problem to the supply 
jengineer, however, is that they are well and consistently manu- 
| {factured so as to give long years of service without failure due to 
poor manufacture. 


}had been in service for some 25 years in a large house where 
{there was a large connected load. The circuit-breakers were 


ywas not indicated whether 15amp was the normal current- 
carrying capacity or the tripping current. Each circuit-breaker 
was tested in turn, and the minimum tripping current for any 
-#was in the region of 25amp, while the maximum current on a 
'few of them was 120amp; three failed to operate. On inspection 
Wit was found that the wax which was poured into the base of the 
cover to seal the screws which support the mechanism and go 
through the base, had melted and flowed on to the base of the 
cover, so making contact with the armature which trips the 
# breaker on overload. Thus, three out of the 20 were inoperative 
}due to a minor defect in construction. The wax was tested for 
‘melting point, which, in accordance with clause 29 of B.S. 862, 
(should be 100°C: the wax actually melted at 80°C. A further 
7 close inspection revealed that one of the stems was loose in the 
@base, owing to bad riveting, and this caused local heating and 
iiconsequent fiowing of the wax. The wax in a new circuit- 
# breaker was then tested and found to melt at 80°C. 
“| However much care is taken in the technical design of circuit- 
@ breakers, if such defects in their manufacture are allowed to 
@ pass, failure to operate is inevitable, with possible serious conse- 
‘@'quences in service. 
WY Mr. G. W. V. Buckle: The figure of 15000 operations as a 
@specified life given in Section 3.2.1 appears desirable. This 
figure, however, for the number of operations in endurance tests 
“varies between different specifications, examples of which follow: 


(a) The draft New Zealand code of practice for miniature circuit- 
breakers for use on a.c. circuits calls for a similar number of opera- 
tions to that in B.S. 862, Section 36, namely 500. 

(6) The Italian National Committee of the C.E.E. Standards for 
small automatic over-current switches for nominal currents up to 
25amp calls for 4.000 operations at nominal current and highest 
voltage at power factors between 0-6 and 0-7 with fixed speeds of 
operation. 

(c) The Canadian Specification CE.S.A.C.22.2 No. 5, 1942, for 
circuit-breakers in the range under discussion calls for a total of 
10 000 operations, of which 6 000 shall be at nominal rated current 
and voltage. oe 

(d) The American Standards Test Code for low-voltage circuit- 
breakers bases this on the interrupting rating or capacity, 1.e. 
50 000 operations up to 15kA at no load, with 2 500 before any 
servicing shall be done. 


' The last paragraph of Section 5.1 gives an extract from the 
Australian specification, but I would point out that somewhat 
+ similar clauses are included in the New Zealand and the Canadian 
) specifications referred to previously. 

) The Canadian specification for circuit-breakers rated at a 
‘nominal current of less than 100amp and less than 250 volts 
) requires an actual current breaking and making capacity of 
)5kA at least three times for single-pole circuit-breakers. The 
} New Zealand specification requires rating and breaking through 
i three tests on prospective maximum short-circuit values rising 
| to 1-5kA in the light-duty category and 3kA in the heavy-duty 


An opportunity arose recently to test 20 circuit-breakers which - 
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category. The C.E.E. specification gives a series of making and 
breaking tests from lamp up to 500amp at power factors 
between 0-3 and 0-4 for currents up to 60amp and at unity 
power-factor for heavier currents. Personally I feel that a 
prospective maximum short-circuit current of 5kA is desirable. 
The method of testing and rating should be in accordance with 
A.S.T.A. publication, which would secure uniformity of test 
pending the introduction of a clause 40 to B.S. 862. I agree 
that the time has come for a British Standard covering miniature 
circuit-breakers. For lower ratings, owing to their own impe- 
dance, the circuit-breakers become self-protecting, and I believe 
the word “prospective” in this paragraph should read “‘actual.” 

No indication is given of the ratio of the reduced values of 
making capacity, but I believe the authors will agree that this 
figure is probably of the order of 40-50%. 

Mr. H. P. D. Rendell: In the rewireable fuse the element 
itself is subject only to ageing and annealing of the metal of 
which it is composed; the characteristics of the element can be 
determined by experiment or analysis. The miniature circuit- 
breaker, on the other hand, incorporates a mechanism including 
springs and contacts, as wel! as such electro-mechanical features 
as a bimetal strip and solenoid. How does the fatiguing of the 
mechanical parts compare with the fuse? Is the thermal-trip 
mechanism subject to warping after a number of operations? 

Is the miniature circuit-breaker comparable in size with, say, 
a rewireable fuse of the same capacity? 

A serious fault can be cleared by a rewireable fuse of the 
right design and the element replaced at low cost. If the fault 
is such that the miniature circuit-breaker is incapable of clearing 
it without serious damage to itself, thus necessitating a complete 
replacement, how does the cost of such replacement compare 
with that of a length of fuse wire? 

Mr. W. G. Hewlett: The paper does not make reference to the 
comparative efficiency of miniature circuit-breakers on d.c. and 
a.c. supplies, or on 3-phase compared with single-phase circuits. 
Will the authors comment on this point? 

Mr. C. Ayers: I have always understood the term “‘circuit- 
breaker’’ to refer to a mechanism which has a definite rupturing 
capacity. Granted that the miniature circuit-breaker has some 
rupturing capacity—an estimate of the useful breaking capacity 
being some 0:25MVA—it appears to be something of a 
cross between a circuit-breaker and’a contactor, the latter being 
limited in rupturing capacity to some eight times its rating. 

The circuit-breaker is used to handle high prospective short- 
circuit currents and to provide discriminating protection in a 
network. The fuse can handle high prospective short-circuit 
currents, but does not afford the degree of discrimination given 
by the circuit-breaker. It also has the unique characteristic of 
cut-off not possessed by a circuit-breaker. The contactor, 
normally backed up by a fuse, is used on circuits requiring 
frequent operation and in its smaller sizes affords an economic 
and technical solution; its field of application has limitations, 
however. This new mechanism appears to have a definite field 
of application on circuits whose prospective current does not 
exceed 1kA and where close discrimination is not essential. 

It appears from Fig. 7 that the tripping characteristic of the 
mechanism is inverse, with a minimum operation time of 1 min 
at six times rating. Thereafter as current increases and after 
an indeterminate zone, it operates in some 10millisec. If this 
is the case, then cables, even if correlated to the circuit-breaker 
rating, and motors, will be very close to their thermal rating 
on a fault current of six times full load. The advantages of fuse 
protection in this case is shown by Fig. 11, where the fuse 
characteristic (a) operates more rapidly than the circuit-breaker 
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curve (b). Does curve (a) represent the pre-arcing time/current 
characteristic of a fuse with a fusing factor of 1-75? 

In Section 6.3 the authors appear to hold the view that the 
fuse is of no use in motor protection; I should like them to 
explain their views in more detail, as I have always understood 
that if contactor starters are employed, a back-up fuse is essential. 
It is worth bearing in mind in this connection that if 80% voltage 
on the terminals of a 10h.p. motor with direct-to-line starting is 
desired, the supply should have a prospective fault capacity of 
not less than 0:25 MVA—the limit of a miniature circuit-breaker. 

The scheme described in Section 6.4 and illustrated in Fig. 12 
is interesting and points out one application of the device. 
However, since at currents above six times rating all circuit- 
breakers trip in the same time, how is discrimination obtained ? 

The economic comparisons given in Section 7 are worthy of 
note. Since the items compared have different short-circuit 
capabilities, has cognisance been taken of this fact in the full 
installation comparison? 

The device as described by the authors is of interest in that 
an attempt has been made to obtain a rupturing capacity, 
however low, and if developed and modified for remote control, 
etc., could possibly have a far-reaching significance in the 
market now met by contactor gear. 

Mr. H. Lever (communicated): The authors rightly point out 
that, while it is standard practice to examine a large circuit- 
breaker after a severe fault, this would hardly be expected in 
the case of miniature circuit-breakers. Therefore, if the reclosure 
of a miniature circuit-breaker after a fault restored the supply 
to the circuit it protected, no further action would be taken and 
it would be assumed that the miniature circuit-breaker was 
undamaged. If, however, it had been damaged, it might fail 
to clear a further fault, which could have more serious conse- 
quences than the blowing of a fuse due to deterioration. A fuse, 
whether it be rewireable or h.r.c., always fails to safety; the same 
cannot be said of a miniature circuit-breaker. 

More details could have been added with advantage to Fig. 12. 
For instance, are the rectangles immediately below the pilot 
lights meant to indicate miniature circuit-breakers? If so, I 
cannot see the necessity for them. 

The authors advocate the use of miniature circuit-breakers in 
domestic installations, and while I agree that they have distinct 
advantages over fuses, their much higher cost will deter architects, 
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contractors and house-owners from installing them at present 
In my experience, very little trouble can be attributed to fuses 
in properly designed house wiring, and the little inconvenience 
involved does not warrant spending a sum which might add as 
much as 25% to the total installation cost when dealing with 
6- or 8-way service units, ring mains, cooker fuses, etc. 

In the installations with which I am concerned, there are 
nearly 600 h.r.c. fuses in the range 2-250amp capacity. Thes¢ 
are installed over a very large area—some being in remote places 
as far as 50 miles from the nearest electricians’ depot. During 
three years a total of 180 fuses were replaced at a cost (excluding 
labour charges) of £11. Most of the fuses are of a type which 
can be reclaimed either by fitting new elements on site or by 
returning the cases to the manufacturer for rewiring, and the 
latter alternative has been adopted. The cost of new replace- 
ments would have been £31. Very little time was spent by 
electricians in replacing fuses—the majority being replaced by 
plant attendants whose normal duties were not interfered with. 
Many of the fuses protect circuits in important water-pumping 
plant, but no interference with pumping has been caused by 
blown fuses. Miniature circuit-breakers would have cost 
approximately £300 more in the initial installations. Allowing 
£4 for skilled labour (a generous allowance) in addition to the 
£11 for fuses, the average annual cost was only £5. Fuses were 
obviously more economical than miniature circuit-breakers in 
this instance. Miniature circuit-breakers will no doubt have 
applications, especially in industrial installations, but each 
installation must be considered in some detail before a decision 
can be reached. 

The above example is only an overall comparison and includes 
a large proportion of 15amp 3-phase distribution boards which 
are almost double the cost when fitted with miniature circuit- 
breakers in place of h.r.c. fuses. (Incidentally, Table 5 would 
be more representative if an example of 1Samp 3-phase distri- 
bution boards had been included.) In the 30amp 3-phase sizes 
there is very little difference in price. Could the authors say 
whether future developments are likely to have a levelling effect 
on the prices of 15amp sizes, as I believe that miniature circuit- 
breakers will not gain ascendancy over fuses until this is brought 
about. 


[The authors’ reply to the above discussion will be found on 
the next page.] 


NORTH-EASTERN CENTRE AT NEWCASTLE UPON TYNE, 24TH JANUARY, 1955 


Mr. C. G. Whibley: The authors draw attention to the British 
traditional outlook and what they term the bias towards fuses. 
It is worth while to examine the reasons for this bias and the 
effect upon application policy that will result by using miniature 
circuit-breakers. 

This so-called bias towards fuses has resulted in the develop- 
ment in England of very compact fuse-assemblies in the 15— 
60amp range suitable for prospective fault currents ranging 
from 16kA for 15amp 250-volt fuses up to 46kA for 60amp 
440-volt fuses. In the United States, circuit-breaker development 
was given preference, and this was particularly assisted in the 
lower-current range by the fact that 120 volts was the more 
usual phase-to-neutral service voltage. 

As pointed out by the authors, the prospective fault currents 
which can be handled by miniature circuit-breakers of the 
15-60amp ratings are limited to approximately 3-5kA. Cal- 
culations have shown that the prospective fault currents at 
service points in certain domestic installations, e.g. flats, will be 
as high as 10kA. There is a wide field where the prospective 
fault currents may be much lower than this. 

It is therefore clear that if small circuit-breakers are to be 


widely used in place of fuses, it will be necessary to educate the 
user to the fact that he must know the prospective fault-current 
at the point of application, whereas in the past he has been able 
to install cartridge fuses of a known maximum rating anywhere 
in a particular section of his installation without the need for 
special calculations. 

Mr. T. H. Sutcliffe: Have the authors any information regard- 
ing the operation of circuit-breakers carrying current for a long 
number of years without having operated? This state of affairs 
would undoubtedly obtain if miniature circuit-breakers replaced 
present-day fuse-boards in domestic premises. 

On the distribution schematic on the heating-circuit side 
there are shown thirty-nine 15amp ways outgoing. Can 
one assume that the devices marked T are 200amp circuit- 
breakers ? 

A criticism of miniature circuit-breakers in the past has been 
of the types which rely on gravity for dropping the handles or 
indicators and failing to do so although they have cleared the 
fault. This is particularly annoying in such cases as theatre 
switchboards, with perhaps 50 or more circuit-breakers involved. 

Mr. D. Rudd: I am interested in the possibility of using these 


| circuit-breakers to replace lighting distribution fuse-boards in 
‘) generating stations. A major obstacle appears to be that the 
i) fault level may be as much as SMVA on a 240-volt single-phase 
‘(board and probably averages 2-3MVA. This is considerably 
‘) greater than the 1 MVA rupturing capacity of existing designs 
mentioned in Section 5.2 of the paper. Can the authors see any 
‘prospect of higher rupturing capacities in future designs ? 


‘should first like to reply to those speakers who have referred to 
the various duties and types of miniature circuit-breakers not 
‘dealt with in the paper. We purposely concentrated attention 
‘fon the most important aspects in this sphere, and the one likely 
‘to find the most widespread application, i.e. protection against 
overload and short-circuit in sub-circuit distribution—since the 
“ispace available prevented us from dealing adequately with all 
“4h types. 

' We agree with those speakers, and in particular with Messrs. 


For the same reason we have, except for a few remarks, 
excluded d.c. design and performance from the scope of the 
“ipaper. As pointed out by Messrs. Reece and Hawes, this is a 
hvery important branch of application for miniature circuit- 
‘breakers, but it is also a specialized one requiring its own treat- 
%ment. Generally speaking, the majority of British designs are 
# basically ‘“‘a.c. designs’ with slow-make and slow-break manual 
micontact operation, capable, however, of operation on a d.c. 
@supply, usually at a reduced voltage, and with a substantially 
tlower breaking capacity. Unless special care is taken in the 
‘design of contacts and mechanisms, difficulties may be expe- 
a rienced in breaking low or medium direct currents. It is unfortu- 
} nate that those desirous of using miniature circuit-breakers for 
d.c. applications have little to choose from, and usually have to 
j carry out tests to ascertain suitability for individual applications. 
| This applies, in particular, to electric traction. 

i We feel that the technical matters can be dealt with most 
) satisfactorily under three headings: 


(i) Non-deterioration and “life.” 
(ii) Time-delay characteristic. 
(iii) Short-circuit performance. 


(i) Mr. Roscoe has raised a very important point. Obviously 
i it is essential that at least reasonable consistency be achieved 
fin manufacture, or the best design will be ruined. This means 
(100% interchangeability of parts and rigid inspection, and is all 
the more important since we expect a very much closer accuracy 
¢ from a circuit-breaker than froma fuse. The gradual simplifica- 
ition of switching and tripping mechanisms has contributed 
§ considerably towards making possible consistent bulk production. 
i Mr. Buckle has usefully drawn attention to the various views 
§ that exist on the subject of the “‘life” expected from a miniature 
¥ circuit-breaker. We feel that the value of 15000 operations is 
4a maximum that will meet all usual requirements and that, in 
+ fact, even half that value might prove quite satisfactory. 

! The questions on non-deterioration put by Messrs. Rendell 
4) and Sutcliffe are perhaps the most difficult ones to answer, chiefly 
} because so far there has been little experience in this country on 
1 the widespread application of miniature circuit-breakers. Sim- 
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Mr. D. Riach: In Section 4.2.1 it is stated that a considerable 
drawback of thermal trips is their long resetting time. This 
feature, however, is advantageous for motor protection, for it 
ensures that time is given for the motor to cool, thus preventing a 
burn out. 

Mr. A. T. Crawford also contributed to the discussion at 
Newcastle upon Tyne. 


THE AUTHORS’ REPLY TO THE ABOVE DISCUSSIONS 
Messrs. H. W. Wolff and T. G. F. Atherton (in reply): We - 


plicity of design, avoidance of ferrous metals, rust proofing of 
those ferrous parts which must be used, silver-plated or solid 
silver contacts, the use of as few rotating parts as possible—all 
contribute towards assuring continued efficiency. The best proof 
may be found, perhaps in referring to those countries like the 
United States where miniature circuit-breakers have given highly 
satisfactory service for over 25 years. 

(ii) In answer to Mr. Semmens we would point out that 
Fig. 11 has a logarithmic ordinate, so that in actual fact it does 
not indicate the value where instantaneous tripping commences, 
as do Figs. 7 and 9. We also confirm that curve (c) of Fig. 11 
was obtained with 100 centistokes silicone fluid. Silicone fluid’ 
was used because of its low viscosity temperature coefficient. 
Considerable strides in ambient-temperature compensation have 
been made. In addition to the means already mentioned in 
Section 4.2.1, swamping of the ambient-temperature effect may 
be mentioned. 

Mr. Ayers raises the question of the value of the instantaneous 
trip ratio. It is certainly not limited to 6 in all cases, but varies 
from one design to another between values as different as 4 and 12. 
In some designs it can be set within quite wide limits during 
calibration in order to cater for special applications and, in 
particular, to provide means of discrimination. Curve (a) of 
Fig. 11 is the characteristic for an h.r.c. fuse with a fusing factor 
of 1-55. We appreciate the reference to class-P fuses made by 
Mr. Baxter, but hold the view that their use has been reserved to 
special cases. The great bulk of fuses installed are class Q, with 
an average fuse factor of 1-6, as compared with the normal 
tripping factor of 1-25 for circuit-breakers. 

(iit) Section 5 opens by stating that “‘Of all the points con- 
cerning miniature circuit-breakers, rupturing capacity is perhaps 
the most controversial and the one of the greatest technical 
interest to engineers and users.” This has certainly been borne 
out at all the discussions which have so far been held. 

It is not contended that miniature circuit-breakers compete 
with h.r.c. fuses in rupturing capacity, nor is it denied that large 
fault currents do exist, but only exceptionally. Broadly speaking, 
miniature circuit-breakers have the same short-circuit capacity as 
equivalent semi-enclosed fuses, and if high prospective fault 
currents were aS common as some speakers have made them out 
to be, failures of semi-enclosed fuses would be frequent, to say 
the least. In actual fact, failures of these fuses are extremely 
rare, and we therefore emphatically deny the need for ascertaining 
the prospective short-circuit current each time before installing 
miniature circuit-breakers. Locations with high fault levels are 
usually sufficiently well known. 

If there are any doubts as to the short-circuit capacity of the 
supply, back-up protection must, of course, be provided, usually 
by means of h.r.c. fuses. This does not mean that every circuit- 
breaker ought to have one such fuse behind it. Group back-up 
protection as recommended by Lloyd’s Register of Shipping can 
usually be achieved satisfactorily, if the fuse rating is correctly 
chosen. 

Dr. Einhorn rightly points out that back-up protection by 
h.r.c. fuses may entail difficulties as regards discrimination. If 
the fuse rating is chosen to be too low, the cross-over point will 
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occur too soon so that the fuse may blow unnecessarily in a 
region where the miniature circuit-breaker would function quite 
satisfactorily. On the other hand, if the fuse rating is too high 
the back-up protection may not operate as efficiently as it should 
at currents just in excess of the capacity of the circuit-breaker. 
In many cases it has been found that a 100amp h.r.c. fuse gives 
a suitable cross-over point at about 2 500 amp. 

We are indebted to Mr. Reece for the additional information 
concerning carbon-arc tips and their behaviour on breaking 
heavy currents. We agree with Mr. Buckle that the making 
capacity is usually considerably lower than the breaking capacity. 
We do not intend to imply thereby that it is any the less important. 
We further endorse Mr. Baxter’s view that to a considerable 
extent the rupturing capacity is a function of the physical size. 

In reply to Mr. Marryat there appears to be little need for the 
installation of chokes in domestic premises, since prospective 
fault currents are nearly always well within the capacity of the 
circuit-breaker. Where high fault currents may occur, h.r.c.-fuse 
back-up protection is normally adopted, and we are not aware 
of chokes having been used in this connection in order to limit 
fault currents. 

In reply to Messrs. Swann and Hewlett, the performance of 
triple-pole types as compared with their single-pole counter- 
parts depends largely on the design. If care is taken properly 
to separate and insulate the three phases a better performance 
can in fact be achieved than with single-pole types, but if the 
phase separation leaves something to be desired, a considerable 
reduction in breaking capacity may be expected. 

With regard to the application and economy of miniature 
circuit-breakers, as mentioned by Messrs. Swann and Robbins, 
substantial savings in cable sizes are possible by using miniature 
circuit-breakers instead of fuses, particularly with the small cable 
sizes where the choice depends on the current-carrying capacity 
rather than on the thermal rating. 
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Mr. Hawes has provided some interesting data concernin 
fuse expenditure on electric traction, and is unlikely to have le. 
any doubt as to the importance of miniature circuit-breakers i 
this field. Mr. Watson has most usefully completed this informe 
tion with details of circuit-breakers installed on Italian ships. H 
has also drawn attention to the importance of plug-in circuil 
breakers for applications where withdrawal from the busbar fo 
isolation or replacement is desirable without necessitating th 
interruption of the supply. 

In reply to Mr. Rendell it will be found that there is littl 
difference in size between a miniature circuit-breaker and a semi 
enclosed fuse of equivalent maximum rating and capacity, th 
fuse being if anything a little smaller. 

We agree with Mr. Lever that in many cases individua 
installations should be considered on their merits. We feel tha 
the use of a 50amp circuit-breaker as against a 15 amp fuse ha: 
had considerable influence on his comparison. Present anc 
future developments are likely to improve considerably the cas 
for miniature circuit-breakers. 

In reply to Mr. Sutcliffe, circumstances relative to the diversit: 
factor for the installation illustrated in Fig. 12 required only < 
60 amp rating for the circuit-breakers T. 

Several speakers have drawn attention to the possible misus« 
of miniature circuit-breakers, and we should like to emphasiz 
again that like all other protective equipment they have thei 
limits, and in some cases prejudice has come about through using 
them on duties for which they are not intended. 

We agree with Mr. Swann that widespread application of 
miniature circuit-breakers is bound to lead, in due course, to ¢ 
revision of several clauses of The Institution’s Wiring Regula- 
tions, and we share the views of Messrs. Watson and Buckle 
that the time has come for a British Standard to be prepared on 
miniature circuit-breakers. In fact, such a Standard is already 
in the course of preparation. 
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Mr. E. G. Phillips: I am in agreement with the basis of the 
ujpaper, namely that better thermal efficiency can always be 
obtained by adequate insulation. Therefore, why restrict its 
‘jase to electrical heat only, and forget all the other fuels? The 
ajnsulation is a source of efficiency—not the fuel. 

For eight years I have been concerned with the national aspect. 
My interest is not in power-station loads, or in anything to do 
‘with the electrical industry. Economy in the use of coal is the 
\\2asis of my approach. 

| The elimination of visible smoke and corrosive gases is very 
idesirable, but discharging the products of combustion 350ft 
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so be less than 20%. This figure is slightly lower than the one 
\}ziven by the author, but it matters little since we cannot at 
joresent build these specially insulated houses, which is the first 
f2ssential before we consider fuel efficiency. 

4, District heating is stated to be very expensive and not exactly 
\desirable. Much of my business life has been spent in hospitals 
jand similar institutions. For large blocks of buildings spread 
dver vast areas district heating is the only practical form of 
comfort heating. There is plenty of evidence as to its usefulness 
land efficiency, and it is still being installed as the most efficient 
jand best way of heating buildings of this character. 

) With regard to closed or semi-closed solid-fuel stoves, it is 
jstated that they need anthracite or a high-grade fuel. If they 
‘did not heat a room satisfactorily on the fuels available they 
Jwould not be selling at the present rate. The demand is such 
ithat it now exceeds the rate of production, and there is much 
j2vidence that they offer a definite economy in fuel. 

| The author states that space heating means giving heat to the 
tbody. I would rather consider the approach not as a question 
jof space heating but comfort heating. If the temperature of the 
i air in the room is a few degrees higher than my body temperature, 
¢[ am warm—so long as I am not subjected to draughts. Radiant 
Jheating is the most satisfactory form of heating. The days of 
“the cast-iron radiator and convector heating are both long past, 
land every effort should be directed to the question of under- 
fstanding radiant heating—but whether high- or low-temperature 
jradiation, we cannot discuss here. 

The author states that the present-day houses are “designed 
dto burn four tons of fuel a year.” Why design the houses as we 
ido? Why not design them not to burn 4 tons per annum? A 
jhouse designed to a U value of 0-077, which is the overall 
42fficiency that the author requires, could not be built for £1500, 
vif we take into account the insulated walls, the air-tight window 
iframes and all other requirements. A more likely figure would 
ibe £2 500. 

I think that heat pumps are at present too expensive for 
‘practical purposes, but a source of heat worthy of consideration 
his the sewers. It is suggested that the heat pump could be a 
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means of taking the low-grade heat out of the sewers and putting 
it back where it came from, i.e. into the house. 

The use of double glazing should be compulsory since it 
reduces fuel consumption. The author suggests evacuating the 
space between the sheets of glass, but this is not really practical 
on large sheets or panes of glass. 

The author mentions cable in concrete in the floor. What 
type of cable would he use and how would he lay it? Further- 
more, how would he get it out again if a fault developed? What 
is the life of a cable buried in concrete? 

The author proposes to heat the whole of his house for 1:5 kW, 
which is equivalent to 5000 B.Th.U., i.e. for a little less than 41b of 
coal per hour. Even ata U value of 0:75 this would be difficult. 

The suggestion that floor heating gives a long heat time lag, 
so that with load shedding the temperature of the house would 
not fall, prompts the rejoinder that the reverse is also the case. 
When it is cold it will take several hours before the temperature 
can be built up again. 

The question of remission of taxation has been ventilated and 
discussed at every meeting of the Fuel Efficiency Committee of 
the Ministry of Fuel and Power for many years, but it is a great 
problem to try to persuade the Treasury to recompense those 
persons spending capital to effect a reduction in the consumption 
of fuel, and success seems dubious. From practical experience, 
I do not believe that the heat exchanger would give the very 
excellent results that are anticipated. With this exchanger in 
the roof space, can cleanliness of the three hundred 4in tubes 
be ensured? Can the fan be guaranteed to be noiseless, and 
what happens on a foggy day? 

Mr. H. L. Jones: Comfort conditions for the human being, 
who has a body temperature of 98° F, are determined by the con- 
trol of that temperature. In still air of about 58°F the body 
loses heat continuously and the person is comfortable. It is 
essential that the heat given up from the body should be 
absorbed, and it is by controlling the cold that comfort condi- 
tions are obtained. 

Heat can be lost from the body by conduction to the air around 
it, by convection and by radiation. There are several ways of 
controlling the loss. One can put clothing around the body to 
help keep the heat in. If we build a house around the body we 
can control the air temperature and thus the loss of heat by 
conduction. We can control the loss of heat by radiation by 
surrounding the body with radiant heat, as when we sit in the 
sun. The loss of heat can be controlled very readily by raising 
the air temperature above the normal room temperature. 

During the war some prefabricated buildings were impossible 
to heat-insulate owing to the shortage of materials. They were 
probably composed of 75% glass and 25% concrete. It was 
difficult to raise the air temperature in these buildings to 60-65° F 
by convectors, but if radiant heat (or infra-red heating) was used 
throughout, the building was quite comfortable to work in with 
an air temperature of only about 40°F. I therefore suggest that 
we should aim primarily at the use of radiators for space warming, 
since they produce a comfortable condition on the human body. 
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However, for maximum efficiency we must first insulate the 
building. Alternatively we can prevent radiation from the walls 
by some method, such as a covering of aluminium or tin foil, 
and so cut down the heat loss from the body. In order to 
achieve comfort we must either fully insulate to prevent loss of 
heat by radiation or increase the supply of radiant heat. 

Dr. J. H. Mitchell: It is certain that the demand for the 
by-products of coal distillation will continue to increase to such 
an extent that we shall find it impossible to supply sufficient coal 
for all our needs. It seems, therefore, that we shall have to use 
the gas and coke resulting from distillation for heating purposes— 
the gas directly and the coke, if possible, for power-station 
boilers. Of course, new developments in atomic-energy research 
might lead to a radical change in this position. When I consider 
the methods of generating electricity at present used in power 
stations it seems that there is a considerable heat wastage in the 
water from the turbines, which might be used. For example, 
the wasted heat from Wilford power station could perhaps be 
used to heat the neighbouring suburb of West Bridgford instead 
of being used, as at present, to heat the river. 

Mr. A. B. Moore: I notice that, without a heat exchanger, a 
temperature rise of about 15°F is obtained. With the heat from 
the exchanger that figure is increased to 23°F, assuming 60% 
efficiency, which I do not think can be maintained over a period 
of time. On a cold night with a frost of 10°F the temperature 
in a house will drop to 45°F in the morning, and so it appears 
that we must have background heat. The obvious answer would 
be to install more central-heating plant with a full heating 
capacity and to conserve the temperature of the floor, air space 
and the windows to eliminate heat loss. The best idea would be 
to install sufficient radiation surfaces to maintain comfortable 
conditions throughout the 24 hours. This could be done for less 
than the figures quoted in the paper. A cost of 4s. 1d. solely for 
central-heating load seems high, but I assume that an all-electric 
house is being considered. If the hot-water supply cannot be 
maintained for less than 10s. a week a very inefficient system is 
being used. 

The author only includes one thermostat and relay, the total 
cost of which, including the cable, is £15. Would he install the 
thermostat in the centre of the room or near the outside wall? 
Would it be in the living room or the kitchen? When it cuts out, 
is the remainder of the house not heated? 

If the heat exchanger broke down, what would happen in a 
house with all the windows closed? 


NORTH-WESTERN UTILIZATION GROUP, 


Mr. W. G. Chilvers: The author’s method of space heating 
calls for home life to be run on a more or less set pattern. 
Individual requirements for ventilation differ to a very great 
extent. One of the main advantages claimed for radiant heating 
is that the running cost can be predicted with some degree of 
accuracy because the number of air changes do not have any 
major effect. As the author has indicated, heating requirements 
are very largely linked with the capacity to pay. Experience at 
the Building Research Station brings out this fact very clearly, 
and experience with district heating schemes indicates first that, 
where whole-house heating is undertaken and where the cost 
is On a more or less fixed basis, the actual heat requirements 
increase considerably because there is no incentive to economize, 
and secondly, that one of the main objections of the users is that 
they cannot adjust their heating requirements to suit their pockets. 
This is not just a case of designing a heating scheme to fit an 
income group. The need is for flexibility from week to week. 
It seems quite certain that the average wage earner in this country 
regards space heating as almost a semi-luxury. 
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Mr. W. R. Coleman: I wonder whether the author purposel; 
avoided the question of commercial heating so as to consider o% 
some other occasion the possibility of high-volume therma 
storage overnight. This was used in some large buildings before 
the war, and could possibly be used for factories with a fan type 

nit heater for space heating. 

i G. G. Gane: A paper by Grierson* which was publishec 
during the war dealt with the warming and ventilation of air-raic 
shelters. Facts and figures were given which go a long way t 
prove that the warming of floors is superior to other forms 0 
heating. By running heating ducts, the ground floor ofa moder 
house can be warmed, or heating cable can be run in which wil 
prove very effective. Grierson quotes Dr. Bedford, who sug 
gested a best mean temperature of 60°F and asserted that, s¢ 
long as that temperature is maintained in the room, the tem 
perature of the floor can be raised above that of the air and stil 
achieve the ideal temperature. By this means you can get 
low air temperature or a high air temperature and maintain 
low-radiation wall temperature. ; 

With regard to the ventilation of the building described by the 
author, is there not a law which states that you cannot completel; 
block up a room, but that there must be some form of ventilation 

The topping-up of solid fuel by electricity would be a tedious 
process, particularly as you would have to light a fire. There is 
of course, the question of the warming-up time when floo: 
warming is used. However, in Grierson’s experience, when the; 
had a cut-off of three hours from 7 to 10 p.m., it did not seen 
to affect the conditions appreciably, and I suggest that when E 
cut-off is of short duration, e.g. overnight, satisfactory limitin; 
conditions of temperature for summer and winter would be 
achieved. 

Mr. R. I. Morgan: Some of the previous speakers, who have 
advocated the use of radiant heating, appear to have missed the 
main point of the paper, since those houses using radiant heating 
must of necessity have a considerably higher maximum demanc 
than fully insulated houses with heated walls and floors. One 
of the main objects of the paper was to further methods o: 
heating which would reduce the maximum demand as noy 
experienced. 

In Section 9, does the consumption of 5000kWh at id. pe: 
kilowatt-hour include that of the fan which the author advises 
and has he made any allowance for houses with windows open’ 
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[The author’s reply to the above discussion will be found or 
page 390.] 


AT MANCHESTER, 14TH OCTOBER, 1952 


The most efficient way of using our coal resources for heating 
houses would seem to be to have one continuous-burning solid 
fuel appliance, in order to provide space heating in the roon 
most used and also water heating, and for the remainder of th 
house to be heated by electricity. It can be shown quite clearh 
that, for periods of up to six hours, less coal is consumed br 
using an electric fire than would be required to light a coal fire 
Furthermore the standard of comfort required is reached mucl 
more quickly with the electric heater. This period of six hour 
covers almost all the normal requirements for rooms other thai 
the living room, and the scheme has the very important advan 
tage that the living room is warm in the morning and electricit 
is not required at breakfast time. The electric heater would b 
mainly used in the evening when some other room was in use 
I think the electricity industry would be very wise to pursue thi 
line of development at the present, and proceed with an examina 
tion of the possibilities for continuous space heating by electricity 


* GriERSON, R.: “Space Heating by means of Electrically Warmed Floors < 
applied to Surface-Type Air-Raid Shelters,” Journal I.E.E., 1942, 89, Part II, p. 4. 


The author’s case rests very largely on the decrease in the 
‘hthermal-transmittance value for buildings, and I very much doubt 
‘whether this can be reduced to 0-075 at the cost of £250 which 
yhe has quoted. I would appreciate his further observations on 
|this in the light of information which he may have received since 
‘the paper was written. 

| We need practical information on whether the costs are 
\jrealistic, and in order to make the scheme possible I feel that 
bh we shall either have to produce electricity at a very much greater 
“efficiency than at present, or alternatively, electricity will have 


iy of coal. The figures given in the paper compare 23 tons of coke 
with 5100kWh of electricity. This makes the cost of heating 
aby electricity £4 a year more than the cost of coke. Electricity 
{must therefore be made available at 4d. per kilowatt-hour. The 


i}Charge in making his calculations. 
| Mr. V. J. Simson: The author has stressed that the problem 
: of space heating is that of conditioning the dwelling so that the 
“body in it can have the rejected heat removed at an optimum rate. 
I would like him to consider the problem as that of subjecting 
ithe body to treatment in order to make it feel comfortable and 
‘mot primarily that of treating the dwelling. There is a subtle 
difference between these principles. 
si It is quite possible with efficient high-temperature radiant 
electric heating to make a person feel quite comfortable in an 
syextremely uncomfortable dwelling, and I think the author will 
jpagree that this is different from conditioning the dwelling. 
J The author refers to the heat wasted if an electric fire stands 
sin an open hearth. This may be large for certain types of fires, 
)but for a correctly-designed high-temperature radiant fire it is 
' otso. Many fires being sold in this country as so-called radiant 
#heaters are very inefficient as such, and it is of the greatest 
importance that all types of electric heaters do function in the 
‘most efficient manner. 
The usual criterion of radiant-type electric fires has been that 
4jiof radiant efficiency, i.e. the percentage of total heat emitted as 
radiation. All this radiated heat is not necessarily directed in 
‘ithe best manner. For instance, some fires direct the main 
iportions of the radiant heat into the floor or ceiling, and con- 
fjsequently do not produce heating comfort to users. A bowl 
‘fire is an example of high radiant efficiency with low comfort 
conditions for the user. 
| The author comments on high-level heating by the use of glass- 
“enclosed elements. However, it is fairly well known that, with 
iradiant heating, conditions should be such that a person using 
jit does not have his head warmer than the rest of his body. It 
jiis difficult to see how picture-rail-level radiant heating can 
ivproduce the maximum ideal comfort conditions without causing 
‘the head to be warmer than the feet. 
% Mr. J. Armstrong: Architects are now fully alive to the impor- 
tance of providing both insulation and efficient appliances in 
Uhouses, but they meet two serious obstacles. First, to most 
}Englishmen a definition of ‘comfort conditions” will almost 
certainly include an open fire—and it is fairly safe to assume that 
4the greater the comfort, the more inefficient will be the appliance; 
duntil the point is reached where the heat is constantly supplied 
‘by electricity somewhere in the background, and the comfort 
is supplied by a coal fire, as advocated by the author. Secondly, 
it is difficult to persuade clients to spend money on insulation, 
which is normally concealed in inaccessible places and the effect 
/ of which is not easily felt. 
i Mr. A. W. Bates: The author gives very little information and 
4 few suggestions for the existing 13 million houses in Great Britain 
4 whose U factor varies from0:24to0:5. The figure of 0-075 is far 
/ less than the accepted standard for present-day house construction. 
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to be made available from some source other than the burning ~ 
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We should carefully consider the type of heating for these 
existing installations. The fundamental problem is that there 
is a much greater heat loss through structure and air change than 
has been mentioned in the paper. Secondly, it is often so costly 
to improve the thermal insulation that in older houses it becomes 
impracticable. For example, a 9in brick wall has a U factor 
of 0-36, and to reduce this to the present-day value of 0-2 would 
cost approximately 10d. per square foot. Therefore it would 
appear unwise to attempt to maintain continuous heating in all 
rooms of the house, and for reasons of economy only the living 
room should be continuously heated. The other rooms can be 
heated as and when required. 

Where the U factor is very low, the electric-heating installations 
of the low- or high-temperature radiation type forming the back- 
ground heating and where necessary topped by some solid-fuel 
appliance are considered satisfactory. Where the U factor is 
high it is desirable on the grounds of fuel economy to have solid- 
fuel background heating and top up where necessary with some 
high-temperature radiant source. In Fig. 4 it can be seen that, 
in houses where U = 2-75, 0-1 ton of coal is consumed per 
annum for either electric or central heating, but in a house where 
U = 0-4, 4-1 tons of coal are consumed in a centrally-heated 
house and 5-4 tons in an electrically-heated house. 

Low-temperature radiant systems installed in the higher-U- 
factor houses will not be so efficient as high-temperature radiant 
systems owing to large conduction losses through the walls and 
loss by ventilation. The most satisfactory method of heating 
rooms which are not continuously heated is by using high- 
temperature radiant heat. However, it is useless to employ any 
heating appliance which has been incorrectly designed, and in 
spite of high radiant efficiencies the radiation should not be 
directed to the most useful areas. 

If the objection to burnt dust is considered important, the 
convective stream can be used to carry it up the chimney to the 
atmosphere. The presence of an electric fire in a hearth will, 
in fact, more than compensate for the increased ventilation it 
will cause, since it is possible to have a much higher rate of 
ventilation with high-temperature radiant-heating systems than 
with low-temperature ones. 

The portability of the electric fire is not considered an adverse 
factor, and it is desirable in installations with a low capital cost, 
where comfortable conditions can be produced in any room of 
the house from the one appliance. 

A well-designed radiant heater will have at its source an 
element operating at approximately 1000°C, and it will have 
a radiant efficiency of approximately 70%. This radiation will 
be directed into the lower levels of the room and will produce 
a negative temperature gradient, which is the ideal condition for 
comfort. The author has mentioned that the ordinary ther- 
mometer is not a true measure of comfort, and where radiant 
heating systems are involved the comfort zone lies between 58 
and 60°F, equivalent temperature scale, for adults engaged in 
light occupations. These conditions can be achieved at a much 
lower air temperature than with a convective scheme, and there- 
fore the loss to air change is automatically reduced. 

Mr. G. V. Sadler: Since we now have so much installed 
electrical generating capacity in the country to cope with peak- 
load demands, it is logical to make use of it for heating our 
houses during off-peak periods, and try to educate the house 
owner into improving the U value of his premises in order to 
make electric heating practical and economical. 

From a psychological point of view a house should be 
thoroughly warm when the occupants get out of bed in the 
morning, and as human activity develops, the heating load can 
be reduced or even cut off until the evening, with perhaps a short 
boost period in the afternoon. This is practical with a properly 
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insulated house, and is exactly what the electricity supply 
authorities require. 

Mr. B. France (communicated): The author deals with the 
problem of supplying all the heating services in a modern house, 
i.e. space warming, hot water, cooking, clothes drying, airing, 
etc. In my opinion none of these can be dealt with separately, 
and the author would have to go a long way to justify electricity 
for all services. 

The crux of the paper lies in Section 9, where it is shown that, 
for an additional expenditure of 4s. 1d. per week, an Egerton 
house (U = 0-24) can be converted to all-electric space heating, 
and thus one ton of fuel can be saved. The latest figures for 
electricity revenue from domestic consumers published by the 
B.E.A. show an average of 1:353d. per kilowatt-hour (also 
1-327d. is shown for 1950-51, the period covered by the author), 
while the price of coke has advanced to approximately £5 per 
ton. The net effect is to advance the additional cost to 9s. 5d. 
per week. So long as the cost of electricity is tied to that of solid 
fuel, it will never make economic sense to a tenant, and the 
author’s claims for the extra amenity are also open to doubt 
in view of the need to service the fan in the attic and vacuum- 
clean the heat exchanger periodically. 

It is generally agreed that a U value of about 0-1 is essential 
for the use of electricity, and if it is to be attractive, from both 
a fuel-saving and an economic point of view, the cost of elec- 
tricity must be decreased by improvement in the overall thermal 
efficiency of power stations and by stricter control to be exercised 
by the Area Boards and planning authorities of the electrical 
space heating to be permitted in new construction. If, as shown 
in Table 1, a net loss of revenue is suffered by the B.E.A. in the 
typical modern house, the sooner this drain is stopped the better 
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Prof. E. W. Marchant: In the interests of fuel economy, every 
practicable device to increase the thermal efficiency of power 
stations should be introduced. With coal at the present price 
of 64s. a ton and with interest rates at 4°%, it can be shown that 
it is an economic advantage to spend up to £10 per kilowatt 
installed to increase the thermal efficiency by 1%, say, from 30 
to 31%, if the station is working continuously at fullload. For 
smaller load factors the economic expenditure is, of course, lower. 
If the price of coal rises it will be economical to spend even 
more. I have grave doubts, however, whether the heating load 
will continue to increase as it has done during the last few years. 
* The increase in demand has been reduced during the last six 
months, and the heating load seems likely to be little greater 
during the last six months of the year than it was a year ago. If 
the electricity supply industry is to flourish and continue to 
expand as it has done during the last few years I believe there 
will have to be some modification of the present tariff policy of 
the B.E.A. The basic charge in this area in 1938 was 0:3d. per 
kilowatt-hour, whereas it is now 0-85d. With a station of 30°% 
thermal efficiency and coal costing 64s. a ton the coal cost is 
0-32d. per kilowatt-hour. The average thermal efficiency of all 
the power stations on the Grid system is about 22°%, and the 
coal cost then becomes about 0-42d., or about one-half the present 
basic charge. There seems no justification for the basic figure 
being nearly trebled. The B.E.A. regards itself as a generous 
benefactor that supplies electficity almost as a favour, but will 
that condition continue? In the long run demand will be 
governed by cost, and if costs are not reduced the demand will 
soon cease to increase at anything like the rate it has done during 
the exceptional period of the war. 

Some provision should be made for supplying electricity at 
off-peak periods at a lower tariff. Water heaters used to be 
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are the prospects for electrical space heating in 20-30 years’ time, 
when the overall thermal efficiency of power stations should have 
risen to 30%. 

Mr. A. Lawton (communicated): The older houses, which still 
form the majority of domestic consumers, impose a great 
problem, since they are not provided with the modern fuel- 
saving grates on any large scale. The use of the open electric 
fire is almost universal and cannot be prevented. The effect of 
this heating load on the peak load has been over-estimated; not 
more than one-third of the load is transmitted to the peak. The 
load transmitted probably has an increasing load factor and is 
thus valuable since it extends into the trough. At the same time 
the cost of this heating is very great, and a contribution by the 
author to the solution of the problem would have been welcome. 

The present coal-economy efficiency of electric heating is now 
officially stated to be 19%, against the 18% suggested by the 
author. Conditions have materially altered in recent years, and 
supplies of electricity are quickly becoming more adequate. 

The revenue figure of 0:75d. per kilowatt-hour given in Table 1 
is too low for present conditions, and it will be seen that the 
diversity of 1:5 is further questioned. The demands of the 
early-morning radiator and cooker are practically simultaneous, 
and furthermore the use of home fires during the morning factory 
peak is automatically limited by the cost to the consumer in the 
majority of cases. The few cases of high load factor cannot 
fairly be held against the use of radiators. 

Mr. J. Newman Ellis also contributed to the discussion at 
Manchester. 


[The author’s reply to the above discussion will be found on 
page 390.] 


AT LIVERPOOL, 20TH OCTOBER, 1952 


supplied at 0-3d. per kilowatt-hour, and there seems no reason 
why this should now be increased above 0°5 or 0-6d.; similarly 
with other non-peak loads which can be controlled from the 
power station. If a consumer is prepared to accept a supply 
only at off-peak periods he should receive some rebate on his 
charges, otherwise he will be driven to use other forms of heating. 
On the grounds of convenience, electricity has everything in its 
favour, but convenience may be purchased at too high a price. 

Mr. R. W. Humm: As the author states, space warming by 
electricity need not coincide with peak supply periods if full 
advantage is taken of the thermal capacity of floors or walls for 
storage purposes. This has been fully proved in my own all- 
electric home. 

The asphalt-covered concrete ground floors are warmed by 
carpet heaters in lounge, dining-room, hall and staircase; the 
latter under thermostatic control provides the main background 
heating for all rooms in the house. So effective is this heating 
that the temperature remains comfortable throughout supply 
peak periods when the floor heating is switched off. In the 
dining-room, tests with the electricity switched off showed a drop 
in temperature of only 1°F per hour over three hours from 64°F 
with an outside temperature of 40°F. In the hall, the carpet 
heater is loaded at 30 watts/ft’, giving a surface temperature 
of 95°F, but in the dining-room and lounge, where the feet of 
the occupants rest on the carpet for long periods, a loading of 
15 watts/ft? is allowed, which corresponds to a surface tem- 
perature of 85°F. Radiant electric heaters are employed for 
topping-up as necessary for individual comfort, and except in 
very severe weather, the radiant heat for continuous use rarely 
exceeds 500 watts in dining-room or lounge. 

Ventilation is restricted to the minimum required to keep the 
atmosphere fresh and free from draughts. A centre inlet and 


filter as advocated by the author for incoming fresh air is certainly 
! desirable, since the amount of smuts and soot entering through 
| open windows is considerable. 

“| Space heating, including lighting, for this normal semi-detached 
“house of 1000 ft? floor area consumes 6000kWh per annum, 
‘| which costs £23, including standing charges at the present rate 
“)of 0-85d. per kilowatt-hour. No special thermal insulation is 
“employed for walls and ceilings. 

‘| The restriction of electricity for domestic use is quite purpose- 
‘less except during supply peak periods. Householders who have 
“all-electric houses do keep off the peak. Unlike the fuel-fire 
“ij advocates, the all-electric house owner is electricity-supply con- 
scious and does not need to bolster up the shortcomings of fuel 
“# fires with electricity at peak hours. 

| Mr. J. L. Carson: Would the author detail the method of 
deduction by which he reaches the conclusion that, if domestic 
‘heating were changed over from solid fuel to electricity, coal 
‘J. consumption would have to be 11 times the present consump- 
tion in power stations? Does he refer to the 4 million tons used 
‘for domestic supply, or the 15 million tons total consumption? 
I would like clarification of the statement that 30 times the 
‘amount of generating plant would be required. 

The suggestion that walls should be heated to a temperature 
1) 3°F higher than that of the air seems to be a new departure. 
‘G0 How is it intended to heat the walls to that extent ?—and if they 
§ are so heated, surely the heat loss must be greater than if they 
® were kept at a slightly lower temperature than the air temperature 
) inthe room. The walls are in position primarily to protect the 
> room from outside draughts and to keep the heat in. By raising 
‘@| them to a higher temperature, the temperature gradient will be 
§ greater and the heat loss greater. 

' The author gives a coal consumption of 3-5 tons for the normal 
house built to the Egerton standard, ic. U = 0:24, and for a 
‘ house designed for U = 0-075 he gives a figure of 2:75 tons of 
# coal per annum. Coal consumption for an electrically-heated 
™ house is stated to be 2:5 tons per annum when U = 0-075, and 
7 it is assumed that 13 million tons of coal could be saved per 
i! annum at the rate of 1 ton per house by building to the better 
thermal specification and heating by electricity. If houses have 
% been designed for U = 0-075, the true comparison would be 
{| 2-75 tons for the equivalent solid-fuel consumption. This means 
# a saving of only + ton per annum for each house, or 3-25 million 
™ tons per annum. 

| I think that the development of electrical heating of houses 
i} will go on, but it will not bea matter of legislation. It is a matter 
-. of free choice, and the solution is stated in the first statement in 
} the paper—an abundant supply of electricity at a reasonable 
it price is necessary. I think that in the next few years, with the 
@ rising costs of other fuels, it will soon be found that electricity 
) is the cheapest form of heating, and with the development of 
3! atomic energy which can be expected in the next 20 or 30 years, 
§| electricity will be the only method of distributing heat to the 
* consumer. 

Mr. W. Gilchrist: My investigation in this area indicates that 
} the average domestic space heating load is a relatively small 
* component of the domestic demand, and there is no conclusive 
» proof that domestic electric heating is, in fact, 25-30% of the 
/ total demand, nor is there any clear indication—at least in this 
+ area—that this load is increasing. 

' Fig. 2 indicates that there is an increase in heating during 
| spring and autumn, which has advantages in improving load 


H 


y] 


y 


Mr. A. J. Dalton: In Section 3 it is stated that the proportion 
_of low-grade slack is increasing because of exhaustion of thick 
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factor and saving solid fuel, since the majority of this heating 
is for short-period use. 

The author mentions variable temperature as being a feature 
of the English climate, but I wonder whether that is really serious. 
We require continuous heating, generally in one room only, 
from October to April. The variation in the other rooms is 
perhaps more in regard to occupation than temperature, and the 
most satisfactory way of dealing with the occupational variant 
is by the use of electric fires, which provide immediate comfort 
as and when required. JI am interested in the author’s proposals 
for using infra-red heating, and would like his views on the 
experimental work being carried out in this field. 

In an effort to justify low-temperature heating, I think the 
author overstresses the dangers of fire and shock from electric 
fires, which he knows will now be provided with suitable approved 
guards. While I agree that better insulation of houses is desir- 
able, if not necessary, I am doubtful whether the costs indicated 
in the paper are not lower than would be found in practice to 
achieve the degree of insulation recommended by the author. 

I do not agree with the figures given in Table 1. For an 
average small house using the combination EgC/E, which pur- 
ports to be a municipal house with solid-fuel background heating 
and electric topping up, the maximum demand based on the 
a.d.d. for a large area would be considerably less than 1 kW, as 
compared with 4-5kW given in Table 1, and the heating con- 
sumption would be of the order of 600-800 kWh per annum, as 
compared with 4100kWh given in Table 1. 

Mr. D. A. Picken: I do not think that the comparison of solid 
fuel with electricity, given in the paper, is quite fair. Fora given 
national expenditure of coal twice as much heat can be produced 
in a room by solid-fuel methods as by electricity under present 
conditions. I am intrigued by the author’s arguments that 
electricity can give comfort, but I think some of them are not 
well founded. For instance, he makes much of the ratio between 
convected and radiant heat. This depends almost entirely on 
the nature of the surface which is used, and it is very difficult 
to prevent housewives from using their own particular polishes 
which will completely upset the ratio. Similar effects can be 
arranged even with the low-temperature solid-fuel type of 
radiator, which can give quite a high radiant component of its 
output. The advantage does not lie entirely on the side of 
electricity. 

I doubt whether the type of house that the author has in mind 
is going to be the house of the future, and I also doubt whether 
we can continue to afford about six, or even ten houses to the 
acre. We shall probably have to provide houses like those 
which have recently been built in Marseilles, where 400 dwellings 
are mounted on stilts. They occupy about the same space in 
an entirely different way, since they leave an enormous amount 
of space for playgrounds and pleasant surroundings and provide 
very much more amenable conditions with regard to heating. 

Mr. A. J. Fairrie: At peak hours in the south of France the 
meter changes to another set of dials, and consumers pay an 
exceptionally high tariff. The system merits serious considera- 
tion in this country, because obviously for some years we shall 
have a shortage of generating capacity at peak periods. 

Mr. G. H. B. Hicks also contributed to the discussion at 
Liverpool. 


[The author’s reply to the above discussion will be found on 
page 390.] 


WESTERN CENTRE, AT CARDIFF, 3RD NOVEMBER, 1952 


seams and increased mechanical coal mining, and we may there- 
fore expect a considerable expansion in the use of coal for electric 
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heating without economic embarrassment. It is important to 
realize that the National Coal Board also have ideas regarding 
slack, and that briquetting plant is being rapidly increased for 
the purpose of producing smokeless slow-burning fuel of con- 
sistent quality. I am interested in the author’s suggestion that 
a radiator could be developed in the form of a vacuum tube 
enclosing an infra-red filament. This idea certainly has great 
possibilities. 

In designing a floor-heating installation, the additional point 
should be made that the air temperature of a room heated in 
such a way could be quite a few degrees lower than that con- 
sidered to be a comfortable temperature with a convected heat 
system, thereby reducing the losses through the fabric of the 
building. 

The author seems to have omitted consideration of the fact 
that, throughout its life, a room may be carpeted or otherwise, 
according to either the pocket or taste of the occupier, and it 
would seem desirable that this should be taken into account when 
designing a heating installation. In the event of wall panels 
being used, it would seem that the suggested Treetex and Celotex 
would, in effect, take the place of a carpet and blanket the heat 
from the room. Perhaps the author could suggest some alter- 
native type of wall construction. 

With regard to the manufacture of slow-burning smokeless 
fuel which appears to give rise to the minimum of grit emission 
from the ordinary domestic chimney, most of the arguments 
concerning tall chimneys would lose their force if we were not 
able to secure business in competition against the new solid fuels. 

The figure of 8000 ft? given in Section 15.1 would appear to 
provide a change of air in the whole of a normal house once 
every hour. Does the author consider that this is really neces- 
sary when possibly there may be only two people in the house 
and one room occupied at a time? 

Mr. D. G. Gwyn: In attempting to make out a case for basic 
domestic heating by electricity, the author has not paid sufficient 
attention to the comparative costs to the householder of obtain- 
ing heat by the alternative methods of solid fuel and electric 
heating. Even with anthracite or similar high-grade fuel costing 
£8 per ton, a modern closed-type stove at 60% efficiency would 
yield approximately 8400B.Th.U. for 0-86d. Electricity at 
100% utilization efficiency would need to be sold at 0-35d. to 
obtain an equivalent amount of heat at similar costs, and there- 
fore, for basic winter heating, whilst electricity is undoubtedly 
the most convenient medium, it is certainly not as cheap as solid 
fuel when correctly used. However, heating by electricity has 
very many advantages if applied for partial use during spring and 
autumn months. For early-morning and evening heating—even 
at present-day costs to the consumer—it is much cheaper than 
kindling a solid-fuel fire for short periods. The use of electric 
heating during these periods would also cause no drain upon the 
winter peak-generating availability. 

In Table 1 the annual maximum-demand cost is given as 
£4-125 per kilowatt, and whilst this was the bulk supply cost to 
Area Boards at the time the paper was written, it cannot be 
conceded as a reasonable measure of maximum demand costs for 
electric heating, if the principles advocated by the author were 
extended for general use in domestic premises. Actually, any 
conversions to the author’s methods must be regarded as requir- 
ing incremental power, associated with present-day costs. With 
power stations costing more than £60 per kilowatt, and trans- 
mission, distribution, servicing and metering costs approaching 
£80-90 per kilowatt, interest charges alone, upon incremental 
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demand, would be approximately £5-6 per kilowatt. The figun 
referred to by the author was the average resulting from the ver; 
high proportion of pre-war capital equipment then in use in thi 
supply industry. 

Mr. E. W. Faithful: I consider that Table 1 is subject t 
question, as in U.R.R. report No. 4 the average consumption 0 
electricity for space heating, obtained from sampling tests, wa: 
given as 2260-2800kWh per annum, when the heating load wa 
over 5kW, and under 1000kWh per annum when the load wa: 
up to 3kW. From a study of all-electric flats by Schiller,* the 
total average consumption for all purposes was given as 5 900 kWI 
per annum, and for space heating alone it was given as 2000 kWI 
per annum. The figures given in Table 1, which were no doub 
based on Egerton standards, would not be reached by the average 
consumer, who, whilst using adequate heating in the living rooms 
would be satisfied with a much lower standard of comfort, anc 
would reduce the heating in bedrooms, passages, etc., until th 
final consumption would conform closely to that shown in th 
U.R.R. report. This is confirmed by the tests carried out bj 
Schiller. JI have found that, without any radiant heating, a roon 
temperature of 70°F is required for comfort conditions, wherea: 
with a reduced amount of background heating and a little radian: 
heat, as given by a 1 kW electric fire, a room temperature of 63°F 
produces the same comfort conditions with a saving in fuel. 

Mr. C. H. H. Pease: As domestic heating is mainly concernec 
with comfort I feel that one very important factor is the humidity 
of the atmosphere. This applies equally to any form of heating 
but if it is considered preferable to use electricity, has the autho: 
any suggestions to make on the possibility of controlling the 
humidity ? 

Mr. E. Arthur: In Section 12 it is stated that the space-heatins 
load would result in improved load factors on generating stations 
This seems to be entirely contradictory to the conclusion reachec 
by the British Electricity Productivity Team which visitec 
America. In their conclusions they state that the complet 
absence of the space-heating load in America contributes to the 
much higher load factor there, and makes possible a mor 
economical use of plant. 

Mr. W. Hill: The author states that continuous heating i 
inefficient, but on the other hand, he refers to the need for wal 
heating. Surely continuous heating gives the most comfortable 
result. If one enters a room which has only just been warmed. 
although the thermometer may indicate a high temperature, the 
cold walls make it feel really uncomfortable, whereas a muct 
lower temperature is more comfortable if the walls are warm. 

The authors appears to imply that draughts in existing houses 
could be overcome by the use of electricity, which would obviate 
the necessity for chimneys, etc., but I suggest that in many rooms 
the draught is created more by the windows, particularly those 
of thin glass, which allow circulating currents in the room. 

With regard to the use of the combined stove for cooking 
water heating and space heating, I suggest that the small house: 
holder cannot afford three separate appliances, and that with the 
great increase in the output of boiler fuels, partly owing to the 
extra small coals produced by mechanization in the mines, there 
will be a tendency to use these, although they have thei 
disadvantages. 

Mr. R. B. Rowson also contributed to the discussion at Cardiff 


[The author’s reply to the above discussion will be found or 
page 390.] 


* SCHILLER, P.: Electrical Review, August, 1951. 


| Mr. G. A. Farthing: By its nature floor heating is more suitable 
||| or the thermal-storage background type of heating. The advan- 
ig,ages claimed for this type of heating are: 


The heat is applied in a room in the right place, i.e. evenly all over 
. the floor, and it radiates upwards. 


|. Since charging can be done at off-peak times, it can be used to 
i], Improve system load factor. 
‘Whe disadvantages are: 


| — If it is to be economic, the house must be insulated to a high 
| standard. 


i) Unless there is considerable expenditure on insulation, there must 
. be a downward heat loss. 

.| _ Any kind of floor covering adversely affects the efficiency, since 
t t raises the temperature of the floor, thereby increasing downward 

4) losses. 

In order to make the best use of its off-peak characteristics there 
must be some form of control other than that of the householder. 

| This necessitates the use either of time switches or some form of 

§ remote control in the hands of the supply authority. 

Thermostatic control on low-level radiant heating of this type 
does not appear satisfactory; e.g. there may be a reasonable degree 
of comfort in a radiant-heated room even though the air temperature 
is below the level normally required for comfort. 


. The disadvantages, particularly in view of the initial cost, 
{appear to outweigh the advantages. It is agreed that, whatever 
‘form of heating is used, thermal insulation will, from the point 
§of view of running cost, be advantageous. 

It would appear that, with the present relative costs of fuel 


jand unless some other form of background heating with storage 


jot much future for background heating by electricity. With 
‘Bregard to floor heating, from a heating point of view, the 
‘Joor is virtually an outside wall of the house, and as in modern 
jouilding practice, chimney flues are not built on outside walls 


Stherefore be better to put the electric heating elements in the 
ceiling of the room to be heated, when any waste heat would be 
lusefully employed in keeping, at least, the upstairs rooms aired? 
4The objection to ceiling heating raised in Section 5.3, namely 
itconduction loss, then appears to be an advantage. In order to 
temploy ceiling heating a certain amount of special plastering is 
irequired, and in place of wooden joists and floor boards, to 
iwhich there might be some objection, flooring with concrete 
ibeams with air spaces could be employed. The additional cost 
iwould not be as much as the author suggests for the cost of 
insulating the concrete floor raft for floor heating. The ceiling 
ficould be designed to have the desired amount of thermal storage. 
4 Ceiling heating also has the following advantages: 


Any floor covering in the room above increases its efficiency so 
far as the room below is concerned. 

Radiation from the ceiling is unobstructed in contrast to that from 
the floor which is covered with carpets and furniture. 

There is improved warming of walls and upper (working) surfaces 
of chairs, tables, etc. 


i To the popular mind there are certain objections to ceiling 
heating, i.e. radiant heat from above, and it is appreciated that 
isome electrical versions of this form of heating, such as small- 
jarea high-temperature panels and even larger-area lower-tem- 
}perature built-in types of panel, have not been entirely satis- 
ifactory. There are, however, many perfectly satisfactory instal- 
ilations of ceiling heating where large areas of low-temperature 
heat are used, i.e. the whole of the ceiling being heated, and the 
jcomfort factor of this form of heat appears relatively great. In 
any case such floor or ceiling heating is necessarily of a back- 
ground character and would in all probability be augmented by 
‘small radiant heaters at floor level when necessary. 
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NORTH MIDLAND UTILIZATION GROUP, AT LEEDS, 25TH NOVEMBER, 1952 


Would it not be possible to employ a control switch of the 
nature of a Simmerstat in order to enable the user accurately to 
set the degree of heating required to a maximum, depending 
upon the loading of the heating elements? In a number of 
installations using this type of control there would be a diversity 
between the impulse times of the automatic switches themselves, 
and this would have the desired effect of lowering the after- 


~ diversity demand, i.e. the improving of load factor. 


The following temperature readings were obtained in a room 
heated from the ceiling. It is appreciated that it is not repre- 
sentative of domestic conditions, but there appears to be no 
reason why similar results should not be obtained in smaller 
rooms. 

The room is approximately 20ft wide and 80ft long, and the 
ceiling is 10 ft high. With the outside temperature at 40° F, the 
ceiling temperature of the room was 74°F and the floor tem- 
perature 66:3°F. The air temperature at 1 ft below ceiling level 
was 67:6° F, and at 1 ft above floor level it was 64-8°F. Up to 
7f{t above floor level it was practically constant at 65°F. The 
temperature of the inside walls ranged from 68-7° F at 1 ft below 
ceiling level to 66°1°F at 1ft above floor level. These tem- 
perature readings indicate clearly that the radiant heat from the 
ceiling has the desired effect of heating the walls and floor. At 
the same time the air temperature at working level is adequate, 
and contrary to expectations, the temperature gradient is very 
low. 

Mr. J. T. Scott: The author considers that the standards of 
insulation proposed by the Egerton report are not sufficiently 
high. With solid-fuel heating, an increase from an overall value 
of U = 0:24 to the author’s figure of 0:075 saves, according to 
Fig. 4, about # ton of coal per annum, or say £3 7s. 6d. From 
Table 2 the investment required to achieve this is £145, which, 
with the addition of labour and overhead costs, will be increased 
to say £170. The annual return is therefore about 2%. This 
suggests that the Egerton standard is reasonable for solid-fuel- 
heated houses. With the all-electric house the return is about 
6:5°%, which makes the improved insulation more worth while. 

With regard to controlled ventilation and the heat exchanger, 
this proposal makes the equivalent coal consumption for the 
all-electric house fall away sharply, as shown in Fig. 4, when 
the insulation is increased above U = 0-1. Whilst 8000 ft?/hour 
appears adequate in total, I doubt very much whether it can be 
directed to the different parts of the house with sufficient 
flexibility. 

Electric floor heating is attractive if, as the author suggests, it 
can be designed as a heat-storage system taking its supply only 
at night. Unfortunately Sections 9.2 and 9.3 cast doubts on the 
possibility of restriction to night loading. I cannot accept the 
assertion that, as a continuous load, it would improve the load 
factor on generating stations. This would only happen if the 
diversity quoted in Table 1 were achieved, and in view of the 
statement in Section 6 that the demand in cold weather would be 
about 1:5kW continuously, a diversity of 1-5 seems impossible. 

One of the important features of a relatively unknown system 
of the type proposed is that, before it is adopted for general use, 
it must be made absolutely reliable and, in addition, it must not 
involve heavy maintenance costs. In this connection, some 
modern solid-fuel installations leave much to be desired, but it 
is unfortunate that the author casts doubt on the reliability of 
his proposals by providing an emergency coal fire. 

In Table 1, I think that the author has been unfair to the 
second house. The full maximum demand of 9kW will only be 
achieved on limited occasions, since most occupiers of council 
houses will be reasonably economical and will not require bed- 
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rooms to be heated at the same time as the living-rooms. With 
a diversity factor of 1-5 the maximum demand should not be 
more than say 6kW, but the consumption also appears high in 
comparison with results calculated from Fig. 4. The diversity 
for the insulated house is probably too high, and the distinction 
between the two types of house given in the Table is highly 
conjectural. Furthermore, it does not take account of dis- 
tribution costs. 

Mr. J. R. Hanchett: The author does not mention electrode 
boilers. I know of a number of installations where these are 
very satisfactory, particularly when the plant has to run con- 
tinuously with the minimum of supervision. There is a great 
saving of labour, and it is a form of hot-water heating which 
should be further investigated. 


SOUTHERN CENTRE, AT PORTSMOUTH, 


Mr. G. R. Lomax: In Section 7 the author is rather unfair in 
his comparison. For the solid-fuel-heated house the mean tem- 
perature is shown as being 5°F higher than that of the 
electrically-heated house. If this is due to the difficulty of 
controlling temperature with convected air delivered to the 
bedrooms, it is feasible to use convected air from the appliance 
in the downstairs rooms. 

In Section 8 there is little point in showing a hypothetical gain 
of 13 million tons of coal for electrically-heated houses as against 
solid-fuel-heated houses when favourable heat-insulation stan- 
dards are assumed for the former method. The apparent real 
gain is in comfort and cleanliness, but, of course, there is a 
possibility that the load factor on generating-station plant may 
be enhanced. The capital cost of such gains is an addition of 
16% to the cost of the house, which is a considerable addition 
by any reckoning. 

There is much to be said for flexibility in house heating where 
possible. I have a modern grate, which not only provides 
radiated and convected heat but heats the water as well. There 
are also electrical tubular heaters, gas fires, and latterly a water- 
to-air heat pump with an output of about 18000B.Th.U. per 
hour. Thermal insulation is confined to 4in of fibre glass 
between the ceiling joists, and draught prevention to phosphor- 
bronze strip on the front and back doors. 

Built-in air ducts have much in their favour as a means of 
distributing heat. They are very cheap to install, they can be 


SOUTH-EAST SCOTLAND SUB-CENTRE, 


Mr. A. G. Thomson: I would like to give the results of some 
measurements made on a solid-fuel installation at my home. 
Two enclosed (but openable) stoves are involved, and they are 
installed in the adjacent rooms A and B. 


Room A, 27ft x 17ft x 134ft: 465ft?: 6300ft3 (approxi- 
mately). 

Room B. 185ft x 15ft x 134ft: 274ft?: 3700ft3 (approxi- 
mately). 


This gives a total of 10000 ft3. 

Since these are the results of measurements on the installation, 
they apply to both stoves working at once and operating con- 
tinuously for 24 hours a day. The fuel used is exclusively 
domestic “ration” coal taken in the form of “doubles” and 
costing (last bill) £4 6s. 11d. per ton. The average weekly con- 
sumption over 20 consecutive weeks was 1441b, and hence the 
weekly cost was 5s. 7d. This represents, with electricity costing 
ed. per kilowatt-hour, approximately 11kWh per day, which 
is hardly adequate to warm one room. Over one month (mid- 
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Mr. J. L. Ineson: The author suggests that the way to test hi 
findings would be to conduct large-scale trials on houses built te 
his specification. This would be an expensive job. In statistica 
work it is common to reduce an experiment to a manageabl 
size by selecting a sample which is a copy, on a small scale, ° 
the large mass of material being examined. The author coul 
test the accuracy of some of his assumptions by building one o1 
a number of small model houses and conducting tests on them 
This is a commonly used method of measuring the behaviour ol 
large, expensive objects, and the theory involved in drawing 
inferences has been worked out and well tested. | 

Mr. J. G. Craven also contributed to the discussion at Leeds. | 


[The author’s reply to the above discussion will be found on 
page 390.] 


3RD DECEMBER, 1952 


fed by a variety of heat sources and they enable heat to be either 
concentrated or diffused at will. 

As heat sources for a duct system, I can foresee the heat pump 
as being a likely partner to the down-draught solid-fuel furnace. 
The use of the heat pump will receive real impetus with the wider 
use of refrigerators and a satisfactory solution to the problem of 
finding a cheap method for recovering low-grade heat from the 
ground. 

A domestic refrigerator with a larger motor-compressor unit 
designed to have an output of 5000-6000B.Th.U. per hour at 
a performance coefficient of about 3 might involve an increase 
of 20-30% in first cost. The condenser would be permanently 
fitted in the duct system, and an extension to the evaporator 
would be buried in the garden. 

A useful operational plan for these two heat sources would be 
to use the heat pump during the milder parts of the four months 
October, November, March and April, and the solid-fuel furnace 
in the colder months of December, January and February. I 
think that such a system would prove favourable in first cost, 
operational cost and coal economy, and would provide the 
requisite measure of flexibility which is so desirable at present. 

Mr. E. A. Logan also contributed to the discussion at Ports- 
mouth. 


[The author’s reply to the above discussion will be found on 
page 390.] 


AT EDINBURGH, 21ST JANUARY, 1953 


December-mid-January) temperature measurements were made 
showing that in room A, which is not used every day, the mean 
maximum and minimum temperatures were 63-5°F and 57°F 
respectively, while the absolute maximum and minimum tem- 
peratures were 70°F and 53°F. The corresponding figures for 
room B were 68° F and 59°F, and 70°F and 56°F, respectively. 
The total time for clearing, stoking and fetching coal was 
measured only over two weeks; the figure obtained was 65 min 
per week. 

It is expected that, over about 34 weeks’ operation in the year, 
both stoves will consume two tons, which is less than the normal 
mene issue; and no coke, anthracite or other fuel has been 
use 

It is thus felt that for many existing houses, where U > 0-1, 
a solid-fuel installation offers another if not the logical solution 
to the problems of space warming. 


[The author’s reply to the above discussion will be found on 
page 390.] 


|| Mr. L. Goodall: Some success in the space-heating field has 
“been obtained on the commercial scale, particularly where special 
‘cleanliness and minimum of attendance are of value. This has 
“jbeen on the thermal-storage system, with a very low price per 
‘kilowatt-hour for load restricted to night hours only. The 
\jauthor approaches the subject from a different angle, and pro- 
‘poses to reduce the cost of electric heating by using greatly 


sumption. While some progress has already been made in this 
“ddirection, a very much higher standard is required to reach the 
conditions necessary for economic heating by electricity. It is 


considerable opposition to their use. It might be worth inves- 
f tigating the use, for the inner course of a normal cavity wall, of 


h Mr. W. McCullough (communicated): Emphasis is laid on 
gimproved thermal construction, but the trend of modern archi- 
‘@ tecture is in the opposite direction, i.e. flat roofs and considerable 
@glass surfaces without much thought being given to double 
Sglazing. Examples of this can be seen in modern schools and 
‘Wprivate residences at present being erected. This type of con- 
struction in no way approaches the somewhat idealistic 
value of 0-075, and in fact, is much higher than the overall U 
value of 0-24 mentioned in the Egerton Report. 

' While the policy of improved thermal construction is sound 
jand should be vigorously pursued, at the same time a short-term 


iipolicy must be adopted in order that the electricity industry may 
yhave its share of space heating. 

, With regard to the economics of space heating for the house- 
iholder, there has never been a better opportunity to present the 
sicase for electricity than exists at present, as is evidenced by the 
fincreasing number of space-heating installations, not only in 
iiresidences, but throughout industry and in institutions. 

| The case for electric heating would be better served by research 
Jinto the efficiency of solid-fuel-burning appliances so glibly 
Gquoted by the respective manufacturers and accepted in good 


¥ Mr. P. S. Grant: The author appears to be confident that, in 
the event of his proposal being adopted on a large scale, the 
/improvement in the thermal efficiency of B.E.A. generating 
stations could be continued, and the Area Boards could continue 
4 to sell electricity at the present general level of charges (assuming 
‘stable fuel and labour costs). 
Since the load imposed by background space heating, as 
» described in the paper, would be a winter load with a load factor 
of only 36%, it seems probable that the costs both of generation 
Aiand distribution would be increased. 
1 Mr. A. M. Donald: The question of cost to the user is of 
(major importance, and I would make the following comparisons 
(from figures given in Table 1 of the paper. This comparison is 
based on a normal seven-room dwelling house and a price 
}of 1d. per kilowatt-hour. 


| Type of House 

E.G. A-E 18500kWh per annum. Average cost per week: 
29s. 6d. 

Heating per room over this period: 310 watts 


(approximately). 
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jhincreased thermal insulation of the house itself to reduce con- - 


SOUTH-WESTERN SUB-CENTRE, AT 
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NORTH STAFFORDSHIRE SUB-CENTRE, AT STOKE-ON-TRENT, 6TH MARCH, 1953 


some of the exceptionally good insulating bricks developed for 
electric kilns. Is the council housing estate the best field for 
initial experiments? Would it not be better to start with 
privately-built houses where the extra cost can be more easily 
offset ? 

Table 1 shows clearly the difficulty of obtaining the heating 
load. With a house improved to U = 0:24, the cost of electric 
heating would be £57-8. The cost of £15-9 for the house 
having U = 0-075 is probably the limit obtainable from council 
houses, as water heating and cooking have still to be added. 
No mention is made of the competition from gas, which would 
also benefit from the reduction of heat losses and probably offer 
a cheerful fire. 


[The author’s reply to the above discussion will be found 
overleaf. ] 


NORTHERN IRELAND CENTRE, AT BELFAST, 14TH APRIL, 1953 


faith by prospective clients. There is no doubt that on test beds, 
with the combustion expertly controlled by careful air adjust- 
ments by means of accurate instruments and expert stoking, 
efficiencies of up to 65% are attainable. But these efficiency 
tests bear absolutely no resemblance to actual working con- 
ditions where banking down both night and day with a black 
fire is the only careful attention a solid-fuel appliance ever 
receives. For example, a particular hospital installation was in 
use 24 hours per day and stoked by an alleged expert, and the 
measured overall seasonal efficiency was of the order of 15-20%. 

In an Address by Mr. J. G. Bennett, Director of the British 
Coal Utilisation Research Association, a few years back, the 
conclusion was reached that, from the point of view of coal 
conservation, it is immaterial whether gas, electricity or coal is 
used for heating purposes. I am not aware of any serious 
challenge to this conclusion. 

Messrs. F. Johnston and F. H. Whysall and Major J. E. Jones 
also contributed to the discussion at Belfast. 


[The author’s reply to the above discussion will be found 
overleaf. ] 


TAUNTON, 24TH NOVEMBER, 1953 


1 A-E 5100kWh per annum. Average cost per week: 8s, 2d. 
Heating per room over this period: 84 watts (approximately). 


Compared with this, a modern solid-fuel central-heating stove 
would appear to be of value, as it will raise and maintain a 
general temperature of 15-20°F above the outside temperature 
and allow for at least one change of air per hour, for the con- 
sumption of 28 1b of coke per day (colliery), which at the present 
price of £6 18s. Od. per ton, costs 12s. 1d. per week, or the 
equivalent of 145 kWh of electricity. 

Usually little additional local heating would be required 
provided. that the roof space had an adequate insulation, the 
design and position of the house was good, and reasonable care 
was taken in the choice of the building material used in general 
construction. 

[The author’s reply to the above discussion will be found 
overleaf. ] 


Messrs. F. C. Winfield and F. W. Watson took part in the 
discussion before the North-Eastern Centre at Newcastle upon 
Tyne on the 23rd February, 1953. 
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THE AUTHOR’S REPLY TO THE ABOVE DISCUSSIONS 


Mr. D. H. Parry (in reply): I reply to the points raised by 
individual speakers under separate headings. 

Mr. Phillips —Good heat insulation is worth while for all 
fuels, but it is far more economic for electrical heat than for 
combustible fuels. Electricity is expensive, but accurate tem- 
perature control ensures a saving of consumption. Furthermore, 
reduced heat losses mean a smaller mass of material necessary 
for heat storage if electricity is taken off the peak. Heat storage 
sufficient to cover switching out for some hours also delays 
temperature build-up, and again, the heated mass can be kept 
to the minimum by good insulation. Solid-fuel stoves some- 
times go out, but they are inherently less flexible in recovering 
loss of temperature. 

The life of a cable buried in concrete is not yet known, but 
I would expect it to equal that of the house. Cable faults do 
occur, and I suggest only a shallow burial under soft concrete 
so that a faulty cable could easily be renewed. 

Mr. Phillips and other speakers question the cost of a well- 
insulated house. The difficulty is that architects are not en- 
couraged to design such houses as a whole, but rather to add 
bits of insulation to a conventional design. In fact, heat insula- 
tion ought to be the prime object of design. Some well-insulated 
and inexpensive buildings are prefabricated in this country for 
export. They are not, of course, entirely suitable for weather 
conditions in this country. Prefabrication is perhaps necessary, 
but it implies mass production and demands much experiment 
beforehand. Cheap materials are available, and it should be 
quite possible to produce a well-insulated house at no more than 
16% greater cost than the kind of house we are building at 
present. 

Ventilation and the heat exchanger may raise doubts in the 
minds of some engineers, but many silent and reliable fans are 
available, and I am sure that measured ventilation is necessary to 
get the best results from an all-electric house. The heat 
exchanger is worth while with first-class insulation, but it may 
appear unattractive although practicable. A possible alternative 
is heat recovery by using the domestic refrigerator as a heat pump. 

Mr. Jones.—Whilst I agree that high-temperature radiators 
provide a very efficient source of comfortable warmth, it still 
appears that they are largely responsible for the severity of the 
early-morning peak load. 

Dr. Mitchell.—A considerable amount of heat is rejected from 
power stations, but it is at a low temperature. The heat would 
have to be rejected at a higher temperature to be useful in 
residences, and this temperature loss is worth more to the power 
station than the sale of low-grade heat through an expensive 
distribution scheme. 

Mr. Moore.—It is customary to produce central-heating plant 
of a capacity designed for an ambient temperature of 32°F. 
One thermostat on an inside wall of the living room should give 
reasonable results in a small house. If the heat exchanger 
became choked it would soon be obvious, but nobody would 
be poisoned as sometimes occurs with combustible fuels. 

Mr. Coleman.—Consideration of commercial heating was 
avoided in order to keep the paper to a reasonable length. 

Mr. Clarke.—Tribute should be paid to Mr. Grierson and 
Dr. Bedford for their early work on comfort heating. The query 
on topping-up by solid fuel is not understood, since many house- 
holders light a coal fire even when their house is adequately 
warmed. 

Mr. Morgan. —The fan consumption is included. The opening 
of windows is not common in cold weather, and if there were 
positive ventilation it would soon become uncommon at all times 
with a saving not only of heat but also of dust infiltration. 
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Mr. Chilvers.—A set pattern is followed to secure cheapnes: 
in first cost, but the proposed method of heating does alley 
flexibility. A thermostat can be adjusted downwards if the cos 
of heating is too high, but a continuous-burning solid-fue' 
appliance is not so easily controlled. The costs of all fuel: 
appear certain to rise continuously, but we can confidently ie 
that the margin of costs between electricity and combustibl 
fuels will steadily diminish. 

Mr. Simson.—The speaker emphasizes the importance of con 
ditioning the body rather than the building, and I agree about 
the effectiveness of high-temperature radiation. However, 4 
substantial amount of background heating is essential, and i 
may reduce maximum demand. 

Mr. Armstrong.—Englishmen soon get used to the absence of 
a coal fire, and in a few years’ time they may be compelled tc 
by the scarcity of suitable fuels. 

Mr. Bates.—The U factor in an old house cannot be improved 
without great expense, which is a good reason why we should 
insist that new houses be built to standards which will be 
economic in future years. It may be too expensive to insulate 
the walls of an old house, and radiant fires are therefore a boon; 
but comfort conditions can be cheaply improved by roof insula- 
tion, and the fitting of double-window casements may also be 
worth while. 

Mr. France.—The speaker wants the B.E.A. to control electric 
space heating when it is unremunerative. Fortunately, perhaps, 
this is impossible. Electric space heating is a most useful service 
and is often very profitable, but experience has shown that 
attempts at control restrict the profitable but not the unprofitable 
use of electric heating. The paper emphasizes the need to look 
ahead so that the profitable use of electric heating will be fostered. 

Mr. Lawton.—The speaker suggests that old houses are the 
great problem, but unfortunately that is notso. Weare building 
300000 modern houses a year, but although they are equipped 
with modern fuel-saving grates, they impose as large a space- 
heating demand as the old houses. 

Prof. Marchant.—I heartily endorse the speaker’s plea for low 
electricity prices, and particularly for an attractive off-peak tariff. 
Most Area Boards are now introducing off-peak tariffs, and 
consumers who use them will assist in bringing down prices to 
all consumers. 

Mr. Humm.—vThe speaker’s experience with carpet heaters is 
most interesting, but I would imagine that heavy wear would 
cause short-circuits and entail the risk of fire. 

Mr. Carson.—I do not know whether the Egerton and Simon 
Committees ever contemplated a complete change-over from 
solid fuel to electricity, but had they done so these figures repre- 
sent the kind of speculations made. They were aiming at the 
standards of comfort obtainable from 50 million tons of coal 
burned in solid-fuel appliances at 50% efficiency. They would 
have assumed the coal-economy efficiency of electric heating to 
be one-third of this, which would require 150 million tons of coal 
to be burned in power stations in addition to the existing con- 
sumption, and they would have expected the load factor to drop 
to one-third of the 1938 figure, which gives figures of 11 and 
30 times, respectively. From a later paragraph it is made cleat 
that these speculations were out of date by the time the papet 
was published. 

Both wall and air temperatures influence comfort, but a rise 
of wall temperature of 3°F may permit a fall in air temperature 
of 5° F, and the saving of ventilation loss will more than com: 
pensate for the greater loss through the walls. 

Mr. Gilchrist.—With reference to Fig. 2 and the increase ir 
heating during the spring and autumn months, the speaker point: 


out the advantages in improving the load factor. Unfortunately, 
}on several occasions in these seasons, the B.E.A. has been short 
jjof piant. The summer is used for the annual plant overhaul, 
Jout the time available is increasingly curtailed at each end by the 
tisk of heavy loads for heating. 
‘) Mr. Picken.—The speaker may be right about the future policy 
of housing in this country. Six or even ten houses to the acre 
means an excessive cost of electrical and other services, and this 
| ; arrangement may be superseded by large blocks of flats. These 
jwould introduce a set of new problems not necessarily adverse 
}:o0 the use of electricity for house warming. 
y Mr. Fairrie —Selective metering for peak hours raises a number 
of special problems rather outside the scope of the paper, and 

t would be most satisfactory if peak-load problems could be 
Wsolved without recourse to special metering. 

/ Mr. Dalton.—it is agreed that an important aim of floor 
Jfneating is to provide comfortable warmth with moderate air 
y-emperatures, thereby reducing losses through the fabric of the 
jouilding. It wall heating is employed there seems no reason to 
cover the panel with an insulating layer. With regard to ven- 
lation, individual tastes vary considerably, and a generous 
1 figure was allowed. It should not be difficult to devise simple 


foccupation. 
YW Mr. Gwyn.—The comparative costs of heating from anthracite 
and electricity are more unfavourable in South Wales than in 
other parts of the country, but even there I believe that the 
difference will gradually become less whilst the amenity value of 
Welectricity will increase. The increasing proportion of high 
@present-day capital costs occurs in mining anthracite perhaps 
more than in generating electricity. 
W Mr. Faithful—tt is generally agreed that Egerton standards 
}of comfort are somewhat excessive and are not desired by the 
Wmajority of households, particularly those who make good use 
jof radiant fires. They were adopted as a standard of comparison 
Wfor the preparation of Table 1. 
Mr. Pease.—in general, experts on domestic heating agree that 
Weonditions in this country do not warrant special control of 
shumidity. Uncomfortable dryness results from the excessive 
Muse of hot air and unpleasant humidity from deficient ventilation, 
fand a satisfactory condition is achieved by a proper proportion 
fof radiant and convective heat and measured ventilation. 
¢ Mr. Arthur.—The Productivity Team reported the greater use 
of shift working in American industry and also the extensive use 
of summer air-conditioning, both of which favourably influence 
the generating-station load factor. I do not feel competent to 
Radvise on whether electric space heating 1s appropriate to con- 
ditions in many parts of the vast North American continent, but 
fin this country it is a most useful service which could improve 
‘the plant load factor if its use were properly planned. 
¢ Mr. Hill—AIl kinds of heating—and particularly continuous 
theating—are inefficient in the sense that coal is consumed, but 
wall heating is effective in giving comfort. Windows do cause 
circulating currents, but the actual leakage of cold air is more 
'serious if there is a chimney. I suggest that the combined stove 
Vis satisfactory only if it is an expensive model and fed with a good 
fuel and not the product of mechanized mining. 
Mr. Farthing.—There is much to be said for ceiling heating in 
Wa well-carpeted house, but there would still be a need for floor 
insulation. Mechanically it would appear easier, and therefore 
‘cheaper, to support elements in the ground rather than suspend 
them in the ceiling. A heated floor does give a better tempera- 
/ ture gradient in a living room, and far more continuous heat is 
necessary in the living room than in the bedroom. I believe that 
‘these considerations tip the balance in favour of floor heating. 
) Mr. Scott.—The speaker asks whether night loading only is 
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practicable, presumably with reference to Section 6 of the paper. 
A house in which the temperature would not fall noticeably in 
12 hours requires a considerable mass for heat storage, and might 
prove unsatisfactory in the hands of an occupier who liked 
excessive ventilation. Much large-scale experiment is therefore 
necessary before a suitable design can be shown to be economic. 

The provision of an emergency coal fire should cast no doubt 
on the reliability of electric heating. It is the usual practice in 
central-heating installations to design for an ambient temperature 
of 32°F, but every few years a period of severe weather occurs 


~ when lower temperatures prevail and comfortable conditions 


cannot be maintained without supplementary heat. It is sound 
economic practice not to design for severe weather conditions, 
but the use of portable electric appliances in such conditions 
should be discouraged. 

Mr. Hanchett.—Electrode boilers have their use in large build- 
ings, but the paper is mainly concerned with domestic premises 
in which appliances are required by the million. 

Mr. Ineson.—The unknown factors in electric house warming 
are mostly concerned with human problems, namely: 


(a) Can architects design a pleasing and economic structure with 
an unusual amount of insulating material? 

(6) Can builders fabricate such a building without excessive labour 
cost? 
_(c) Will the characteristics of the well-insulated house suit the 
living habits of ordinary people? 


Mr. Lomax.—t agree with the advantages of flexibility in house 
heating, and one objection to the use of convected air is its 
inflexibility, particularly if the stove also supplies hot water. The 
stove, if powerful enough for severe weather conditions, will 
produce excessive temperatures in mild weather, and good insula- 
tion aggravates these conditions. The heat pump is still more 
inflexible, because the output falls sharply in cold weather. 
Flexibility can always be obtained by multiplying the number of 
appliances, but at too great a cost for the standard house. 

Mr. Thomson.—The speaker seems very fortunate in his heating 
arrangements. I suggest that his results are unique, and that 
the vast majority of users of solid fuel cannot attain such success. 

Mr. Goodall.—Much investigation is certainly necessary in 
order to produce any radical departure from conventional 
methods of house warming. The greatest saving is likely to 
come from standard houses built by the million. The extra 
expense of the well-insulated houses lies not in the materials but 
in the methods of construction, and economy must therefore be 
sought in mass production. The privately-built house is ham- 
pered by the cost of architectural work, such as a pleasing eleva- 
tion, and the architect tends to neglect improvements not obvious 
to the eye. 

I do not think that gas is a serious competitor for whole-house 
heating. It is very expensive, possibly because the peak-load 
problem is more serious for gas than for electricity. 

Mr. McCullough.—The paper is largely concerned with small 
residences of largely standardized type. We are constructing 
some 300000 of these a year, which thus add over a million tons 
of coal a year to the annual consumption. I do agree that far 
too extravagant claims are made for the efficiency of modern 
solid-fuel appliances. 

Mr. Grant.—The most valuable load on generating stations 
is that for lighting in winter, and it is necessary to have in service 
more plant in winter than in summer. During the night more 
than half the plant is unused, and it is available for a heating 
load without additional capital or labour cost. 

Mr. Donald.—The speaker gives an interesting comparison of 
the costs of electric heating quoted in the paper with that of a 
modern stove, but he does not comment on the dirt and on the 
labour required to maintain the stove in use. 
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NORTH-WESTERN UTILIZATION GROUP, AT MANCHESTER, 8TH APRIL, 1952 


Mr. E. L. N. Towle: Although, as the authors state, the 
Kramer generator is not now used as a constant-current 
generator, it is used in a number of applications to give inherent 
load limitation of the prime mover. A typical instance of this 
is Diesel-electric propulsion with Ward Leonard control. In 
order to limit the engine torque, the Kramer generator 1s 
provided with reversed series turns to give an m.m.f. equal to 
the self-exciting field, leaving all the excitation to be supplied 
by the separate field. With such a machine, a typical charac- 
teristic of which is shown in Fig. A, the series winding should 
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be adjacent to the pole tip. It will be apparent that the short- 
circuit current will be determined by the ratio between the 
m.m.f.’s of the reversed series turns and the separately-excited 
field. A rapid change in current in the separate field causes the 
generator to respond slowly on account of induced e.m.f. in the 
self-exciting field so that the generator can be used as an inherent 
load-limiting machine for bridge control of Diesel-electric pro- 
pulsion systems. One precaution necessary is to prevent a 
sudden change of external back e.m.f. or load, since, in this 
event, although the stable characteristic is as shown in the Figure, 
the transients are limited only by the inductance of the circuit. 
For this reason it is normal practice to use motor-operated 
rheostats when using Kramer generators for twin-screw 
Ward Leonard control where the propulsion-motor fields are 
varied simultaneously with the generator fields. Thus a rapid 
movement of the bridge controller is translated into a com- 
paratively slow change of motor field and overloading is avoided. 
A typical diagram for this scheme (excluding the motor-operated 
controllers) is shown in Fig. B. 

The authors state that the Austin system holds the current 


* MACFARLANE, J. C., MACFARLANE, J. W., and MACFARLANE, W. L: Paper 
No. 1205 U, January, 1952 (see 99, Part II, p. 421). 


© O 
S Diesel —— . 
Reverse 
O { compound O 
(G) Separate 
excited 
00 field 


1 Isolator 


Auxiliary Auxiliary 
supply . — supply 
Port Je Reversers Starboard 

controller ee 


controller 


Fig. B 


constant to within + 4% and that breakdown time is 1/25 sec 
If this is so it would appear from the oscillograms in Fig. 4 tha 
the system has a natural oscillation frequency of approximatel 
50c/s. This is very much higher than I should expect for : 
160kW machine. I know of a 450kW machine for which thi 
breakdown time is approximately 1sec with 2-5 times fiel 
forcing on the metadyne exciter. 

Another point which is not clear is how the load was removet 
from the machine. It seems from the statements in Section 2.2. 
that the machine was suddenly short-circuited. I should lik 
to know if such was the case and if the machine was com 
pensated; also, what were the connections of the stabilizin 
transformer referred to in the Appendix? My experience witl 
uncompensated machines has shown that a sudden short-circui 
leads to uncontrollable transients. 

I think that the author has laid too little emphasis on th 
simplicity and flexibility of the constant-current system as applie 
to certain classes of marine work. 

With multiple-engined twin-screw or twin-paddled Diesel 
electric vessels the constant-current system eliminates motor 
operated rheostats and allows of direct bridge control withou 
any precautions against possible misuse. Furthermore, th 
propulsion motors can be given any desired characteristic, suc! 
as constant power over 25% speed range changing to constan 
torque at lower speeds, i.e. a characteristic suitable for a tug. 
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, Another feature is the possibility of including deck machinery 
| in the same circuit as propulsion motors with the equivalent of 
| Ward Leonard control of all machines. Fig. C shows all the 
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Ss essentials of such a circuit for a Diesel-electric dredger, equipped 
lj) with two 840h.p. 126r.p.m. propulsion motors. Each crane is 
motored by 62h.p. and 25 h.p. motors, and the winches by 50h.p. 
“motors; the circulating current is 750 amp. 

i Mr. C. F. Tyrrell: I should like to ask the authors some 
i¢down-to-earth questions concerning the user and application 
faspect, and confined to a.c. generators. For instance, what is 
~actually gained by Magnicon excitation? 

i It appears from the paper that the Magnicon does not require 
‘an external constant-voltage reference. Is this correct? 

In Section 4.6.2 a machine is described having an output 
¢average, in ratios 2:1. These ratios appear to be realizable 
l)without altering armature connections. How is this accom- 
@ plished ? 

1 Finally, I should like to raise the question of the short-circuit 
characteristics of an a.c. generator with Magnicon excitation, 
since it affects the calculation of fault-power feeding into a net- 
(work. It may be that the present output range of the Magnicon 
)is rather too small for this question to be important at the 
imoment, but I should like to have the authors’ comments. 

) Mr. J. S. Michael: In Section 2.1, dealing with the advantages 
) of separate excitation, it is stated that, since the main generator 
4 has compensating coils (allowing use of small air-gap and large 
¥ electric/magnetic loading) this results in small field m.m.f.’s and 
magnetic fluxes and consequently small time-constants. For 
Hany voltage output the main flux should remain the same, but 
is it not more correct to say that the field time-constant is 
‘increased owing to the small air-gaps? 

\ Also in Section 2.2.1, on design proportions, it is said that 
\ for the generator field inductance to be small, the field flux mus 
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be small. I think that this statement should be modified, since the 
field inductance is proportional to the magnetic flux per unit 
current, i.e. effectively the slope of the generator saturation curve 
at any point, so that over the straight portion of the saturation 
curve the field inductance has a maximum value, and as saturation 
of the iron circuit takes place the field inductance decreases to a 
minimum. 

In the case of a compensated generator with a small air-gap, 
the field m.m.f. is small, which should lead to increased field 
inductance as compared with a machine with a larger air-gap. 

In fact the performance of the main generator is limited by 
two opposing factors: 

(a) Small air-gaps which give higher values of field inductance 
but a minimum value of field m.m.f., for full-load operation, giving 
rise to a maximum forcing ratio from the exciter. 


(6) Large air-gaps which reduce the field inductance but increase 
the net field m.m.f., giving a smaller forcing ratio from the exciter. 


The actual design used will be a compromise taking account 
of any other features that may be required. 

In Section 2.2.2, it is stated that by over-compensating and 
diverting with a non-inductive resistance, the short-circuit 
current can be reduced considerably. While I agree that, 
owing to the shunting of current, the main field is temporarily 
weakened, would not the reduction be caused also by the exis- 
tence of a closed circuit around the compensation or interpole 
winding, thereby acting as a damping turn and reducing 
the build-up of the current peaks? Even on a non-com- 
pensated generator, heavy current peaks would tend to 
reduce the effective field, although possibly not to the same 
extent as with a compensated machine with a small air-gap. 
Will a diverter across the interpoles have the same effect in 
this case? Does it come down to the fact that a damping 
turn has greater effect than field weakening? 

Mr. J. Hindmarsh (communicated): The authors have some 
very interesting and useful remarks to make about the Kramer 
generator, but in Section 2.2.2 they appear to argue that, because 
of the relatively unsaturated leakage paths in the compensated 
generator, the leakage inductance is high and the transient 
discharge-current consequently low. This argument seems to 
ignore the more important factor of mutual inductance between 
armature and compensating windings, which reduces the effective 
inductance to about 50% of that of the non-compensated 
machine. Certainly it is well known that, in general, a com- 
pensated generator has a much greater rate of rise, and peak 
current of the order of twice that for an uncompensated generator. 

A further point to note is that the armature circuit time- 
constant is much less than the field-circuit or main-flux time- 
constant, and consequently the armature current will have risen 
considerably before it exerts any appreciable demagnetizing 
effect. Diverting the interpoles and compensating windings 
would not therefore appear to offer much diminution of the 
initial transient. This applies to conventional machines anyway, 
although on the Magnicon or metadyne types of generator, 
compensator diversion will be much more effective because the 
control-field circuit time-constant is, in fact, relatively lower and 
the machine therefore more sensitive to armature demagnetizing 
effects—which, incidentally, are in direct opposition and not 
just due to distortion. 

However, since the oscillograms in Fig. 4 appear to be actual 
test results, the reason for the low transient currents must be 
sought elsewhere. The only possibilities seem to be: 

(a) Some feature of the Austin circuit itself, possibly not shown 
in Fig. 3; e.g. additional inductance in the circuit. 

. (6) An extremely high ratio of armature to field m.m.f. with very 

-small air-gaps and large inherent regulation. 

(c) A much reduced field-circuit time-constant consequent upon 


a large-diameter machine. 
13 
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It seems difficult to believe that even these considerations would 
be sufficient to reduce the inherent transient discharge-current 
of a normal compensated machine from twenty times to twice 
full-load current as in Fig. 4. In any event, the application 
would seem to be restricted to machines of low rating, since 
commutation considerations would otherwise preclude the use 
of very small air-gaps, non-inductive interpole diverters and 
brushes running out of neutral. Further, the expense of using 
large-diameter machines would seem to make a constant-current 
system using uncompensated generators in conjunction with 
Magnicon or metadyne exciters a more economical proposition. 

Dr. E. Rosenberg (Colombia: communicated): Although 
Maj.-Gen. Tope and Mr. Price mentioned in the London dis- 
cussion the Rosenberg dynamo and the original patent specifica- 
tion of 1904, I am not sure whether they and the experts in 
general are aware of Mr. J. L. Woodbridge’s application of the 
cross-field generator (Rosenberg dynamo) in the constant-voltage 
train-lighting system of an American organization; a report of 
this has been published.* 

In Fig. D a simplified diagramt of connections is given with 


Fig. D.—Simplified Woodbridge—Hull diagram of connections. 


a modification suggested by R. C. Hull; it is a little clearer than 
the original diagram. 

Q represents the battery of 16 cells, which Woodbridge used, 
L the lamps, S the well-known automatic switch which, when 
starting the train, connects the dynamo as soon as the proper 
voltage is obtained and disconnects it when, in stopping the 
train, reverse current occurs. H is a hand-operated switch. 
BB are the main brushes, bb the short-circuited auxiliary brushes 
of the Rosenberg dynamo, F the series exciting coil (compensating 
coil), and fa very thin wire controlling coil of the field, connected 
between the auxiliary brushes bb and point (ii) of a small 


* Electrical World, 1913, 62, p. 916. 
+ ROSENBERG, E.: “The Direct-Current Cross-Field Machine” (Springer, Berlin, 
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auxiliary circuit (i), (ii), (iii) consisting of an iron wire Y in 
hydrogen-filled bulb and an ordinary resistor X, which ar 
series-connected across the full dynamo voltage. In the stat 
of dull incandescence the resistance of the iron wire rises con 
siderably with an increase in temperature while X practicall 
maintains constant resistance. 

With a definite dynamo voltage the current flowing throug! 
the circuit (i), (ii), (iii) will be such that (ii) has the same potentia 
as the auxiliary brushes bb, and no current will flow through th 
controlling coil f. In starting the train, while the voltage i 
lower, the resistance of the iron wire Y is reduced and a positiv 
current flows through the controlling coil f. When the dynam« 
voltage is even very little increased over the critical value, th 
current through the controlling coil is reversed. I mentionec 
in an Institution paper* under the heading “‘open-circuit voltage,’ 
that the residual magnetism may vary from 1 to 3% of the ful 
field. Such an amount, if not counteracted, could cause excessiv 
current in a train lighter at high speeds. 


Fig. E.—Original Woodbridge diagram of connections. 


In his original diagram of connections, identical with Fig. E. 
Woodbridge connected the controlling field coil (f) between the 
points (ii) and (iv) of a Wheatstone bridge, and also providec 
in series with the bridge an additional resistor (r), normally 
shirt-circuited by the switch (h), which would make it possible 
to overcharge the battery in day-time. However, when the 
double-pole lamp switch H is in the closed position, the resistor 1 
is short-circuited by auxiliary contacts. According to the report 
in Electrical World, during 12 months of service and 15000¢ 
miles of travel, the overcharging was never required. 

Fig. F shows the machine voltage/speed curve, and it appears 
that from 600 to 2200r.p.m. (and naturally also at higher speed 
the voltage is kept constant at 36 volts. 

* ROSENBERG, E.: ‘“‘Rosenberg Dynamo with Fixed Polarity,” Journal I.E.E. 


1928), Fig. E. 1939, 85, p. 423. 

50 

2 

io 

Ss 

2 40 

oO 

= 

(eo) 

> 

o 

£ 

7 ©30 

sey 

= 
20 


400 


1200 
R.P.M 


Fig. F—Dynamo voltage/speed curve. 


No exact data are given about the input of the controlling 
iy coil, but I have no doubt that for a constant-speed generator it 
‘, could be kept within a small fraction of a watt. 
I do not know whether Mr. Price had the Woodbridge 
arrangement in mind when he said, “I believe that a modified 
and compensated Rosenberg generator has been employed in 
*) connection with battery charging, but unfortunately the control 
i) field was applied among the main flux axis and therefore just 
ij failed to anticipate the amplidyne.” In my opinion the com- 
‘ly pensation of the secondary armature field (with the axis of the 
\j auxiliary brushes bb) has practically nothing to do with the 
‘iy Characteristic of the amplidyne. In a book* referring to 
ty Woodbridge, Pestarini’s metadyne and two proprietary 
ith amplifiers, I did not hesitate to say that Alexanderson, Edwards 
and Bowman, of an American organization, used the Rosenberg 
ill dynamo as amplifier. I believe this statement to be correct, 
} although it is not meant in any way to detract from the high 
merits of the inventors of the amplidyne who opened to the 
generator a field of application of which neither I nor, I imagine, 


= 


Mr. H. E. Westgarth: It appears that the Magnicon would 
have applications for large alternator voltage-regulation if it 
could be constructed in larger sizes. With the present trend 
towards a high rate of response for machine-excitation systems 
to assist in maintaining system stability, particularly where 
systems include hydro-electric stations with long transmission 
lines, it seems that a voltage-regulator system employing a 
Magnicon directly connected to the alternator field would 
provide the high rate of response, with no need for devices to 
-} prevent hunting or instability in the voltage-regulating system. 
It does seem very significant, however, that the only applica- 
tions of the Magnicon as an alternator voltage-regulator men- 
tioned by the authors relate to relatively small machines having 
| excitation requirements far below those of conventional power- 
‘| system alternators. 
‘| Mr. D. Broadbent: It is proposed to show that the system 
_| shown in Fig. 3 of the paper with certain circuit parameters 
, given in Section 9.1.2 is not an unstable system as the authors 
‘| suggest. This may be seen if the equations of Section 9.1.1 are 
_| rewritten in the form 


(ayD? + a,D? + a,D - a3) = (by) D2 + b,D + by)e; re 


jj Then, on substitution of the circuit parameters for the least 
“| stable case, Routh’s criterion may be applied: 
G = 3°465 x 10-8, a, = 10-235 x 10-6, a, = 188-6 x 10-8, 
a, = 0-012 22, all being positive. 
Also (a,a, — a9@3) = 1:93 x 10-9 — 0-423 x 10~° is posi- 
| tive, which indicates that the system is stable. 


(A) 


Alternatively the system may be analysed as a servo mechanism. 

In Fig. G, no instability can take place in the link between 

| e and e, there being no feedback in that circuit, and they will 

therefore be eliminated from the servo diagram. Instability is 

possible, however, between the m.m.f. (i, — i) and the output 

current i, and so the loop will be built up around these quantities. 
By substitution eqn. (2) may be rewritten 


L, —M 
fen = =) 
; ; i i 

SS SSS SS eS 
ry 


i=F,(D)e, — F,(D)i (B) 


* ROSENBERG, E.: “Der Werdegang eines Ingenieurs”’ (Springer-Verlag, Vienna, 
1950). 
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Woodbridge ever thought, and which has proved so fruitful to 
industry. 

Among the many important applications of the constant- 
current system described by the authors, the most remarkable 
appears to be the equipment for sugar drying (Section 2.5.4). 
It is a bold idea to use d.c. motors in series to drive centrifugal 
machines for hydro-extraction in order to recover the stored 
energy of one machine for starting another. It would be 
interesting to know whether the starting and stopping is done 
by a hand-manipulated diverter to the exciting coil or whether 
a scheme of special exciters has been used. Also data as to 
output and speed of the motors, and a statement as to the way 
in which the motor armature is mechanically connected to the 
centrifugal drum, would be interesting and help one to appreciate 
the commutating difficulties—which seem to have been overcome 
so well, considering that the scheme has successfully been in 
service more than eight years. 


[The authors’ reply to the above discussion will be found on 
page 401.] 


DISCUSSION BEFORE A JOINT MEETING OF THE INSTITUTION AND THE INSTITUTION OF ENGINEERS, 
AUSTRALIA, AT MELBOURNE, 10TH SEPTEMBER, 1952 


Fig. G 


The m.m.f. has been split up into a part depending on e, (which 
becomes a constant if e, = E, = constant) and a part depending 
on i. 
Further, from eqns. (1) and (3), 
ML, Mr, 
D 1) 
i Fae KK, is K,K> 


D> + 


= FD) (©) 


The equivalent circuit is shown in Fig. H. 


Fig. H 


To examine the loop for stability we make the input constant 
(by putting e, = E,) and break the loop as shown in Fig. J. A 
sinusoidal signal x at frequency w is inserted at point X, and 
the resulting signal y appearing at Y is observed, together with 
its phase and magnitude compared with the signal at X. This 
magnitude and phase difference will vary as w is varied. 

The series transfer function round the loop given by 


F(D) = F,(D) F;(D) . (D) 


If the frequency w at which y is 180° out of phase with x 
* 


€ 
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E,= 


corresponds to y/x = 1, i.e. to positive feedback, the system is 
unstable and will oscillate at that frequency. If y/x>1 the 
oscillations will build up until limited by circuit non-linearities. 

When x and y are sinusoidal signals of frequency w it is 


Finally if we put u = 0:00303w 
16[(ju)? + 0-0161ju + 1] 
(1 + 1-21ju + 62ju)\(1 + 23-1ju) 
If we adopt usual practice and express the magnitude of KG(ju 
in decibels, thus: 
|KG(ju)|az = 20 logiol6 + 20 logio|{1 + (ju)? + j0-016u]| 
— 20 logio|(1 + f1+21u)| — 20 logyg|(1 + 7624)| 
— 20 logyo|(1 + 723-1] . [D(iv) 


each part may be plotted_against log u and summed to give 


KG(ju) = [DGii) 


|KG(ju)|ap against log u. 


#0 2010g,, 16= 24dB 
3 | 
paris 
un 62 0 
3 
ee a Se, 
= : - 
aN ° K 
= 40 sere Se 
©) on 
= che < 
~ 80 ——S -180° 
16[(ju)?+0-0161ju+i] rete 
(1+1-2ju)Q+62ju) (+ 23ju) 
we 0-001 u=0:01 u=0'1 u=1:0 u=1)) 


w=330u radn/sec 
Fig. K 


justifiable mathematically to rewrite eqn. (D) as shown in 
eqn. (D'): 


y = x[K,G,(jw)][K,G3ja)] 
F(D) = F,(D) x F;(D) 


bee eee) 
(EH) (i BoB) 
2. 1 


Substituting the actual values given in the Appendix (as above) 


Now (D) 


16[(0 00303 D)? + 0:0000487D + 1] + 0D) 


AE (1 + 0:00367D)(1 + 0:188D)1 + 0-07D) 
[DG] 
F 16[ (0-003 03ja)? + 0:000048 7jw + 0 
KG(jw) = ; : 
(1 + 0:00367jw) + 0-188ja)(1 + 0-07 jw) 
[D(ii)] 
SOUTH MIDLAND SUPPLY AND UTILIZATION 


Mr. J. G. Henderson: The description and dynamical analysis 
of machines with feedback can be greatly facilitated by the use 
of dependence diagrams,* which show the sequential relationship 
between quantities; e.g. the relationship between m.m.f. and flux, 
flux and e.m.f. and so on throughout the machine, which ulti- 
mately indicates the closed-sequence nature of a part of even the 


* Tustin, A.: “D.C. Machines for Control Systems.” 


GROUP, 


The phase shift due to each part may be plotted and summe 
to give 
0:0161u 
Lea 


— arc tan 62u — arc tan 23-lu 


/[KGGY) = = 0 + arc tan — arc tan 1-21u 


. IDG 
Fig. K shows the summation of magnitudes and phase angle 
to give KG(ju). 

It will be seen that at no value of u (and therefore w) is the! 
a positive gain associated with a phase shift of — 180°, and tt 
system is therefore stable. 

If the system were unstable it would be possible to say whic 
of those parts would have to be modified, and by how muc 
to make the system stable. As it is we could say which of tl 
parts need to be modified to make the system unstable. 

There is also an obvious irregularity in Section 9.1.2 in tl 
solution for i,, when M = — 0:0007H. The power of ¢€ is writte 


as 18-5t in the second term of the solution and —18°5¢ in tl 
third term. 


[The authors’ reply to the above discussion will be found « 
page 401.] 


AT BIRMINGHAM, 13TH OCTOBER, 19: 


whole of a machine sequence. Where these relationships a 
non-linear they can be sketched on the diagrams and the 
assist in the determination of the steady-state response of tl 
system. 

When used for alternator voltage-control the Magnicon 
Fig. 6 is stated to be slightly over-compensated. This constitut 
a system with positive feedback on the control axis and a positi 


W 


| be varied in both magnitude and phase. 
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mutual inductance between the compensating winding and the 
control winding, the latter being a stabilizing feedback during 
transients. The former, however, has an anti-stabilizing effect. 
Is the degree of positive feedback insufficient to cause self- 
excitation of the Magnicon or does the stability of the closed 
loop depend on overall feedback ? 

In Section 4.1.2, it should be emphasized that the comparison 
is between an alternator without an automatic voltage regulator 
and one with a Magnicon exciter. I think one would expect a 
similar saving in field copper in an alternator designed for use 
with an automatic voltage regulator, although to achieve the 
same speed of response a high-ceiling-voltage exciter would be 
needed. The Magnicon system of excitation is certainly a robust 
alternative to control by an automatic voltage regulator, but what 
is the relative cost? 

Referring to Table 3, I should like to have seen the basis of 
the comparison stated more fully. 

Prof. A. Tustin: The machines described in the paper belong 
to the extensive class of generators in which approximate con- 
stancy of current is obtained by the use of feedback. It is often 
forgotten how early this principle appeared in the history of the 
development of electrical machines: there is for example a British 
Patent to a French inventor, A. I. Gravier (British Patent 1211), 
dated 1882, that clearly describes the principle of the cross-field 
constant-current generator, referring to a Gramme-ring arma- 
ture. This was the ancestor of the authors’ Magnicon as well 
as of the Rosenberg generator, the metadyne and the amplidyne. 
In the early years of this century there was active exploration 
of the problem of obtaining constant or regulated current output 
because of its interest for battery charging and for arc lighting. 
Papers by Rosenberg (1905), Osnos (1907) and others anticipated 
very many of the arrangements that have been incorporated in 
modern machines. There has, however, been a change of 
emphasis in the discussion of such machines resulting from their 
growing use as power amplifiers in control systems. This puts 
the emphasis on their dynarnic as distinct from their static 
characteristics, and the appropriate analysis was found ready 
to hand in the theory of feedback amplifiers developed by Nyquist 
and others in the 1930’s. 

The most important peculiarity of a d.c. generator as a power 
amplifier is that the exciting winding is inductive, and in a simple 
separately-excited generator the time-constant of the field winding 
is easily shown to be proportional to the power amplification 
at any point on the straight part of the characteristic, the constant 
of proportionality being A;/A,v,, where A; is the m.m.f. of the 
field, A, the ampere-stream of the armature, and v, the peripheral 
speed. For usual values of these quantities the time-constant 
is about 0-001 sec for each unit of P, the power amplification. 
For example, if the power amplification is 1000, a field-winding 
time-constant of about lsec would be a usual value. The 
designer’s primary aim in machines for use in control systems 


i should therefore be to reduce the value of AplAw,, and many of 
- the authors’ recommendations, advocated as a result of experience 


or of independent arguments, will be seen to be consistent with 
this observation. 

Mr. F. Brassington: Is it not possible that the Magnicon can 
be regarded as a unit consisting of two conventional exciters? 
By putting two such exciters in cascade the same effect as pro- 
duced by a Magnicon might be obtained. 

Mr. V. Easton: The use of the words “truly compensated”’ in 
Section 4 in the description of the Magnicon-excited alternator 
is to be deprecated since it suggests that the armature reaction 
is completely neutralized by windings, the m.m.f. of which may 
Actually, it is no more 
than opposed by additional current in the single field winding, 
the amount of the extra excitation being determined from the 


effect of the armature reaction on the terminal voltage. In this 
respect, it differs in no way from a conventional alternator of 
either the salient-pole or the cylindrical-rotor type, controlled 
by a voltage regulator, both types having proved satisfactory 
over many years, at least in the larger sizes. The performance 
of the alternator then depends largely on that of the automatic 
voltage regulator, and the permissible modifications to its design 
constants should be considered primarily from the point of view 
of the reliance which can be placed on the voltage control means 
rather than from any inherent characteristics of the alternator 
alone. The outstanding feature of the Magnicon exciter, I 
believe, is the neat manner in which a voltage comparator, an 
amplifying dynamo and the exciter have been combined in a 
single robust machine, the resulting degree of reliability being 
higher than that of a separate voltage regulator and exciter for a 
small machine, so permitting a greater reduction in the alternator 
size. 

It is unfortunate that the authors, when discussing relative 
alternator designs, have departed from a well-known and 
clearly defined standard of comparison, namely the short-circuit 
ratio, and introduced the ratio (field m.m.f.)/(armature m.m.f.), 
as various interpretations may be placed on the latter. 

On the basis of no-load/full-load field m.m.f. of 0:5 from 
Fig. 11, and the ratio (field m.m.f.)/(armature m.m.f.) of 3-2, it 
appears that the short-circuit ratio is of the order of 0-75 for 
a small machine. To clarify the position, would the authors 
please quote values of short-circuit ratio (a) for a normal 
Magnicon excited alternator, (b) the minimum value for an 
alternator operating at minimum voltage with a 10/1 voltage 
range as in Fig. 10, and (c) the value for the adjustable-voltage- 
level machine mentioned in Section 4.6.2 for full output at 
50% voltage. 

Mr. J. P. Huggard: It would be an advantage if the authors 
would give a comparison of the size and weight of a Magni- 
con-type exciter with a standard exciter for an alternator 
for use with, say, a carbon-pile automatic voltage regulator, 
assuming both machines have the same output and speed. Is 
there any difficulty in providing Magnicon exciters for large 
alternators, or is it preferable to use them as pilot exciters in 
conjunction with main exciters? I presume that for larger 
outputs it would be necessary to provide the Magnicon exciters 
with four compoles and two sets of commutating pole coils, one 
set in series with the short-circuited brushes, and the other in 
series with the output brushes. 

There is no mention in the paper of anti-hunting coils being 
used on the Magnicon exciter. Is there any particular reason 
for this? Most forms of amplifying exciter require some anti- 
hunting feature. Is its absence due to the fact that the overall 
voltage amplification of the Magnicon exciter is not high and 
it is used with a small alternator with a comparatively small 
time-constant ? 

The use of a distributed field winding for the alternator, instead 
of the usual salient-pole construction, is of doubtful value, its 
main advantage apparently being that it has a lower time-con- 
stant. The lower time-constant is due mainly to the fact that it 
has a larger mean length of turn, and for a given m.mf. it has a 
higher copper loss than the salient-pole type of coil. It appears 
that it would be preferable to use the salient-pole construction 
with its lower copper loss, and improve the time-constant by 
means of an external resistance, thus giving a smaller and more 
efficient machine. 

What is the effect, on the overall accuracy of the voltage 
control of the Magnicon-excited alternator, of variation in the 
brush contact of the short-circuited brushes ? 

In connection with the 160kW constant-current generator 
referred to in Section 2.3, does the statement mean that the 
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voltage of the 160kW generator was reduced from the full-load 
value to zero in 1/25sec? Do the oscillograms shown in Fig. 4 
refer to the 160 kW generator, and is it possible for a time scale 
to be given? 

Mr. K. Wilcox: How stable is the reference point in particular, 
in the circuit used for automatic voltage regulation? The 
authors state that saturation comes into the picture, and it is 
a fact that iron is not entirely stable at its saturation point, since 
it varies slightly with ambient temperature and self-heat. 

We know that Magnicon-excited alternators are manufactured 
to give a regulation of + 1%, and this represents a small propor- 
tion of the total feedback. What is the extent of self-heat and 
ambient-temperature errors ? 

The control circuit comprises a resistance-fed full-wave rectifier, 
shown coupled between the red phase and the neutral of the 
output. If the feedback were taken from two phases would not 
a better performance be expected on unbalanced loads? 

The authors claim that the negative-resistance characteristic 
of the rectifier plays a part in compensation of error, but surely 
this effect is largely swamped by the comparatively large value 
of series resistance necessary to reduce the self-heat in the copper 
windings to acceptable proportions. 

Since the output from the network is rectified it will be 
proportional to the average value of the output voltage and not 
the r.m.s. value. Would not this cause errors if harmonics were 
present in the output waveform? 

Mr. G. Whiteside: I am not quite clear how temperature 
affects the control (Section 4.4.1), in view of the use of rectifiers. 
How is temperature compensation introduced ? 

Mr. A. J. Mare: Section 4.2.2 does not seem to me to give any 
information on the subject of running a Magnicon-type alternator 
in parallel with more than one set with conventional automatic 
regulation and the conventional load-sharing devices incor- 


porated in the automatic regulators. What does one do if o 
wants to add a Magnicon alternator and run it in parallel wi 
two other sets with conventional load-sharing automatic voltag 
regulators ? 

Dr. W. G. Thompson: It follows from fundamental consider 
tions of rotating machines that the torque is proportional to tl 
flux per pole and the armature current, while armature e.m 
is proportional to the product of the flux per pole and t 
speed, so that any change in the excitation of the machi 
must give rise to a change in torque and speed—which prov 
particularly effective as a method of control on the so-calle 
constant-current system, for the precision needed in dealing wi 
large masses in connection with winching, hoisting, etc. 

The authors refer to the oscillation which may occur in t 
systems of control they describe, and I should like to ask 1 
what extent the mechanical properties of the machines come in 
this question. Is it that the period of oscillation is so high th 
the machines continue to run at some mean speed, and if s 
between what parts of the system does the energy transfer tal 
place? 

Fig. 4 shows the conditions which may result, but it would t 
very valuable if we had an indication of the time scale on tl 
oscillogram in Fig. 4 to show whether the oscillations were slo 
or fairly rapid. 

Mr. P. Scott: Against ““Maintained Oscillations” in Table 
the authors state that these are not possible with the Magnico 
exciter system. It seems to me that the Magnicon exciter ph 
its alternator or generator has at least three time-delays an 
sustained oscillation is therefore possible if the amplification 
high enough. Would the authors confirm that that is the case 


[The authors’ reply to the above discussion will be found o 
page 401.] : 


MERSEY AND NORTH WALES CENTRE, AT CHESTER, 17TH NOVEMBER, 1952 


Mr. J. O. Knowles: I note in the paper a reference to a 
160kW 250amp 640 volt constant-current generator for winch 
control as a standardized size: the control-gear maker usually 
sees the motor maker as one who must carry far more standard 
sizes in his range than the control-gear maker. The constant- 
current system does seem particularly suitable for winches—the 
torque at standstill having the same steady strong slow draw-bar 
pull that a steam engine has. Winch control is a problem for 
conventional supplies—particularly a.c. supplies. That alter- 
nating current has made more headway in all countries on tankers 
illustrates this point, since a tanker’s cargo presents no problem 
in lifting by means of alternating current. As the constant- 
current system has been established for years and a.c. winch 
control is still in the development stage, what has kept the 
constant-current system from more general use? 

Now, as to constant voltage and constant frequency, recent 
investigation in this area shows that the maximum rate of change 
of frequency recorded has been about 0:1c/s. The mains 
frequency has at least been more consistent than the mains 
voltage. For research and testing we can often put up with 
a slow change in frequency, but rapid variations in voltage are 
much more troublesome. We should like a steady reference 
voltage, correct not to 10% but to 0-1%, and a waveshape 
without change in its harmonics, even if some small harmonics 
are present. Can the authors offer us such a supply—with a 
disturbance time of, say, 5 cycles on 50% change in load? 

The paper refers to marine, military and welding applications. 
Have the authors anything interesting to offer for Ward Leonard 
and other industrial applications, such as reversing drives? 

Mr. B. Skenfield: I feel that it is worth while pointing out 


that the straightforward drooping-characteristic 3-windin 
generator giving a short-circuit current controlled by tk 
separately excited field is still the ideal machine for man 
purposes. As the authors state, a generator having an inherer 
constant-current characteristic may be a dangerous thing t 
short-circuit, but in many applications of 3-winding generato1 
the possibility of this does not arise. In Ward Leonard contri 
as applied to excavators, for example, each motion has its ow 
3-winding generator and separately-excited motor, the contre 
being mainly on the separately-excited field of the generato 
By suitable design—briefly by making the self-field resistanc 
line parallel to the initial straight part of the generator mas 
netization curve—the current for the slew motion can be key 
substantially constant at a predetermined value during th 
accelerating period, even though the static voltage/currer 
characteristic may be fairly well removed from the constant 
current characteristic. There are thousands of 3-windin 
generators of more or less conventional design in use or bein 
manufactured, and it is an interesting point that in the lates 
excavators being developed in this country and America fo 
bucket sizes up to and including 34 yd3 3-winding machines wi 
continue to be used. In these equipments the hoist generate 
has a short-circuit current of about 1000amp and an oper 
circuit voltage of 580 volts. For larger equipments amplidyn 
control has been successfully used and is preferable in view c 
the high current and time-constant of the generator fields. 

As to the Magnicon, it is always a matter of interest t 
designers of conventional d.c. machines that armature reactior 
which normally imposes so many design limits, is put to goo 
use in amplifying exciters, although even so, the armatut 
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reaction on the control axis is objectionable and must be 
neutralized by a compensating winding. Some speakers in the 
discussion before the Utilization Section mentioned the Rosen- 
berg machine, and a paper read before the American I.E.E. in 
1918 described a constant-voltage generator having a 2-pole 
armature in a field system having four polar projections. It 
may seem surprising that such a long time elapsed between those 
early developments and the production of modern amplifying 
exciters, but as with many similar inventions, the machines were 
developed when the need for them became imperative. 
Considerable emphasis is laid on the fact that these machines 
have a high rate of response. There are, however, many applica- 
tions where a response time of say 0-05sec is quite unnecessary, 
even though the amplifying properties are required. Have the 
authors ever tried a salient-pole system having a non-laminated 
yoke, thus obtaining a much cheaper machine? Work recently 
carried out in the organization with which I am associated, 
using conventional d.c. generators under high degrees of field 
forcing and also under sinusoidal excitation, suggests that a 
solid yoke introduces considerably less delay than popular belief 
and classical theory lead one to suppose, and while laminated 
construction is of course essential for ease of manufacture for 


_a distributed compensating winding and field, one would imagine 


that the trapezoidal waveform of armature m.mf. in the 
Magnicon would enable normal d.c. machine construction to 
be used, with low cost and results adequate for many purposes. 

Mr. J. E. Macfarlane: A number of years ago a cross-field 
machine was tried for the low-voltage supply on traction equip- 
ment, but finally I believe an automatic voltage regulator was 
used. Can the authors say when it is worth while changing 
from such a regulator to a Magnicon exciter? A further 
reference* to 3-winding generators may interest the authors. 
The comparison of motors at 1000r.p.m. in Table 1 is mis- 
leading since it is only an indication of frame sizes, and for the 
diversity factor the figure is about 4 instead of the 7-7 stated. 
The authors mention very short air-gaps, and { wonder whether 
harmonic troubles were experienced, since we have found pro- 
nounced slot-ripples in a 15kVA alternator at the college which 
has a slot opening of 3mm and an air-gap of 2:75mm at the 
pole centre. A film strip shows what occurs. The authors are 
somewhat pessimistic giving a voltage regulation of 30% with 
a short-circuit ratio of 3:1. On the alternator referred to the 
voltage regulation is 113° at 0-8 power factor lagging, the 
short-circuit ratio being 3:1. Reference might also be made 
to a paper by C. W. H. Minchin, in which he describes an 
interesting self-contained machine. t 

Dr. David Morris: It is possible to over-emphasize the impor- 
tance of speed of response when considering the stability of 
automatic control systems. Multi-stage amplifiers are some- 
times misleadingly described as having a high speed of response, 
whereas the significant fact is that the amplification is high enough 
to afford scope for shaping the response by means of feedback. 
The excitation energy in individual stages does of course limit 
what can be done by means of feedback, and here again it is 
misleading to describe the stages in terms of time-constants, 
which make a virtue out of resistance. If resistance is used for 
the purpose of stabilization, the designer should be fully con- 
scious that he is so doing. To ensure this, when investigating 
the fundamental limitations imposed by energy storage, it is 
sometimes profitable to consider how the circuits would be 
arranged if a material of infinite conductivity were available for 
winding the machines. 

The authors have shown that by using a suitably distributed 


* TowLe, E. L. N.: “Some Aspects of Diesel-Electric Marine Propulsion,” 


Liverpool Engineering Society Bulletin, December, 1950. 


+ MINCHIN, C. W. H.: “A Self-Excited Compensated Alternator,” Journal I.E.E., 
1946, 93, Part Ie So SER 
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field winding in alternators, the resultant m.m.f. becomes the 
difference of two (almost) sinusoidal r.m.f.’s, which favours the 
production of a sinusoidal working flux. Another real advan- 
tage is that the air-gap can be reduced to the mechanical limit 
over the whole of the pole-face, thus reducing the excitation 
energy to a minimum. 

At the end of Section 2.2.2, the term “brush lead”’ appears to 
mean displacement in the direction of rotation, whereas in 
Fig. 4(b) it appears to mean displacement against rotation. In 
the same Section it is stated that the expedients adopted 
“demagnetize the main field if the current tends transiently to 
rise.” This is true for the use of a diverting resistor across 
compensator or interpole. With regard to brush-shift, I agree 
that this will produce a decompounding effect that will tend to 
stabilize the system, but it appears to me that the coupling which 
is introduced between the armature and field circuits, both 
directly and via the commutating turns, will make the decom- 
pounding less under transient than under steady-state conditions. 
I should be glad if the authors would clarify their use of the 
word “transiently” in this respect. 

The reading of Section 3.2.3 would be facilitated by the 
publication of a diagram of the saturable-pole arrangement, as 
shown during the presentation of the paper. In Section 3.2.1, 
two control coils and two compensator coils are mentioned. 
The function of the two control coils is explained in Section 3.2.3, 
but clarification would be welcomed for the statement that there 
are two compensator coils. 

There appears to have been some inaccuracy in the transcrip- 
tion of Section 9.1.2 from the original calculations. In my view, 
a system having the equations and parameters quoted would be 
stable for all values of mutual inductance algebraically greater 
than about —0-8mH. Furthermore, the results quoted show 
several inconsistencies for the final steady-state conditions. 

I was not aware of the terms “Austin” and “Kramer” as 
applied to the generator systems described, and I think that the 
paper would be improved from an educational point of view if 
references could be given to the literature in which these terms 
were first used. Within the confines of the paper, the authors 
have been able to indicate the interesting techniques associated 
with the utilization of motors on constant-current systems, and 
references to publications giving fuller details would be valuable. 

Mr. A. S. Aldred: I believe it is a fact that the machines which 
have come to the fore in recent years for use in control systems, 
namely the amplidyne, the metadyne and the authors’ machine, 
the Magnicon, are all generators. These generators work on the 
principle of cross-fields. Would it be possible to develop a 
motor, working on the cross-field principle, whose speed could 
be made proportional to a voltage applied to a control winding? 
If this were possible, systems requiring three machines for control 
purposes, for example the Ward Leonard and series-booster 
systems, could be replaced by one machine. Can the authors 
say if any work is intended on motors with cross-field operation? 

Mr. C. V. Jones: There is one point which occurred to me 
when I first read the paper and although it was raised in the 
discussion at London [I still find it misleading. The authors 
refer to their Magnicon-excited alternator as a “‘fully-compen- 
sated alternator,” although they admit that compensation by 
means of a series winding is impossible. 

At all power factors other than zero, there will always be a 
component of armature reaction along the quadrature axis of 
the field system, and true compensation of this component could 
be accomplished only by a subsidiary winding on this quadrature 
axis, if indeed it could be done at all. The authors’ method of 
replacing a salient-pole by a cylindrical-rotor alternator will, by 
introducing a low-reluctance quadrature magnetic path, actually 
accentuate the effect of armature reactions in this axis. 
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Would the authors agree that the originality of their alternator 
lies not in the alternator itself, but in the method of excitation, 
and that it is incorrect to refer to the machine as “a fully- 
compensated alternator”? Alternatively, if their machine is to 


be regarded as compensated the same is true of any cylindrica 
rotor machine. 

[The authors’ reply to the above discussion will be found o 
the next page. ] 


WESTERN UTILIZATION GROUP, AT BRISTOL, 24TH NOVEMBER, 1952 


Mr. R. W. Maltby: Referring in particular to the Magnicon 
alternator, I should be pleased if the authors could indicate its 
scope of usefulness as a source of power controllable in voltage 
and frequency for use by test rooms. 

It appears that normal types of voltage and frequency regu- 
lators are not sufficiently versatile to cope with the very large 
ranges usually expected from test supply alternators, and, in 
consequence, they are generally abandoned in favour of simple 
motor and alternator field rheostats. This results, of course, 
in the machines having particularly poor regulation, which 
becomes important with fluctuating loads. Furthermore, they 
are often operated with fields so weak that the machines become 
unstable. 

I should therefore be pleased if the authors could state whether 
the Magnicon alternator is capable of being operated at variable 
voltages and frequencies and, if so, the ratios of variation 
permissible. 

Mr. A. J. Parsons: I have had some experience with split-pole 
generators such as the amplidyne, and I have found that one of 
the obstacles in the way of obtaining very close regulation is the 
hysteresis of the generator field circuits. On some machines of 
American origin I was interested to find that, in addition to the 
normal field winding, a further winding having twice the number 
of poles of the main winding was fitted and arranged for a.c. 
excitation. The alternating current was obtained from a small 
generator winding adjacent to the main fields and excited by a 
permanent magnet fixed to the generator shaft. I was not able 
to learn how effective this was in overcoming the effects of 
hysteresis, and I should like to know whether the authors have 
found hysteresis a problem and whether they have had to adopt 
any special measures to reduce its effect in the Magnicon. 

A further point relates to the suitability of the Magnicon 


alternator for supplying power to X-ray apparatus which require 
close voltage regulation. This is a difficult duty, because fu 
load can be applied to the alternator for as short a perio 
as 0:04sec, which is much shorter than the response time c 
0-1sec of the Magnicon alternator. Have the authors ha 
any experience with their alternators on this type of load? 

Mr. C. W. H. Minchin: The part of the paper which describe 
the Magnicon alternator has been especially interesting to m 
since the organization with which I am associated makes . 
machine which gives very similar results with an entirely differen 
method of control. The control of our machine is actuate 
by a combination of the output current and power factor and 
in view of its principle of operation, must be constructed. witl 
a revolving armature. 

This type of construction is generally considered to be cheape 
than the rotating-field alternator, in particular for 4-pol 
machines, and I am surprised, therefore, to find that the author 
favour the revolving-field type. 

In Section 4.1 mention is made of the small air-gaps employed 
I should be pleased to know whether this has caused any excessiv 
core loss. 

I was very surprised to see in Section 4.6.2 that the coppe 
temperature rise of a double-voltage machine increased onl 
12% when the copper loss was increased to 400% of it 
original value. I should be pleased to know whether th 
copper loss in this machine was any higher than usual eve 
on the higher current rating. I should also like to know th 
approximate (field m.m.f.)/(armature m.m.f.) ratio when thi 
machine was running at the lower voltage. 


[The authors’ reply to the above discussion will be found 0: 
the next page. ] 


EAST MIDLAND CENTRE, AT LOUGHBOROUGH, 20TH JANUARY, 1953 


Mr. H. T. Price: The authors have traced the development 
of the Magnicon amplifying generator from the Kramer 3-field 
generator. This is most interesting because it illustrates the 
process of evolution in design. Each difficulty poses a problem 
which, when solved, leads to one further step in the evolution. 

The amplidyne generator stemmed from the same source, i.e. 
via the Rosenberg constant-current generator and the Pestarini 
metadyne convertor. The amplidyne is known on the Continent 
as a neutralized Rosenberg generator. Dr. Rosenberg was the 
first to introduce the principle of armature-reaction excitation. 
For students of this subject, a perusal of the original Rosenberg 
patent dated 1904 is worth while. It will be found that he 
proposed two methods for the development of constant-current 
generators. ‘The first method was to displace the magnetic axis 
of the two fields relative to each other so that, for example, in 
the case of the 2-pole field, they are approximately at right angles 
one with the other. The second method was to arrange the two 
fields and wind for a different number of poles so that the poles 
may be described as being of different pitch. The latter method 
is the basis of the two-stage Magnavolt or Rototrol amplifying 
generator, whereas the first method is the basis of the amplidyne. 
I should be glad if the authors would comment on the relative 
methods of the metadyne and Rototrol or Magnovolt-type 
rotating amplifiers. 


Referring to Section 4.1, I fail to see how employing th 
distributed-field system gives a truly compensated machine. A 
advantage of the distributed-field rotor is that the air-gaj 
reluctance is uniform and the resultant m.m.f.’s are not distortec 
by the armature-reaction quadrature-axis component, and als 
the lower time-constant of this type of winding. 

An important factor is the rate of boost of excitation with loa 
growth. One can only design with a small ratio of field strengtl 
to armature reaction provided that the field excitation can b 
boosted sufficiently rapidly to maintain stable operation. 

It is my experience that direct compounding of alternator 
gives very rapid response, but unfortunately, except for fixed 
power-factor conditions, it is difficult to obtain the excitatioy 
required for all load conditions and a degree of over-excitatio. 
normally results. I know of one system of automatic brakin: 
for induction motors which employs direct compounding. fh 
this system, two phases of the 3-phase stator are fed throug! 
rectifiers from series current transformers in the rotor circui 
and the third phase from a d.c. exciter. In this manner we hay 
a truly compensated alternator for unity-power-factor condition 
and I can assure you that a rapid response to load chang 
results. 

There is no doubt that, owing to the rapid response achieved 
the alternator with a Magnicon exciter, whether with concentrate 
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salient-pole field or distributed field winding, can be designed 
with a lower ratio of field strength to armature reaction than 
for a conventional design. In the case of the distributed field 
winding, the ratio can be lower because its lower time-constant 
results in rapid response. However, I query whether the lower 
time-constant of the distributed winding would permit a great 
reduction in alternator frame size compared with a salient-pole 
alternator with Magnicon excitation, because of the poorer space- 
factor obtaining with a distributed field winding. Perhaps the 
authors would like to make some comment on this. 

The statement in Section 4.6.2 does not line up with my 
experience. An increase of 4°C for an increase of copper losses 
in the ratio of 4:1 for the overhang, even making allowances 
for actual heat flow to the core, seems to be rather low. More- 
over, | would consider that there will be also the transfer of the 
hot-spot temperature from the core to the overhang, thus making 
it more difficult to keep the temperature difference down to such 
a low level. 

Mr. H. Du V. Ashcroft: I should like to ask about the con- 
ditions of the different brushes on the Magnicon. In the first 
stage the generated voltage is low so that the voltage drop at the 
brushes is comparable with the resistance drop. Does this net 
introduce non-linearity into the circuit? As the machins is 
designed for high armature loading I should expect it to be very 
sensitive to the brush position on the secondary axis. 

Some years ago, I had experience of constant-current motors 
with characteristics between C and D of Fig. 1. On one 
occasion, after a disturbance a motor was found to be 
running at a point quite off the curve. It was found that the 
curves shown are halves of a hyperbola and that the machine was 
running on the reflected curve on the other side of the asymptotes. 
I should like to know whether the authors have ever met this 
condition. 

Mr. J. M. Raven: I challenge the authors’ statement in 
Section 4.1 that alternators cannot be compensated by series 
coils. A method of achieving this has been described by 
H. F. Storm.* The principle is similar to that of the conven- 
tional level-compound d.c. generator, except that the shunt and 
series excitation currents are combined in a transformer and 
rectified before being fed to the alternator field. By supplying 
the shunt winding from the line terminals through a choke and 
connecting the series winding in the load circuit, it is possible 
to derive a source of excitation which conforms very closely 
with the requirements of the alternator. The process involves 
matching the vector diagram of the transformer (which can be 
looked upon as a static exciter) with that of the alternator, 
bearing in mind that the terminal voltage, line current and 
excitation are vectors common to both diagrams. Virtually 
exact compensation for armature reaction can be achieved by 
this method, especially when used in conjunction with a dis- 
tributed-field alternator of the type described in the paper. 


| Judging by the authors’ remarks in Section 4.1 this would also 


appear to be the sole function of the Magnicon. To my 
mind, the Magnicon does much more than this, however, and 
the authors would be belittling their own achievements to 


THE AUTHORS’ REPLY TO 


Messrs. J. C. Macfarlane, J. W. Macfarlane and W. I. 
Macfarlane (in reply): In reply to Mr. Towle, the Kramer 
generator is still used variously for ship propulsion, supplying 
digger hoist motors and for similar drives where local holding 


' is desirable. 


In British Patent No. 362631 the authors describe modifications 
of the Kramer machine which have been considered for ship 


* Stor, H. F.: Transactions of the American I.E.E., 1951, 70, p. 1014. 


contradict me on this point. The essential difference between 
a compensated alternator and a Magnicon-controlled alternator 
is that the former is an open-loop system inherently sensitive 
only to the line current and its phase relationship with the voltage, 
whereas the latter is a closed-loop system sensitive to the ultimate 
quantity it is required to regulate. The fact that the Magnicon 
compensates for armature reaction is purely incidental. 

Again, in Section 4.1 an analogy is drawn between the 
stability of a Magnicon-controlled alternator and that of an 
induction motor. I feel the analogy is being taken too far 
because the former is a closed-loop system while the latter is 
an open-loop system. The stability of all closed-loop systems 
depends upon the parameters of the loop and cannot be 
automatically relied upon without reference to the values of 
these parameters. 

I have demonstrated to my own satisfaction that the Magnicon 
can hunt beautifully when used to control a salient-pole alter- 
nator. Open-loop systems, on the other hand, are inherently stable. 

Mr. H. Ferry: Here we have a very useful method of control 
which up to the present has been applied only to relatively small 
machines. Could not the same technique be applied, say, to 
large turbo-alternators ? 

My second query concerns the characteristic of the Magnicon 
alternator, which follows the same shape as that of the conven- 
tional shunt generator, probably for much the same reason. 
The maximum current, however, seems surprisingly low. Is this 
due to saturation developing in the second axis of the Magnicon? 

The systems dealt with in the paper are all closed-loop controls 
in which the reference is provided by a separately excited field, 
intersecting fluxes or critical speed, only the latter two being 
inherent properties of the machine. Under the circumstances, 
have the authors chosen the best possible title for the paper? 

Mr. A. W. Hirst: Engineers accustomed to systems working 
at constant voltage and with varying current find great difficulty 
in thinking in terms of constant current and varying voltages, 
and for this reason I think that certain sections could well have 
been amplified. 

As an example, consider Section 1.2, on the constant-current 
motor: a question which would immediately come in the minds 
of ordinary engineers would be, Where does the motor get its field 
from? It cannot be a series field since the excitation is varied 
by injecting an e.m.f. into the field circuit. I presume the field 
in series with the regulator armature is connected across a 
resistance placed in the main circuit, but many engineers 
would not be familiar with this arrangement and an amplified 
diagram would have made everything clear. This diagram would 
also have made Section 2.5.1 easier to follow: I must confess I 
did not quite follow it all. 

Again, Section 2.6.1 is a masterpiece of compression, and 
possibly justified because the principle of the constant-current 
generator is fairly well known, but how a diagram would have 
helped in the next two Sections in showing the development of 
the metadyne and Magnicon. 

Messrs. H. S. Hvistendahl and J. C. M. Sanders also con- 
tributed to the discussion at Loughborough. 


THE ABOVE DISCUSSIONS 


propulsion and for other purposes. Fully compensated con 
tinuous-current generators with completely laminated magnetic 
circuits may have natural oscillation frequencies of more than 
50c/s (those in Fig. 4 being about 30c/s). Design is a matter 
of proportion.* If the exciter ceiling or forcing voltage is high 
enough the generators can be suddenly switched from full load 


* MACFARLANE, J. C., MACFARLANE, J. W., and MACFARLANE, W. I.: *Direct- 
Current Arc Welding Generators and Systems,” Journal I.E.E., 1946, 93, Part U, 
p. 603. See Section 3.3.3. 
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to short-circuit without undue current oscillations or sparking 
at the brushes. 

In reply to Mr. Tyrrell, Magnicon excitation enables simpler, 
more robust, less costly alternator systems to be provided when 
compared with the conventional automatic-voltage-regulation 
type; speed of response and amplitude of oscillation due to 
sudden load changes are much less, and no outside voltage 
reference is required. The short-circuit characteristic may be 
simply modified to suit any particular network. 

In reply to Mr. Michael, the generator field time-constant is 
reduced with smaller air-gaps if the field-circuit loss is main- 
tained. Smaller gaps also mean that, for a given saturation, the 
ratio of m.m.f. for iron to that for the gap is higher. Generally, 
therefore, the time-constants are smaller. A diverter across the 
interpoles has a similar effect to a closed circuit around the 
interpoles, but the former is easier to adjust in practice. 

In reply to Mr. J. Hindmarsh, compensated constant-current 
generators designed to conditions (5) and (c) are not limited in 
size by small air-gaps, diverters or brush position, and the 
amplitude of the first swing when sudden short-circuit is applied 
need not be greater than twice full-load current if the field-forcing 
voltage is high enough and the generator design is suitable. 

We thank Dr. Rosenberg for his historical notes on the 
application of the Rosenberg dynamo by Mr. J. L. Woodbridge 
to constant-voltage train lighting. The speed range over which 
the voltage remains constant (nearly four to one) is remarkable. 
With regard to centrifugal driving (Section 2.5.4), the starting 
and stopping was accomplished by a hand-manipulated diverter 
to the motor exciting coils. The average power delivered to the 
centrifugal basket during acceleration through a speed range of 
zero to 1 800r.p.m. was approximately 60h.p., and the basket 
was driven through a coupling sufficiently flexible to allow it 
freedom to gyrate and swing. 

In reply to Mr. Westgarth, there is practically no limit to 
Magnicon size as a straight exciter, but the usual practice when 
such exciting schemes are applied to large generators is to use 
pilot exciters; this, by introducing another “‘stage,” gives a higher 
rate of response and a physically smaller exciter. 

The value of R (Section 9.1.2) should be 0-09 ohm, not 0:9 ohm 
as printed, and this accounts for the results obtained by Mr. 
Broadbent. We regret this and other discrepancies kindly 
pointed out. 

In reply to Mr. Henderson, saturation in the short-circuit axis, 
to stabilize the Magnicon, is unnecessary since the effect of the 
positive feedback in the compensating winding, although anti- 
stabilizing, is relatively ineffective owing to the large inductance 
of the main alternator field. 

We thank Prof. Tustin for his historical notes and are pleased 
to note that many of our recommendations, which are the result 
of experience, are consistent with the theories of an acknowledged 
expert. 

In reply to Mr. Bassington, two conventional exciters in cascade 
will act in a similar manner to a cross-field machine. Elimina- 
tion of the field winding of the second stage of the cross-field 
machine, however, makes the action faster and the contro! more 
rigid. 

In reply to Mr. Easton, since the armature m.m.f. is opposed 
by an m.m.f. in the field structure of correct magnitude and 
shape, it is truly compensated as would be any cylindrical-rotor- 
type alternator having a sinusoidal field-m.m.f. wave. The 
salient-pole machine cannot have this and is not therefore truly 
compensated. The short-circuit ratios required are of the order 
of (a) 0-5, (6) 0-13, and (c) 0-175. 

In reply to Mr. Huggard, anti-hunting coils are not required 
in the Magnicon, and this condition is relatively independent of 
the overall amplification and whether the Magnicon is used with 


small alternators having small time-constants or not. It i 
incorrect to assume that a salient-pole alternator automatically 
requires less field power than the Magnicon equivalent, since 
this assumption does not allow for the fact that the total fielc 
m.m.f.’s required may be (and usually are) vastly different. Witt 
reference to the 160kW generator (Section 2.3), the oscillograms 
shown in Fig. 4 were taken from this generator and the frequency 
of oscillation indicated was approximately 30c/s. 

In reply to Mr. Wilcock, although it is possible for the mag: 
netic-saturation point to vary with temperature, this is negligible 
in comparison with other possible variations. The possible limi 
of all variations when every precaution is taken appears to be 
about +1%. Relatively large harmonics are required to affeci 
appreciably the (r.m.s. voltage)/(average voltage) ratio, and the 
output waveforms at all loads of Magnicon alternators are 
reasonably sinusoidal. 

In reply to Mr. Whiteside, for a given voltage the contro 
current, and therefore the alternator voltage, depends on the 
resistance of the control circuit, and this in turn depends on it: 
temperature coefficient. Reduction of the circuit-resistance 
variation by the use of materials of low coefficient is usually 
sufficient since some help can also be obtained from the tem. 
perature coefficient of the rectifier. 

In reply to Mr. Mare, by the use of conventional methods 
and apparatus, Magnicon alternators can be run in parallel witt 
conventional alternators using automatic voltage regulators. 

In reply to Dr. Thompson, since the frequencies of oscillatior 
of such generators are so high (30c/s as in Fig. 4), and severe 
damped oscillations can occur only under accidents of switching 
the normal] working of the system in service is not affected. The 
load on the circuit is highly inductive, consisting as it does mainly 
of motors, and normal switching transients do not disturt 
appreciably the constancy of the circuit current. 

In reply to Mr. Scott, under abnormal conditions sustainec 
oscillations are possible in any system of control, but they are 
rarely present in practice with Magnicon exciters, where, othe! 
things being equal, the ceiling e.m.f. of the exciter does not 
exceed the ratio 2/1 and where the positive feedback is in @ 
high-inertia circuit. 

In reply to Mr. Knowles, we think that when the a.c. system 
is being introduced for distribution on board ship, constant 
current for loads of varying speeds will be favourably considered. 
since a d.c. supply is undoubtedly the best for winch drives, ete. 

In reply to Mr. Skenfield, there are many applications where 
a response time of less than 0:OSsec is necessary, and in- the 
interests of standardization it is desirable to cover the whole 
range in one set of designs if possible. We do not agree that 
salient-pole generators are necessarily cheaper than the cylindrical 
type. 

In reply to Mr. J. E. Macfarlane, because Magnicon excitation 
enables simpler, more robust, less costly generator systems to 
be provided, it will always be worth while changing from auto: 
matic voltage regulation to Magnicon control. Owing to slot 
skewing, care in the selection of winding span and the adoption 
of the largest practical number of slots per pole, phase-harmonic 
disturbance is practically non-existent in Magnicon alternators. 

In reply to Dr. David Morris, on the constant-current system 
it is desirable to provide against accidental short-circuit of the 
generator when working near full load, and, if such occurs, tc 
limit the transient peak current to approximately twice the line 
value. On this assumption the following occurs: (a) If the 
ceiling voltage of the exciter is high enough (for example sip 
times) there is applied instantly to the main generator field ¢ 
reverse e.m.f. six times that of the normal excitation (required 
for full load) to reduce the field current to zero. (2) It is easy 
to arrange for the armature to present instantaneously a transient 
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demagnetizing m.m.f. against the field equal at least to 50°% of 
the full-load value. 

In reply to Mr. Aldred, the cross-field principle could be applied 
to motors, but nothing would be gained because the standard 
d.c. motor is simpler and capable of operation through a wide 
range of speed. Ward Leonard control is used when conversion 
from alternating to direct-control is necessary, and it has the 
further advantage that a speed range from zero is available. 

In reply to Mr. Jones, if field boosting maintains level voltage 
in the round machine, at any power factor, the field m.mf. 
consists of two component vectors. One exactly balances 


_ armature reaction; the unopposed remainder supplies the fiux. 


The axis of the total field m.m.f. does not coincide with the 
flux axis, and true compensation is achieved. 

In reply to Mr. Maltby, Magnicon alternators can be supplied 
for a frequency range of 1/1-5 with direct-coupled exciters, the 


‘voltage control being within +24%% at any setting. For larger 


ranges (say 3/1) a separately driven Magnicon exciter is preferable. 

In reply to Mr. Parsons, the use of special low-loss iron for 
the Maginicon core is necessary to obtain close alternator regula- 
tion, i.e. less than +1°%. Magnicon alternators have been used 


7 successfully for supplying power to X-ray apparatus. 


In reply to Mr. Minchin, the iron losses of a Magnicon 
alternator are less than those of the equivalent induction motor 
because (a) it runs at synchronous speed and () the air-gap is 
usually about 50°% greater, i.e. auto-synchronous-motor practice. 

Although the copper loss is increased to 400°% of its original 
value in a double-voltage generator, the iron loss (varying as the 
square of the flux density) is reduced by a similar amount. 


_ The total copper and iron losses at full load on each voltage 


setting are practically equal. The field/armature m.m.f. fatio 
when running at the lower voltage was approximately 1-2/1. 

Mr. Price says, ““An advantage of the distributed-field rotor 
is that the air-gap reactance is uniform and the resultant m.m.f.’s 
are not distorted by the armature-reaction quadrature com- 
ponent.” 

We are of the opinion that this is the description of a truly 
compensated machine, for in a suitably distributed winding the 
resultant m.m.f. becomes the difference of two (almost) sinusoidal 


m.m.f.’s, which favours the production of a sinusoidal working 
flux. 

In reply to Mr. Ashcroft, there is a certain tendency to non- 
linearity owing to varying brush conditions, but this does not 
cause much trouble in practice because most of the control 
voltage during load variation is generated by the compound 
winding. With regard to instability of a motor giving a 
speed/torque characteristic between C and D, in Fig. (1), we feel 
that, owing to temperature or perhaps other causes affecting 
the relative proportions of the regulating-motor field windings, 
the actual characteristic lay temporarily outside ACB—an 
unstable condition. 

In reply to Mr. Raven, we adhere to our statement that alter- 
nators cannot be truly compounded by. series coils alone; there 
are no series coils on the field of H. T. Storm’s alternator. The 
principle underlying this method is in fact to boost the alternator 
field by the correct amount as is done in the Magnicon, although 
the method is different. We are in agreement with Mr. Raven 
when he says that the superiority of the Magnicon lies in the 
closed-loop control. While it is possible to make a Magnicon 
hunt (when acting as an amplifier), when used with an alternator 
hunting is caused by maladjustment since the Magnicon response 
is slowed by series feedback in circuit with a large inductance— 
the alternator field. 

In reply to Mr. Ferry, the output characteristic of the Magnicon 
is quite similar to that of a good shunt-wound generator. The 
maximum current limitation is due to saturation developing in 
the second axis of the Magnicon, and in view of the fact that 
Diesel-engine overload output is usually fixed at only 10°% the 
maximum generator current reached is ample. 

Finally, in reply to Mr. Hirst, we deliberately excluded con- 
sideration of the technical details of the constant-current motor 
for space reasons. The main-motor field is in series with the 
control-motor armature and both are connected across a dropping 
resistor in the main circuit. The following references may be 
useful. 

(A) Austin: Transactions of the Institution of Engineers and 
Shipbuilders in Scotland,, January, 1924-25, 68, p. 103. 
(B) AusTIN: The Engineer, 1928, 146, p. 552. 
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SOUTHERN CENTRE, AT HOVE, 14TH OCTOBER, 1953 


Mr. E. W. Connon: The development of power-factor testing 
of bushings on load is a great advance, because I have found by 
experience that a great deal of the time during testing 1s unpro- 
ductively employed waiting for circuits to be made dead. The 
method which the authors propose is very neat, but I would like 
to describe a simpler method which has been used. In this 
method a single bushing on a switchboard is tested off-circuit by 
means of a Schering bridge in the ordinary way, and then all the 
other bushings on the switchboard are compared on load, by 
means of the Schering bridge, with this previously tested insulator. 
In effect, the “standard” insulator takes the place of the standard 
condenser, and the testing supply is from the switchboard busbars. 
This method is not, of course, as accurate as the more direct 
method proposed by the authors, but accuracy is not of great 
importance in site testing, since one is interested only in whether 
the bushings are good or bad. 

Mr. L. H. Fuller: I found it rather tantalizing that little reference 
is made to the application of bushings or the design of the bushing 
surround or housing. I gained the impression that emphasis 1s 
laid on voltages above 33k¥V, and whilst I agree that these are 
more important, I hope that voltages of 33kV and lower will 
continue to receive designers’ careful attention, as we still have 
failures from time to time, and not always on old equipment. 

I am interested to learn of the inadequacy of some porcelain 
sheds to stand up to the rain tests, although I do not understand 
what this has to do with s.r.b.p. bushings; but I suggest a better 
test might be the effect of London “smog” or the Brighton 
seafront. 

With regard to Figs. 8 and 9, I wonder whether the ionization 
would have been delayed had there been no voids between the 
bushing and the conductor. On examination of some of these 
insulators, it appeared to me that they sectioned rather easily, 
coming apart in what appeared to be definite packets of paper 
about ¢in thick. JI assume that a modern bushing would be 
more closely married, possibly with more resin content. 

Can it be assumed that curve (d) of Fig. 5 indicates a bad 
bushing? On consulting the records, I find a power-factor range 
of some 5 : 1 over the bushings in a single circuit-breaker, and in 
no case was the high-value insulator unsound. 

Mr. E. K. Dalby: I consider that the authors have made an 
excellent case for the complete abolition of the dry 50c/s with- 


stand test and the conditional dropping of this test under we 
conditions. My experience in these matters is confined to th 
impulse testing of overhead-line insulators, and I am convince 
that these tests will furnish all the information required. Fo 
reasonably accurate insulation co-ordination, the impulse flast 
over voltage must be known; impulse testing for this purpose 1 
an obvious choice. It would also indicate any weakness or defeci 

With reference to rod-gaps as used with bushings, and wit 
due regard to the inherent advantages of simplicity of design, 
am surprised that more has not been done to limit the associate 
discharge lag. Lightning-arrester manufacturers claim that thi 
is of the order of 2microsec, as against 1 microsec for typical soli 
insulants on adjacent equipment, and compared with less tha 
lmicrosec for lightning arresters. I consider that the answe 
to this problem lies in better electric-field uniformity in the gag 
Perfect field uniformity could reduce this time to 0-01 microsec 
From practical experiments in this direction I am convinced tha 
near-perfect uniformity is impossible with bare electrodes and th 
large ratio of gap length to electrode diameter required unde 
conditions of service (the use of graded-permittivity insulatio 
could rectify this). 

The authors’ reference to longitudinal weakness compared wit 
the radial electric strength of condenser bushings will surpris 
no one, and in testing a similar arrangement of insulation withou 
conducting foils, as used in h.v.-cable paper tube joints, I hav 
been surprised at the extent of this discrepancy. 

The complacency that exists regarding discharges in bushing 
appears to be based upon the fact that these largely disappeai 
presumably owing to reduction of insulation resistance at th 
source. They must, at least, produce inductive radio and tele 
vision interference in the immediate vicinity. However, I thin 
that those discharges undetectable by an a.c. discharge instru 
ment of modern design, and due to valve noise and extern 
interference, are of academic significance only. 

As a means of improving the signal/noise ratio of the instru 
ment, I suggest the use of a pre-amplifier on the bushing wit 
cathode-follower output feeding a balanced, push-pull, or cascad 
input circuit on the remote main amplifier. 


[The authors’ reply to the above discussion will be found o 
page 410.] 


WESTERN CENTRE, AT BRISTOL, 9TH NOVEMBER, 1953 


Mr. C. R. Drummond: When extensions are made to an existing 
bank of switchgear which is perhaps ten years old, what reduction 
in the Imin alternating-voltage test would the authors advise, 
and in what proportion should this test be reduced for still older 
switchgear ? 

Mr. C. J. R. Blackett: Why do some manufacturers place 
arcing horns on the underside of an outdoor bushing when such 
a bushing is inclined away from the vertical? It seems that, 
should these horns are over, the arc would be carried upwards 


ee H., and Davies, H.: Paper No. 1460S, February, 1953 (see 100, Part II, 
D. 


and probably damage the bushing; whereas if they wer 
placed above there would be a chance of the bushing bein 
undamaged. 

Mr. N. G. McCullagh: It has been my experience that bushing 
especially indoor types, often suffer severely, both in handlir 
and storage conditions, before they are commissioned, and I fe 
that this, rather than manufacturing errors, may be the primat 
cause of later trouble in the rare cases where that occurs. 

The authors refer the “knee” of the power-factor curve to 
working voltage E/,/3. Ihave met specifications which refer th 
to E; this would seem uneconomic and unnecessary on earthe 
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systems, and I should welcome the authors’ views on present 
acceptance specifications, particularly at 11 and 33kV. 

The authors mention the usefulness of 10kV Schering-bridge 
equipment for testing in the field, and I should be interested to 
know the maximum system voltage they have in mind. 

With regard to the positioning of arcing horns on the underside 
of outdoor bushings which are not vertically mounted, I think 
this is usually done to maintain maximum _phase-to-phase 
clearances, which would be reduced by the top arcing horns if 
these faced one another. 

Mr. E. H. T. Jewell: I am particularly interested in the authors’ 
experiences mentioned in Section 3.4, where it is suggested that, 
in some cases of s.r.b.p. deterioration, erosion takes place, at any 
rate in the earlier stages, without the formation of carbon tracks. 

I have experienced a case of incipient failure in a 132kV con- 
denser bushing where the erosion had penetrated through at least 
one of the condenser foils. However, on subjecting the faulty 
unit to a Schering-bridge power-factor test in the laboratory, a 
reasonably flat power-factor/voltage characteristic was obtained 
up to a voltage well above the normal rating. This experience 
seems to support the theory of erosion without an accompanying 
carbon track. If this can be the case, great importance attaches 
to the electronic test for internal discharge, mentioned in 
Section 4.2.5. 

A very reasonable case has been made for the abolition of over- 
voltage tests in favour of impulse-withstand requirements, and I 
think that this course is amply justified, bearing in mind the type 
of dielectric under consideration and the weakening effects which 
over-voltage tests may have without disclosing any defects at the 
time of testing. The reasons for reaching this conclusion would 
have been more apparent had Fig. 1 been provided with a gap- 
spacing scale extending up to 38in. I am surprised that in 
Table 2 a 1 min over-voltage test has been retained for bushings 
of 66kV and above, at variance with the authors’ arguments. 

Mr. L. F. M. Baker: Can insulation tests, carried out periodi- 
cally on bushings, afford any useful indication of deterioration 
and enable a bushing to be taken out of service before breakdown 
takes place? 

I gather that the authors do not consider that the sensitivity of 
instruments such as the Forrest tester permit the measurement of 
falling insulation resistance to a degree sufficient in most cases to 
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detect a dangerously lowered power factor in time to prevent 
trouble. 

Mr. G. O. McLean: Supply engineers are now considering the 
increased loading of transformers, which will entail hot-spot 
temperatures of 110°C and top-oil temperatures of 90°C. What 
is the critical temperature for resin-bonded-paper bushings, and 
is the instability point near 90°C? If the critical temperature 
is near 90°C, would the use of silicone-varnished paper be a 
solution? 

Mr. W. H. Campbeil: It is probably true that more than half 
of the 132kV bushings in service at present are between 15 and 
20 years old, and a considerable number have been in service 
for more than 25 years. It would seem only prudent to have 
these older bushings routine-tested for power-factor and ioniza- 
tion characteristics. Sooner or later these bushings will fail, 
and some warnings of approaching failure could be most useful. 

The authors’ confidence in new i32kV bushings is no doubt 
amply justified, but such confidence has yet to be earned for 
275 and 380kV units. Just as all the hazards associated with 
132kV working were only imperfectly appreciated 30 years ago, 
so at present may be those of 275 and 380kV designs. Although 
methods of manufacture have been greatly improved, deteriora- 
tion owing to ionization is bound to occur in resin-bonded-paper 
bushings even if at a slower rate, and one would expect the 
achievement of thermal stability to present greatly increased 
problems in bushings designed for the superimposed Grid 
voltages. Therefore, I think that some means and system of 
routine testing on site should be regarded as not only possible 
but essential for these installations. Considerations of economy 
would point to the possible use of the on-load equipment for 
power-factor testing, and perhaps the authors would develop a 
little further the question of the application of such apparatus. 
Experience at 132kV seems to suggest that plotting comparative 
power-factor/voltage curves directly up to the working over- 
voltage is most desirable for investigating the ageing charac- 
teristics, but if Fig. 6 can be taken as typical, possibly single 
readings of power factor would suffice on site, coupled with some 
form of electronic ionization tests. 


[The authors’ reply to the above discussion will be found on 
page 410.] 


NORTH-WESTERN SUPPLY GROUP, AT MANCHESTER, 8TH DECEMBER, 1953 


Mr. H. Shackleton: Twenty years ago it was suspected that 
internal ionization was taking place in many 33kV metaiclad 
switchgear bushings which had been in service for varying periods 
up to 11 years in a large substation. Some of the earlier bushings 
were of the 3-foil type, whilst others of later manufacture had 
eight foils. The manufacturers were consulted with a view to 
deciding on a testing procedure which would indicate the bushings 
that should be changed. Power-factor measurements on site at 
that time were impracticable, and it was also concluded that 
high-voltage tests alone were undesirable because of the danger 
of inducing internal discharges and thus producing conditions 
favourable to gradual failure. Moreover, unless fairly high 
voltages were employed, it was unlikely that breakdown would 
occur in a short space of time. It was finally decided that the 
aural determination of the hissing point by application of high 
voltage was probably the most dependable test that could be 
simply applied. Periodical tests were to be made to determine 
the presence of discharge at working voltage (i.e. 19kV to earth). 
Any bushing giving aural evidence of discharge under working 
conditions was to be regarded as suspect and removed for careful 
examination. Dissection of some of the suspected bushings 
showed that those which hissed at normal voltage were 


deteriorating, the insulation being furrowed quite deeply in 
places, but there was little sign of carbonization. It was not 
uncommon in those days to find evidence of faulty manufacture. 
For example, a layer of paper would be found to have rucked 
during manufacture of the bushing, and the paper to have been 
folded upon itself. Unsatisfactory adhesion between .the layers 
of material was also found at the point where the centre foil had 
been inserted. 

Whilst manufacturing techniques have improved considerably 
during the Jast 20 years, the problem of devising a simple test 
to enable us to determine with some accuracy the expectation of 
life of a bushing still remains. Only a very rough guide can be 
obtained from field tests of power factor, taken usually well 
below the working voltage, unless records of performance cover- 
ing a number of years are available. Unfortunately comparative 
data of the power factor at the time of installation are not 
available for many of the bushings in service to-day. 

In Section 4.2.3 it is stated that the power-factor/voltage test is 
probably the most useful of all tests for s.r.b.p. bushings, but that 
it cannot distinguish between a rise of power factor owing to 
ionization and one from other causes; the method is also 
relatively insensitive in detecting internal discharges. 
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In Section 6 it is stated that a power-factor test may not 
indicate slight local internal discharges or the presence of localized 
pockets of moisture, but it is reasonable to expect that any 
deterioration of the insulation arising from these causes will have 
an effect on the power-factor/voltage characteristic long before 
the insulator reaches a dangerous condition. It is desirable to 
know the period of warning we are to expect, since this determines 
the frequency of testing and also the expectation of life. 

Bearing in mind the difficulties which arise in the removal of 
many bushings, what is the authors’ opinion on the action that 
should be taken and its urgency, where internal discharges are 
detected at or just below working voltage? 

In Section 6.1.1 it is stated that the majority of site tests are 
made with a portable 10kV Schering bridge, and very often an 
indication of the shape of the full power-factor/voltage curve can 
be obtained by taking readings up to this voltage even on systems 
with voltages of 33kV and higher. I cannot reconcile this 
statement with the curves shown in Fig. 5, where if E = 33kV, 
10kV is represented by the fourth ordinate from the left. 

It is quite common practice nowadays to use 33kV feeder 
transformers, the transformer being provided with links to enable 
the windings to be disconnected from the cable for testing pur- 
poses. Even so, at least three bushings are energized when the 
cable is subjected to a power-frequency voltage test, which for a 
33kV cable would involve the use of a direct voltage of 66kV to 
earth for 15min. Have the authors any objection to such a test 
being applied to the transformer bushings? The test period 
specified in B.S. 116 is 1 min, although I understand the German 
V.D.E. rules require Smin in the case of fibrous materials. 

In E.R.A. Report Ref. L/T134 it is stated that in some cases 
there is a danger of serious over-stress on one of the insulating 
components of composite insulators, but in the majority of 
insulator assemblies there will be no material difference between 
a.c. and d.c. stress distributions. I should welcome the authors’ 
views on the subject of d.c. testing of bushing insulators. 

In Section 3.5 it is stated that the resistance of an insulator to 
service deterioration is mainly dependent on the surface-varnish 
finish. This applies, of course, to all resin-bonded materials, 
and there is a theory that ultimately, owing to ageing, the surface- 
varnish cracks provide lodgment for any carbon and result 
eventually in treeing and subsequent failure of the insulator. 
Have the authors had similar experiences with surface varnish 
on bushings ? 

Fig. 5 indicates various forms of power-factor/voltage curve, 
and with curves (a), (c) and (d) it is not difficult to detect the knee 
point, but curve (5) is rising slightly below normal working 
voltage, and it would be interesting to know how the knee point 
is then determined. 

In tests on new bushings, variations of about 5°% in power 
factor between 0:58 and 0:75 of the working voltage have been 
experienced, and I should welcome the authors’ views on whether 
such bushings would be considered satisfactory. 

Curve (d) of Fig. 5 indicates a bushing, the power factor of 
which is abnormally high owing to moisture content. It would 
be useful if the authors would indicate the tolerance which could 
be allowed on new bushings for similar units at the same voltage 
and temperature. Instances have occurred where the range is 
about 130%, with over 50% variation from the mean value. 
The authors state that power-factor/voltage curves are indicative 
of defects other than ionization, e.g. internal conduction through 
a puncture of a condenser layer. Can the authors confirm that 
the power-factor test would indicate such a defect, as | was under 
the impression that a capacitance test was necessary for this 
purpose? 

In Section 7 it is stated that it is unnecessary to carry out routine 
tests of modern insulators on site, and it would be interesting to 
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know whether on 33kV switchgear the authors would sugges 
omitting any provision for such testing. 

Mr. P. G. Ashley: Fig. 6 shows discharge curves with a definit 
extinction voltage, and I have previously indicated* that result 
such as these are not always obtained. Much depends on th 
sensitivity of the discharge bridge, and until agreement has beet 
reached on sensitivity it is unwise to make comparisons. Fig. € 


0:025- 


00-0207 


O-OI5S- 


TAN 8 


O:Olor 


DISCHARGE 


0-005 


VOLTAGE, kV 
Fig. C.—Results of tests on 132kV bushings which have been in servic 
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shows some results of tests on 132kV bushings which have beet 
in service for more than 20 years, and it will be noted tha 
bushings Nos. 2 and 3 have a normal shape of the tan 6/voltag 
curve, although it is higher than would be expected for nev 
bushings. Curve 4 indicates some inferiority as compared witl 
curves 2 and 3, but this bushing will probably respond to drying 
out, after which I should expect the shape of the curve to b 
more normal. Curve | indicates some internal fault, and ; 
step-by-step examination of this bushing revealed that on 
dielectric layer was punctured and another had a very hig 
value of tand. However, it must be noted that the equivalen 
internal discharge for bushing No. 1 at 76kV was only 165upC 
as compared with 825C for bushing No. 2; and that bushin; 
No. 4—which is not greatly at fault—has 3 300 uuC of equivalen 
internal discharge. None of the bushings have failed in service 
and I consider that, although freedom from internal discharg 
at working voltage is a condition for which we are all striving 
it is not essential for safe operation over many years. 

I agree that regular tan 6 tests in service are not universalh 
essential. In my opinion, the need is less for bushings totall 


* Proceedings I.E.E., 1953, 100, Part Il, p. 441; ibid., 1953, 100, Part ILA, p. 176. 
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Fig. D.—Bushing comparator. 


immersed in oil than for those which are exposed to air. Where 
service testing is desirable, I have used a bushing comparator, 
as shown in Fig. D. The earthed ends of the bushings are taken 
to a terminal board where they are normally earthed. The 
comparator consists of a milliammeter and a Schering-bridge 
ratio-arms box. By means of suitable plugs, the milliammeter 
* can be connected to any bushing to provide periodic records of 
| the charging current. Similarly, the ratio-arms box can be con- 
nected to two bushings as shown, so that measurements may be 
made of the difference in tan 6 for the two bushings. In the 
| diagram, bushing No. 6 acts as if it were the standard condenser, 
and thus it becomes the reference bushing against which the 
others can be compared. Whilst there may not be a linear 
relationship between tan 6 and charging current, an increase in 
tan 6 is usually accompanied by an increase in charging current 
at any given voltage, and in some circumstances this might focus 
attention on a particular bushing, which might repay investiga- 
tion. If one bushing during periodic measurements shows a 
marked increase in charging current and in tan6 as compared 
with others of the same design, arrangements may be made to 
isolate that bushing and investigate it further. 

Mr. R. G. Torry: It is suggested that it is desirable to include 
in the test specification requirements to ensure that a bushing 
will perform in a satisfactory manner, not only as a separate 
entity but also situated in the position which it will occupy under 
service conditions; e.g. in a circuit-breaker or transformer tank. 
In this condition the stress distribution may be affected by the 
proximity of adjacent metalwork to such an extent as to reduce 
the ability of the bushing to withstand the required test 
performance. 

Allowance should also be made when testing air-immersed 
bushings to take account of the relative humidity of the air; and 
attention should be given to site altitude, which, if high, will affect 
the density of the atmosphere and thus corona effects and flash- 
over voltages on site, as compared with test results at sea level. 

When considering wet flashover tests it should be realized that 
wet conditions will most likely be a cause of changed stress 
distribution and may even (in a particular design of bushing) 
so alter the stress distribution that the power-frequency wet 
flashover voltage is actually raised to a higher value than the dry 
flashover voltage. It is desirable to retain wet flashover tests for 
this reason and also as a check on the possibility of a flashover 
cascading over the surface of the insulator. 

It is highly desirable to test the ability of the porcelain weather- 
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shed, complete with its metalwork fittings, to withstand sudden 
temperature changes. The temperature-cycle test can be used 
for this purpose, but there is some doubt whether an incipient 
crack in porcelain can always be detected by the normal methods. 
Supersonic testing is not well adapted for this purpose. Do 
the authors know any method of testing which can be used to 
reveal such cracking? 

Dr. H. F. Maass: There is a fundamental weakness in the way 
that the relationship between service conditions anda specification 
for bushings has been dealt with. Section 5 conveys the impres- 
sion that this relationship consists of an extended list of proving 
tests only. That is rather putting the emphasis on the wrong 
side and is far too narrow a view. For instance, the revision of 
a specification should take account of cumulative service experi- 
ence. Bushings of British manufacture have given good service, 
even though they have been produced to what is now an inade- 
quate specification. In this excellent service record there have 
been very few blemishes, and the majority of such trouble has 
not been associated with matters covered in the existing British 
Standard. Occurrences like a cracked weather shed, a gasket 
admitting moisture in time and a surface finish which in the long 
run suffers from moisture and bad pollution combined, would, 
however, not be obviated by the authors’ proposals. My con- 
clusion is that a specification cannot eliminate the necessity for 
the special skill of the manufacturer. The manufacture of 
bushings is a highly developed technique and requires a wide 
background of experience. This could in no way be replaced 
by a long string of tests. Basically, a specification has to define 
the requirements the bushing is to meet in service and its applica- 
tion together with other gear. Such a definition of requirements 
does not by itself necessitate proving tests. However, tests have 
to be made to check design and manufacture. Thus provisions 
for certain widely-recognized tests are a most useful part of a 
specification. 

Still, and this cannot be overlooked, there remain service con- 
ditions which manufacturers have to take care of, even though 
tests suitable for proving purposes have not been evolved, as 
distinct from investigational test methods which can be very 
valuable indeed. The effects on bushings of moisture penetration 
and surface deterioration are an example of this situation. 

With regard to other service stresses the position is that, whilst 
tests have been evolved, there is neither sufficient information 
about them nor general agreement on their usefulness for proving 
purposes. Such tests should not be admitted if development is 
not to be hampered. The information given by the authors on 
the under-oil impulse-withstand test is rather meagre and hardly 
convincing. In connection with the internal-discharge test, it is 
stated in Section 4.2.5 that further work is required. 

In selecting proving tests one cannot lose sight of the cost. 
This increases the price of an article, the quality of which depends 
on manufacturing skill as much as on any specification. 

Mr. C. H. Berry: With regard to the statement in Section 3.5, 
why do the authors wish to confine the use of anti-tracking 
varnishes to exceptionally severe conditions? In my experience 
it is not uncommon, especially on low-voltage air-insulated 
switchgear, for the switch houses to be inadequately heated and 
ventilated. Whilst the onus for suitable conditioning is the 
responsibility of the user, every precaution should be taken to 
prevent surface tracking by the use of anti-tracking varnishes for 
all exposed s.r.b.p. bushings. With regard to the evaluation of 
varnishes for this purpose, the more well-known tracking tests 
have definite limitations in relating the performance of a surface 
finish to service conditions. The organization with which I am 
associated has developed a method of testing which simulates 
some of the worst conditions that may be found in practice. 
This test consists of an accelerated life test under conditions 
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involving high humidity, dust deposition, nitrous oxides and 
ozone. Sample treated bushings are subjected continuously to 
these conditions, whilst being energized at line-to-line voltage in 
a special test chamber. Although it may take some months to 
obtain the required information, the results are representative of 
what may occur in service over many years. The test enables 
the tracking resistance and the moisture resistance of the materials 
and varnishes used in bushing manufacture to be evaluated, so 
that the best-known finish and material can be used. An 
interesting feature of the test apparatus is that the atmospheric 
conditioning of the test chamber is obtained naturally without 
the aid of heaters or humidifiers by using, for the test chamber, a 
converted underground concrete air-raid shelter. It has been 
found that the humidity remains at about 90% relative humidity 
and the temperature at 16°C throughout the year. Variations 
can be obtained by controlling the ventilation. 

The authors have described a scheme for on-load power-factor 
testing of s.r.b.p. bushings. An alternative method which I 
have used successfully on 33kV metalclad switchgear may be of 
interest. As with the authors’ scheme it is necessary for the 
bushings to be provided with facilities for inserting between the 
low-voltage electrode and earth a resistance arm of a Schering 
bridge or similar test equipment. It is important to note 
that with on-load testing the bushing low-voltage electrode 
must not be left “floating” at any time. Before removing 
the normal earth connection, the low-voltage electrode of the 
bushing should be connected to earth through the testing 
equipment. 

If the low-voltage electrodes of two bushings on load and in 
the same phase are connected to a Schering bridge, using one of 
the bushings in place of the usual standard condenser, it is 
possible to measure the difference in power factor between the 
two bushings and so note any changes that take place. It is 
not essential to know the actual capacitance and absolute power 
factor of the bushings to note any changes, but these values are 
sometimes useful. They can be found if the actual power factor 
and capacitance of one of the bushings used in the test are known. 
If a circuit-breaker bushing is used as one of the bushings under 
test, this can be isolated from the supply at some convenient 
time, and its power factor and capacitance can be checked by 
the normal off-load Schering-bridge method using a standard 
condenser and a separate h.t. supply. Any bushing in the same 
phase as the circuit-breaker bushing can then be checked against 
the circuit-breaker bushing with the two bushings on load, and 
the actual power factor and capacitance determined. 

In Section 7 the authors state that on modern insulators made 
and tested to the standards laid down in the paper it is unneces- 
sary to carry out routine testing on site. This statement is 
contrary to the practice recommended in B.S. 1086, which empha- 
sizes the need for periodic checking on the condition of insulation. 
Surely the conditions prevailing on site determine whether routine 
tests are necessary rather than the performance shown by tests 
at the manufacturers’ works. 

Mr. ¥. S. Edwards: The data given in Figs. 3 and 4 would be 
enhanced if the approximate time of stressing during the tests at 
50c/s were included. Can the authors supply this information? 

Table 1 does not seem to be self-consistent, as the 1 min over- 
voltage test values in column 3 are substantially lower than the 
wet-withstand values in column 8. 

In Section 4.2.1 it is stated that the routine over-voltage test 
originated as a means of eliminating faults giving rise to thermal 
instability. By making certain reasonable assumptions it can 
easily be shown that if the bushing is of uniform quality it will 
have to be almost impossibly bad, with a value of tan 5 of the 
order of unity at the test temperature, for thermal breakdown to 
occur in Imin on the usual voltage test. Even the poorest of 
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bushings (judged by present standards) has a very large margl 
of safety against breakdown of this kind. 

It is stated in Section 6.1 that it was not until the 1930's tha 
power-factor measurements were made on bushings on site. J 
should be recorded that a 5kV portable Schering bridge was 1 
active use in this country in 1929.* 

There has been some discussion on the value of power-facto 
tests on high-voltage bushings at voltages well below the workin. 
voltage. There is no doubt that the value of such tests 1 
restricted at the lower voltages, but when site testing was firs 
introduced, the requirements of ease of transport and speed o 
measurement made a high voltage impracticable, and further 
more, the faults then frequent in bushings could often be readil 
shown up even at 5kV. The general quality at present is s 
much better, and the standard of performance expected is s 
much higher, that more refined methods of discrimination ar 
now needed. 

Mr. W. A. MeNeill: One of the main problems which ha 
delayed progress has been the under-oil puncture or flashover test 
One school of thought advocates an impulse-voltage test only 
but there are other advocates in favour of retaining the power 
frequency basis. At the present rate we shall end with havin; 
both types of test, and achieve nothing except additional delay 
to production. 

I am glad to see that the authors favour the impulse-voltag 
test, but note that the test voltages they propose are sufficienth 
high to ensure that a given bushing will automatically withstanc 
the power-frequency test if it has proved satisfactory on impulse 
I would have expected that an impulse-voltage test level, basec 
on the insulation co-ordination of a system, could in som 
circumstances result in an economy in material, and I should b 
interested to have the authors’ comments. 

Mr. W. B. Robertshaw: I have had several years’ experience o 
leakage testing by compressed air, and I have not known an} 
instance of a bushing so tested being returned from servic 
owing to an oil leak. The organization with which J am asso 
ciated recently co-operated with consulting engineers in al 
experiment designed to assist in assessing the relative merits o 
the air test as against the traditional oil test. Of the bushing 
tested, two began to leak slightly within one hour of the com 
mencement of an air test at a pressure of 10]b/in?, while th 
remaining samples completed one hour without apparent leak 
The complete batch was then subjected to an oil test for 24 hour 
at 10Ib/in? pressure and 75°C temperature. All the bushing 
successfully passed this test. The indication is therefore that th 
air test may be more searching and can be of shorter duration 
A quarter of an hour per foot of paper length has been tentativelh 
suggested as a suitable duration. It is suggested that the ai 
test, if acceptable, would by its speed and convenience benefit al 
concerned. It might be included by arrangement betwee! 
manufacturer and customer as an alternative to the traditiona 
oil test for types where at least equal sensitivity has been demon 
strated and where ease of observation is possible. 

Mr. W. Watson: With regard to Figs. 1 and 2, which record th 
wet and dry flashover characteristics of bushings fitted with rod 
gaps at various settings, I note that the tests were made usin 
132kV bushings only. Do the authors consider that test result 
obtained by such a method may be considered to be fully represen 
tative, since a 132kV bushing fitted with arcing horns set at onl 
a few inches can hardly represent a bushing for, say, 22kV? 

On examining Fig. 3, which deals with the axial breakdown o 
s.r.b.p. tubes, I am rather surprised at the impulse ratio of abou 
1-1 obtained on the shorter axial lengths; I think this figure i 
on the low side. We have done a certain amount of work o: 
this subject, and have found that, on short axial lengths, impuls 

* Electrical Engineering, April, 1934, p. 168. 
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ratios of at least 1-4 are to be obtained, and in one particular 
case an impulse ratio in excess of 1-7 was recorded. 

The bushing on which this figure was recorded was machined 
down and carefully examined at the conclusion of the tests, and 
whilst no signs of axial distress could be found, there were faint 
but unmistakable signs of incipient damage radially. This did 
not, however, amount to breakdown between foils and must 
have occurred at radial stresses considerably below the figure 
obtained by using the impulse-breakdown-voltage/thickness 
curve of Fig. 4, 

Mr. H. L. Thomas: In the formulation of the impulse air- 
withstand values given in Table 1, has due regard been paid to 
the impulse test requirements of transformers with which the 
It would appear that the values quoted 


, in the Table are in general agreement with existing or proposed 
| standards for the full-wave impulse test levels for power trans- 
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formers, and indeed it seems likely that this is in fact the basis 
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of the bushing impulse air-withstand proposals. However, it 
must be borne in mind that the transformers have also to be 
subjected to a chopped-wave test, for which purpose voltages 
15% above the full-wave values are applied. Do the authors 
consider that in the design of bushings to meet the impulse air- 
withstand values specified, there is likely to be a sufficient margin 
to avoid the possibility of flashover at 15°% above these levels? 
Actually, a bushing flashover during the chopped-wave impulse 
test on a transformer does not necessarily vitiate the test, but 
obviously it would be preferable for the chop to occur not on the 
bushing but on the properly standardized rod-gap which is 
provided in the test equipment. 

Messrs. B. N. Hardy, J. E. Adey and J. F. Dumn also contributed 
to the discussion at Manchester. 


[The authors’ reply to the above discussion will be found 
overleaf. ] 


NORTH-EASTERN CENTRE, AT NEWCASTLE UPON TYNE, 14TH DECEMBER, 1953 


Mr. D. Riach: I cannot agree that, as over-voltages at power 
frequency do not occur in service in excess of the phase-to-phase 


_ voltage of the system, power-frequency over-voltage tests are of 


little value. It is quite a common condition for steam-turbine- 
driven generators to be run for extended periods without their 
automatic voltage regulators being in commission. If the 
generator is tripped on load the voltage may rise to 50° above 
normal. At this value the voltage to earth will be 0-87 instead 
of 0:58 of the normal phase-to-phase voltage. In these cir- 
cumstances the duration of the over-voltage is dependent on the 
action of the operator. The same cause of over-voltage with 
water-wheel-driven generators will result in higher over-voltages 
Owing to greater overspeeding. Surely the 1 min power-fre- 
quency over-voltage tests in the various British Standards for 


composite equipments like switchgear, etc., provide the necessary 
factor of safety to cover this contingency better than would be 
the case if impulse testing were substituted, as the latter does not 
simulate the duration factor of a power-frequency over-voltage. 
If it were decided to dispense with power-frequency over-voltage 
tests for bushings, | would emphasize that B.S. 223 was based on 
the power-frequency over-voltage test values in the British 
Standards for switchgear, transformers and cables with an 
appropriate margin added. I think, therefore, that the first 
logical step involves getting these British Standards changed 
before B.S. 223 can be changed. 


[The authors’ reply to the above discussion will be found 
overleaf. ] 


NORTH MIDLAND CENTRE, AT LEEDS, 2ND FEBRUARY, 1954 


Dr. E. C. Walton: With reference to the condition of thermal 
instability in a dielectric, the statement in the first paragraph of 
Section 3.3 is, in my view, rather misleading. With any device 
in which energy is being dissipated as heat, the mean temperature 
continues to increase until the rate of heat dissipation to sur- 
rounding media rises to the level of the internal power dissipa- 
tion. Then, and only then, does the temperature become stable. 
With a dielectric in which the rate of energy dissipation (owing 
to losses) increases appreciably with rise in temperature, the 
conditions may be illustrated by Fig. E. Curve (i) gives the 
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Fig. E 


_ relationship between the rate of heat dissipation from the dielec- 


tric to surrounding media and the temperature rise. Curve (ii) 


relates the power loss in the dielectric under specified electrical 


conditions with the temperature rise. The point of intersection 


of these curves gives the estimated steady temperature rise, 0, 
attained under these conditions. If 6 is sufficiently high, or if 
curves (i) and (ii) diverge so that stable conditions are unattain- 
able, damage to the dielectric occurs and breakdown ensues. 
The authors do not state the temperature at which the test results 
depicted in Figs. 3 and 4 were obtained. It would be interesting 
to see some curves plotted from the results of the thermal-stability 
tests on the h.v. bushings referred to in Section 4.2.2. 

The authors state in Section 6.1 that they regard the power- 
factor tests as the most informative of all site tests for bushings. 
Whilst this may be so, I should have thought that data might also 
have been given on the actual power losses occurring in bushings. 
From both power-loss and power-factor data it is possible to 
detect any changes in capacitance. Have such changes been 
investigated in connection with bushings? Is it possible that 
such changes may be responsible for the decreasing power factor 
indicated by curve (¢) in Fig. 5 of the paper? 

Mr. A. J. Coveney: I disagree with the authors’ statement that 
the temperature may be no more than 60°C on bushings used 
in switchgear. With heavy-current switchgear, a permissible rise 
of 50°C over an ambient temperature of 35°C is allowed, and 
where the insulation is in direct contact with the conductors, 
higher temperatures will be possible. It would be interesting 
to know what the power-factor loss would be in Fig. 7 for, say, 
an additional 30°C rise, since curves already show a 100% rise 
between temperatures of 20°C and 40°C. 

I agree that site tests are often made on a number of insulators 
in parallel, and the readings may be misleading, but can the 
authors give any indication whether there is an approximate 
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rule which can be applied to site tests, since a decision often has 
to be made from these whether an insulator must be condemned 
or not, and the curves shown in Figs. 10 and 12 indicate a large 
difference between site and works tests? It would be interesting 
to know also the position on the switchgear of the insulator 
covered by Fig. 10. 

With regard to Fig. 14, it would be costly to provide test 
terminals with suitable plug-and-socket connection for the testing 
of each individual insulator. It is a question of economics, but 
I agree that it is worth while for insulators on important busbar 
installations. The auxiliary winding appears to be superfluous, 
since I do not see why the standard 110-volt secondary winding 
should not be used. 

Mr. W. Plumb: From my own experience, the thermal-stability 
test is the one which gives most information on the subsequent 
performance of a bushing, and is of more value than any of the 
other tests which are applied for various reasons. This power- 
loss test curve is normally plotted against the application of over- 
voltage under certain conditions, principally of temperature, but 
I do not think that sufficient thought has been given to the ques- 
tion of the time applicable to this test. I agree that extended 
time tests cannot be accelerated and may therefore be difficult 
to carry out, but I am convinced that more attention should be 
paid to the voltage/time characteristic of all insulation than has 
hitherto been given. 

Is there any possibility of an agreement with the United States 
on the question of the waveform applicable to impulse testing? 
In my opinion, the American method of 14/40microsec is less 
arduous than our own 1/50microsec waveform, particularly 
owing to the increased length of the tail in the British method. 
I should like the authors’ opinions as to why no measure of 
agreement has been obtained to reconcile these two methods; 
and is the difference of 10c/s in the power frequencies a reason 
for the differing impulse wavefront being selected ? 

Mr. A. R. Rumfitt: The tests described in the earlier parts of 
the paper are submitted on the basis of their influence on the 
authors’ recommendations for a revised bushing specification. 
Therefore, it would seem justifiable to analyse the results obtained 
from these tests to find out whether the authors’ conclusions are 
justified. At this point we encounter difficulty in that the 
graphs, shown in Figs. 5, 6 and 7 respectively, do not compare 
identical bushing performances. In the first case, we have a 
graph relating to a bushing for use at an indeterminate voltage 
reference E; in the second case graphs are given for a 132kV 
bushing, and in the last case for a 22kV bushing. Therefore, 
unless we are assured that all these bushings are constructed from 
identical s.r.b.p. material we have no true basis for performance 
comparison. 


This difficulty of assessment is more clearly evidenced when v 
consider that, in Fig. 5, curves (a) and (b) are submitted as beir 
those for bushings having an ideal power-factor/voltage chara 
teristic at ambient temperatures, whereas the curves in Fig. 
show a marked deviation from these figures at the ambient ten 
peratures and a pronounced deterioration with increasin 
temperatures. 

In Section 4.2.2 the question of moisture absorption is di 
missed as being a thing of the past, with the implication that suc 
troubles will never be encountered with present-day material 
The authors do not, however, give any sound reasons for the: 
confidence in this respect. I submit that the higher power lo: 
at elevated temperatures, shown in Fig. 7, indicates that th 
bushing material is undergoing some change. This may rende 
the bushing liable to high moisture absorption when a rapi 
temperature drop is associated with an increase in the relativ 
humidity of the surrounding atmosphere. It would seem the 
the authors should have indicated the relationship betwee 
electric strength and the moisture-absorption properties of th 
materials used in s.r.b.p.-bushing construction, and whethe 
different grades of material are available by which high electri 
strength can be obtained by sacrificing resistance to moistur 
absorption and vice versa. 

In Fig. 6 it is significant that the internal discharge value dete1 
mined by the electronic method is given in arbitrary units. I 
the absence of details of the precise method of measurement, 1 
it possible to state whether the results of such tests are trul 
comparative and reproducible so that check tests on site can b 
compared with the tests carried out under controlled laborator 
conditions ? 

Mr. E. Bratton: The authors suggest 90°C as the highest tem 
perature which can be envisaged under normal working condi 
tions and base their test temperatures on that figure. Recen 
developments in transformer design both in this country and ii 
America suggest that, by the use of inert-gas sealing, oil tem 
peratures of about 130°C may be tolerated. Could s.r.b.¢ 
bushings be used at these temperatures, and if so, should th 
specification not be suitably extended? Using the author: 
formula relating temperature and power factor, this temperatur 
would give an increase in power factor to the fourth power. | 
the formula then applicable, and if not, what are its limits o 
application ? 

The use of alternating voltages for the discharge tests means 
in general, that discharge will only occur for short periods on th 
voltage peak during each half-cycle. It would seem that i 
certain cases the use of a direct test voltage would have som 
advantage, in that the discharge would be continuous and there 
fore possibly easier to compare. 


NORTHERN IRELAND CENTRE, AT BELFAST, 9TH FEBRUARY, 1954 


Major E. N. Cunliffe: In order to interpret with any degree of 
accuracy the results of power-factor tests on site, it would appear 
to be desirable to have prior knowledge of the manner in which 
the power factor for a normal bushing insulator can be expected 
to vary with time in service. This is particularly so when the 
insulator is being tested at one voltage only, as in the on-load 


THE AUTHORS’ REPLY TO 


Messrs. H. Barker and H. Davies (in reply): Several speakers 
have mentioned service conditions which bushings may have to 
meet. The maximum operating temperature for s.r.b.p., raised 
by Messrs. McLean and Bratton, depends on the duration and 


method. Although the authors have not included any power 
factor/time curves in their paper, I feel that it would be bott 
useful and instructive to have such information available. 

Mr. J. M. W. Mc®ride also contributed to the discussion a 
Belfast. 
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frequency of the high-temperature conditions, but continuou 
operation up to 100°C would be permissible. Thermal decom 
position of the cellulose is the limiting factor, and for this reasot 
the use of silicone resin offers no improvement. Although, a 
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Mr. Coveney states, conductor temperatures can reach 85°C, 
60°C is usually considered to be a reasonable average for the 
insulation material in a switchgear bushing. 

We cannot agree that the possibility of over-voltages at alter- 
nator terminals, of the magnitude stated by Mr. Riach, justifies 
the 1 min over-voltage test. 

We agree with Messrs. Torry and Fuller that the proximity of 
the surroundings of a bushing and other factors must be taken 
into account, and this is normally done by the manufacturer of 
complete equipment. Other speakers, notably Mr. Dalby, Dr. 
Maas and Mr. McCullagh, have raised interesting points on 
lightning protection, cracked porcelain, weathertightness, storage 
and handling, etc., and in general we agree with their remarks. 
They are, however, rather outside the scope of the paper, which 
has attempted to deal with those factors affecting the life and 
performance of bushings which can only be evaluated by testing 
of individual bushings and designs. Essential investigations 


‘} into performance of materials and design features, mentioned by 


Dr. Maass, and of which Mr. Berry’s tests on varnish finishes are 
examples, have of necessity been excluded from the paper. We 
have not experienced crazing of surface finishes giving rise to 


| lodgment of carbon such as Mr. Shackleton describes, nor have 


we found anti-tracking finishes to be necessary for high-voltage 
bushings. 

Mr. Rumfitt interprets our remarks in Section 4.2.2 to mean 
that we consider that moisture absorption is a thing of the past. 
We cannot see any justification for this interpretation. What 
we do say is that failures due to thermal instability are not 
experienced on modern insulators, and that one reason for this 
is improved moisture resistance. The relation between electric 
strength and moisture absorption is of secondary importance in 
this respect; more important is the relation between moisture 
absorption and electric losses. 

We agree with Mr. Torry that the stress distribution may 
sometimes be improved by the water in the wet flashover test, 
but fail to see how this strengthens the case for retention of the 
test. We suspect Mr. Fuller’s alternative test to be somewhat 
facetious, but a practicable test under polluted atmospheric con- 
ditions would certainly be desirable. In reply to Mr. Edwards, 
we see no reason why the | min routine over-voltage test should 
not be less than the wet-withstand voltage, as we consider that 
the 1 min overvoltage test is a quality-control test depending on 
the working voltage, and it bears no relation to the wet-withstand 
test. ; 

All the test values in Table 1, and their comparison with exist- 
ing 50 c/s test values, are based on the proposed international 
standard impulse levels. If suitable co-ordination and protection 
can reduce these levels, economy in bushing sizes would no doubt 
be feasible, as Mr. McNeill suggests. We would also suggest that 
many designs of bushings now in use have a generous margin 
over the present power-frequency oil-withstand values. In reply 
to Mr. Plumb, the 14/40microsec wave is not less arduous for 
s.r.b.p. than the 1/50microsec wave, and the limits specified for 
the latter also embrace the former. So far as we are aware there 
is no relationship between the American waveshape and their 
frequency of 60c/s. In reply to Mr. Thomas, bushings designed 
to the impulse levels given in Table 1 should withstand the 
chopped-wave values, which are 15% higher. ° 

We agree with Mr. Edwards that the | min over-voltage test 
cannot be considered to be a thermal-stability test, but we have 
suggested in the paper that one reason for its adoption was to 
eliminate bushings with patches of poor quality or pockets of 
moisture which would cause failure owing to thermal instability 
at lower voltages and Jonger times. 

Dr. Walton suggests that a bushing may reach stability at a 
dangerously high temperature. Whilst this is theoretically 
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possible it is most unlikely, since the electric-loss/temperature 
curve is so steep at such temperatures that the bushing would, in 
fact, not become stable. We cannot agree with Mr. Plumb that 
the thermal-stability test gives most information about a bushing, 
as the most important part of the voltage/time characteristic is 
that which embraces the working voltage, and in this range of 
stress, internal discharges are invariably the most important 
factor. 

Several speakers have mentioned limits for power factor both 
in the factory and on site. These are determined so much by 
design, materials of manufacture, location and other conditions 
that no useful purpose would be served by attempting to lay 
down such limits. We agree with Mr. McCullagh that the 
specification of ionization points equivalent to the rated voltage 
is unnecessary and uneconomic. 

In reply to Dr. Walton, power loss and capacitance are nor- 
mally taken into consideration, and perhaps this could have been 
made clearer in the paper. It is unusual for capacitance to 
change noticeably during a power-factor/voltage test, but such a 
change could accompany a falling curve under certain conditions, 
e.g. a partially punctured layer which breaks down with an 
increase of voltage. In reply to Mr. Shackleton, a punctured 
layer is usually shown up by a power-factor/voltage test, and we 
are surprised that Mr. Jewell could not detect a punctured layer 
by this test, unless the equipment was somewhat insensitive. We 
are interested in Mr. Ashley’s discharge and power-factor/voltage 
curves, which confirm our view that discharge tests give informa- 
tion additional to that provided by the power-factor/voltage test. 
It would have been interesting to see the results of discharge 
tests made on the bushings covered by Fig. C before they were 
put into service. Mr. Dalby’s remarks on the gradual reduction 
in the amount of discharge in bushings in service are pertinent 
to this; whilst the effect has certainly occurred the reverse has 
also sometimes been the case. We also agree with Mr. Dalby 
that discharges are likely to produce radio and television inter- 
ference. 

We cannot understand why Mr. Rumfitt wishes to compare 
Figs. 5, 6 and 7, since they were intended to illustrate quite 
different things and do not necessarily bear any relation to each 
other. 

With regard to site testing, a 10kV Schering bridge will 
frequently give an indication of the deterioration of a condenser 
bushing for voltage ratings up to 33kV and even higher, because 
faulty bushings often develop falling power-factor/voltage 
characteristics and/or exhibit higher capacitance, especially on 
the breakdown of a layer, and any deterioration by discharges 
usually causes such a partial breakdown at some stage. Absorp- 
tion of moisture is usually shown by a high power factor. We 
agree with Mr. Edwards that more refined methods are required 
for modern insulators, but there is a danger of methods becoming 
too refined, with resultant difficulty in interpretation and possible 
rejection of sound bushings. 

We agree with Mr. Drummond that it is desirable to apply 
reduced over-voltage tests to old insulators; the reduction depends 
on the particular circumstances. D.C. over-voltage tests of the 
magnitude mentioned by Mr. Shackleton should not be detri- 
mental to bushings if they are clean and dry. With regard to 
insulation-resistance tests, we would refer Mr. Baker to Sec- 
tion 6.1.1 of the paper. 

Several speakers have mentioned the need for site testing, 
and we agree with Mr. Berry that it depends on site conditions, 
etc., although our experience is that there is less need for frequent 
site testing with modern insulators. In reply to Mr. Campbell, 
we think that provision should be made on 275 and 380kV 
bushings for testing on site, in view of the far-reaching conse- 
quences of breakdowns in such systems. Power-factor tests 
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would be the most useful; on-load testing could probably be 
applied, but it would depend on the particular circuit conditions 
and layout. 

The method of on-load testing described by Messrs. Ashley 
and Berry is undoubtedly very simple and useful. It suffers 
from the disadvantage that there is no real standard by which 
the condition of the bushing can be assessed, and there may be 
considerable difficulty in interpreting the results. Mr. Connon 
overcomes this difficulty to some extent, but his method involves 
the use of another bridge and the isolation of at least one bushing 
per phase. This partially defeats the object of on-load testing. 
There may also be practical difficulties in a large station. In 
reply to Mr. Coveney, experience has shown that a voltage 
transformer without a tertiary winding can be used in the on-load 
testing method described in the paper. 


In reply to Mr. Fuller, deterioration of the bushing shown il 
Fig. 9 would not have taken place if there had been no 1onizatio! 
at the conductor; and in reply to Mr. Coveney, the bushin, 
shown in Fig. 11 was a circuit-breaker tank insulator. 

With regard to Mr. Edwards’s query on Figs. 3 and 4, th 
breakdown values given are instantaneous values. .) 

We agree with Mr. Robertshaw that leakage testing by air 1 
more sensitive, but oil testing has generally been quite adequate 

We agree with Mr. Watson that the curves shown in Figs. 
and 2 are not completely representative at the lower spacings; 11 
fact, it is doubtful whether any set of curves of this type woul 
be. They were not meant to be applicable to all bushings, bu 
were inserted to show, in a general way, differences which ma; 
be obtained on dry and wet flashover tests with impulse an 
power-frequency voltages. 


DISCUSSION ON 
“TELEMETERING FOR SYSTEM OPERATION’ | 


(Before the MERSEY AND NortH WALES CENTRE, at CHESTER, 16th November, 1953, the WESTERN CENTRE, at BRISTOL, 8th March, and 
the EAST MIDLAND CENTRE, at NOTTINGHAM, 23rd November, 1954.) 


Mr. G. A. Burns (at Chester): I wonder whether the problem 
would have been tackled in the manner described in the paper 
had other sources of information been readily available, e.g. the 
photo-electric method of taking impulses from a watt-hour 
meter. With such an instrument and using the same pulse rate 
as is used for teleprinter signalling, the pulse-count method of 
telemetering could use a time-base of approximately 2sec. This 
would mean that any reading occupying a channel would be 
correct every 2sec, or (and this is frequently desirable) any 
selected reading would be available in a maximum time of 4sec. 
Where several meters are required to be transmitted over one 
channel, up to ten meters could probably be transmitted in 20sec. 

It is appreciated that, with the form of metering demonstrated, 
the higher impulse rate available from the photo-electric trans- 
mitter would improve the response time, and it would be interest- 
ing to see what improvement could be anticipated. 

Mr. E. A. Burton (at Chester): It is noted that extensive use 
is made of cold-cathode valves. In operation, the lower-voltage 
types require some light excitation. Does the type used in this 
equipment require such excitation? If so, I assume that without 
this feature these cold-cathode valves, and hence the equipment, 
would fail. 

Mr. R. Colclough (at Chester): Although the equipment 
described in the paper has not been transmitting at a voice 
frequency, its equivalent, which the B.E.A. is to use, will transmit 
in the upper part of the speech band above 2 200c/s. Would it 
not be possible to transmit the 120c/s band of this equipment 
lower down the speech band, say around 1 600 or 800c/s? I 
do not think that this would materially interfere with speech 
intelligibility, and it might then be possible to use lower-grade 
Post Office circuits, thus reducing rental costs. 

What are the voltage limits of the cold-cathode tubes? We 
know from experience that maintenance of this type of equip- 
ment can be overlooked, and if the limits are close, a frequent 
check will have to be kept on the equipment. 

Mr. W. L. Town (at Chester): It has occurred to me that 
there may be an alternative approach to this problem of trans- 
mitting information. 

In system operation the control engineer wishes to have a 
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continuous visual record of what is occurring in the remot 
metering stations, and in particular he is most interested in th 
rates of change recorded by them. To draw his attention to th 
latter, could there not be some form of indication on the meter 
such as increased illumination of the dial, brought about b: 
local circuits sensitive to rates of change, and transmitting | 
picture of the array of instruments by television? 

In effect, the control engineer could view directly the situatio! 
existing in the remote stations and take action accordingly. 
appreciate that the major objection to such a scheme would b 
the cost of the transmission cable, but the problems of convertin: 
the information to a suitable form for transmission do not arise 
and furthermore, no time lags would be involved. 

Mr. J. Garner (at Bristol): Is not the present method o 
indicating mains frequency from remote stations to the grou] 
control station more accurate than the ‘“‘cup and bucket”? method 

The impulse telemeter is dependent upon stabilized voltag 
supplies for its accuracy, and also thermionic-tube deterioratio1 
affects its calibration, whereas the existing system, having : 
voice-frequency tone modulated with the remote 50c/s frequency 
introduces no inaccuracies whatsoever. 

Mr. T. E. Jackson (at Bristol): The earlier systems of mete 
indications, which might still be adequate for indications o 
load at a bulk supply point, are quite unsuitable for use on mai 
transmission lines or for indicating the output from a generatin 
station. In these cases, uninterrupted indications capable o 
following changes instantaneously are the ideal. Such indica 
tions have been provided by the photo-telemeter since 1936, bu 
its application is restricted, since one frequency channel i 
required for each meter. 

The authors have developed a method of remote meterin 
which is a compromise. There is a slight delay in response 
but the system lends itself to multiplex transmission of severe 
meters over one frequency channel. At first sight, the code 
system of transmission would appear to be wasteful in signe 
units compared with the cyclic distributor, and one wonder 
whether the latter, because of its greater traffic capacity, is t 
supersede the coded system. A comparison of the two scheme 
would be of interest. The transmission of direction by anothe 
system when the cyclic distributor is used seems undesirabk 
particularly under floating conditions. 
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‘ The bunching of pulses leaving a generator summator gives a 
| wavering reading, but smoothing and the consequent delay in 
“response to genuine changes seems a dubious solution to the 
problem. 

Does the variable response, which is characteristic of the 
telemeter described in Section 4.2.2, discriminate between steady 
| and changing conditions when the steady condition is a high 
' reading, or only when it is floating? 

The design of mains-driven power supplies on which remote 

/ metering is entirely dependent should be more than generous. 


of components seems essential. Ease of access with safety for 
‘| Maintenance, especially with the relatively high voltages used in 

electronics, must be provided without having to interrupt the 
indication service. 

Remote meter indications can be no more accurate than the 
initiating measuring devices, i.e. voltage and current transformers, 
all of which have their own errors. I am sure that the authors 
will support a plea to meter users not to demand meaningless 
figures and graduations on magnified scales. If a meter has to 
| be large, so that it can be read from a distance, the pointer 
should be correspondingly thick. 

Mr. J. Smith (at Bristol): The main problem of the com- 
munication engineer has always been to convey the maximum 
| intelligence over the smallest bandwidth. The cup-and-bucket 
‘9 meter, together with the multiplex distributor, helps to solve the 
problem. However, I should like to consider the reasons for 
limiting the number of meters dealt with by the distributor to ten. 

First, the pulses are sent in cyclic order, i.e. their natural rate 
of sending is tampered with, and they can be transmitted only at 
‘| a given instant during each scanning period irrespective of their 
actual 'time of origination. We are told that metering information 
of 664 impulses/min can be transmitted over the multiplex system 
at a speed of 50 bauds with adequate fidelity. However, if we 
iy were to increase the cyclic time by adding further meters the dis- 
i) tortion would be correspondingly increased. It would seem that 
’ this problem is very similar to the bunched pulsing problem and 
can be solved by smoothing, which of course affects the response 
i} time. I appreciate that this distortion is not constant but will 
| vary as the pulsing time falls in and out of phase with multiples 
of the cyclic time. However, can the authors give any figures 
for the worst possible conditions? 

The next factor is the distortion caused by the cyclic times of 

the sender and receiver not being exactly the same. As the 
sender and receiver pulse together they will gradually get out of 
step, and a limit will be reached when the received pulses are no 
‘ longer directed to the correct meters. It would appear that if 
\ this became a problem a further synchronizing pulse could be 
i) inserted in the train. 
') Next it seems that two successive ‘‘mark’ signals cannot 
ti be effectively received on one meter, i.e. the “receive” circuit 
' must be reset with a ‘‘space”’ signal before it can receive the next 
“mark.’? This would seem to limit the cyclic speed of the 
distributor and receiver to a minimum of twice the maximum 
| pulsing speed of the meters, thus limiting the number of meters 
) in the cycle. With signalling at SO bauds and metering informa- 
tion transmitted at 66% impulses/min full scale, the number would 
) be approximately 20. It therefore appears that response time, dis- 
{ tortion and the number of meters per channel are all interde- 
pendent, and it would seem that in order to provide as many 
meters as possible they should only be as accurate as they need 
be, and have a response time as long as can be tolerated. 

A problem also exists when the number of meters is small. 
At present the planner uses a 2-way relay distributor for 
two meters and two 2-way distributors on two channels for 
four meters, and for more than four meters a 10-way multiplex 
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distributor. This leads to a desire, on the grounds of economy, 
to limit the number of meters to two or at the most four, or to 
fully equip a 10-way distributor. It would seem that a suitable 
compromise would be to provide multiplex distributors equipped 
only for the meters required at the outset but capable of being 
increased with the requirements of the system. 

Compared with present-day practice 10 meters per channel 
seems generous indeed, but in future a line serving a super-Grid 
point could easily require 20 meters or even more. 

Mr. H. H. Ledger (at Nottingham): Impulse metering of the type 
described by the author has been adopted by the B.E.A. as one of 
the features of its standardized supervisory equipment which is to 
be installed at all generating stations and supply points connected 
with the Grid system. It utilizes one or two super-a.f. channels on 
the private wire circuits used for supervisory and communication 
purposes. Each of these super-a.f. channels carries one of the 
multiplex distributors described in the paper and transmits ten 
metering terms. 

In the East Midlands Division we are particularly fortunate in 
having one of the first prototype installations of standardized 
supervisory equipment in the country. It is installed at the 
Coventry generating station where it is connected with the Area 
control centre at Birmingham. Associated with this is a satellite 
installation at the smaller station at Warwick, which thus forms 
a typical group system as described in the paper. The following 
telemetering information is transmitted from Coventry to 
Birmingham: 

Coventry total generated output in megawatts and megavars. 

System frequency. 

System voltage. 

Feeder power flow on three feeders in megawatts. 

Feeder power flow on one feeder in megavars. 


Total generated output in megawatts and megavars of the Warwick 
station. 


This system has now been in service for some four months. 

It has been found that, owing to Post Office faults or distur- 
bances on the line, the receiving end of the multiplex distributors 
‘may get out of synchronism. If, under these conditions, meters 
towards the end of the sequence are stationary and reproducing 
the multivibrator stop and start sequence of ‘‘mark”’ and “‘space,” 
the decoding receiver may accept them as such and will not 
synchronize correctly. Have the authors any solution to this 
problem? 

With regard to the elimination of electro-mechanical operation, 
the authors rightly claim that much electro-mechanical apparatus 
has been eliminated, but one of the key functions—that of the 
receiving relay for the multiplex distributor—is performed by a 
relay which may be operating almost continuously at speeds of 
up to 50 operations/sec. I am somewhat apprehensive about 
the life of that particular piece of apparatus, and I wonder 
whether an electronic relay has been considered for the purpose. 

With regard to the response time, I would draw attention to 
the slower response of the total-generated-output meters. A 
limitation is also imposed on the total-generated-output initiating 
equipment which requires that there shall be a minimum interval 
of 0:7sec between impulses. If these conditions are not 
observed the indicating meter may be affected by the random 
occurrence of the impulses. 

In general, it would appear that the equipment is well suited 
to system-operation purposes where communication channels 
are limited to Post Office circuits, as occurs in most cases with 
the B.E.A. Where channel space is less restricted, as for 
instance with carrier circuits, it is possible to employ telemetering 
equipment having quicker response characteristics. 

Messrs. R. H. Dunn and C. H. Chambers (in reply): We reply 
to the points raised by individual speakers under separate 


headings. 
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Mr. Burns.—There is no doubt that means for obtaining a 
selected reading in 4sec will become available, but for continuous 
reading an alternative fast-counting and coding system giving 
ten readings in 20 or even 10sec is not a sufficient improvement 
over the system described to justify the considerably increased. 
complexity and cost involved. Faster response can be obtained 
only with increased bandwidth or more expensive equipment, 
and there are few cases where increased response justifies the cost. 

Mr. Burton.—The tubes employed require some light to main- 
tain operating conditions. A very wide range of illumination is 
acceptable, and an underrun lamp in the cubicle is normally 
adequate. 

Mr. Colclough.—The signals can be transmitted anywhere in 
the speech band. It is a matter of accepted practice to use 
super-a.f. channels. The circuits as designed will operate over a 
voltage range of at least +20%. 

Mr. Town.—A television system using the same standards as 
the public service and showing nine instruments on the screen 
would reproduce the instruments at a diameter of approximately 
3in. This is about the maximum capacity of the system, and 
its bandwidth requirements would indeed be expensive. 

Mr. Garner.—With the present system there is inaccuracy in 
the indicating instrument. However, it uses a whole channel 
to itself and it is required to share such a channel with other 
services. Precision accuracy is not required. 

Mr. Jackson.—The coded system handles eight to ten meters 
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at 663 impulses/min on the average, and carries direction. Th 
cyclic method therefore does not give much more capacity, an 
it introduces difficulties regarding synchronism. A modificatio 
of the circuit will enable directions to be carried in place of on 
meter. Delay in overcoming bunching represents another con 
promise. Existing metering equipment is used, thus saving cor 
siderable additional expense. The variable response occurs < 
all times but is most noticeable at low readings. We agree wit 
the views on power supplies, which are a matter of soun 
engineering, and on accuracy. It is strange that so man 
engineers can fall into the trap of thinking that they are gettin 
“something for nothing.” 

Mr. Smith.—The capacity of a cyclic distributor is state 
correctly. The worst case is that of a slow beat frequency at 
reading in the high part of the scale. The telemeter is mor 
susceptible to a rhythmic error than a random one, and bea 
frequency error sets the practical limit to the scanner capacit} 
as a compromise between capacity and error. 

Mr. Ledger.—With regard to the possibility of false synchre 
nizing in teleprinter signalling, the condition is accentuated by th 
manner in which it is being used. To overcome the difficulty 
propose to introduce a suitable period of “mark” at regula 
intervals. With regard to the possibility of using an electron: 
relay in place of the electro-mechanical one, this has been give 
some thought, but with present techniques it is not an econom: 
proposition. Further development may make it more attractiv 


DISCUSSION ON 
“MAGNETIC MEASUREMENT OF MECHANICAL HARDNESS’’* 


Dr. W. N. Hindley (communicated): I wish to refer to the 
opening sentence of the Summary. Magnetic hardness may not 
be quite so new as the author would have us believe. The 
relationship between magnetic hardness (M.H.) and Vickers 
diamond hardness (Hp) has been known for many years. It 
was actively employed during the 1939-45 War for the inspection 
of armour-piercing bullet cores, and I built automatic magnetic- 
hardness testing machines to inspect and sort at the rate of 
120 cores per minute on an accept/reject basis. 

A machine would be adjusted so that the cores within the 
hardness range 850-920H, were accepted and those below 
850Hp and above 920Hp were rejected. It should be men- 
tioned that the cores (test pieces) were small steel samples with 
a constant hardness for a given sample throughout its mass. 

A brief description of the principle is included in the Introduc- 
tion to a paper on “Sources of Error in Diamond Pyramid 
Hardness Measurements on Hardened Steel.’”’+ A patent has 
been granted for improvements in H, measurement using this 
principle. 

Mr. D. Hadfield (in reply): I should like to make it quite clear 
that there was no intention of suggesting, in the Summary of the 
paper, that the subject of magnetic hardness was new. In fact, 
in the Introduction I did state that the subject was at least a 
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century old. I do claim, however, that the method describe 
in the paper is new and is quite different from any other methox 
which have been described. In point of fact, the original wo1 
was carried out as long ago as 1942 and was the subject « 
secret reports to the Ordnance Board dated 12th Novembe 
1942, and 12th January, 1943. Unfortunately, it was n 
released before 1953 and for that reason was not published earlie 

Mr. Hindley’s method does not depend on the permeabili 
of the bullet cores but on the residual magnetization or remanet 
magnetism after saturating. After passing through the ma 
netizing field the working point would move from saturatic 
in the first quadrant of the hysteresis loop, down to the dema 
netization curve in the second quadrant, and to a value equal 1 
the open-circuit working flux-density of the bullet core. TI 
remanent magnetism was measured by dropping the cor 
through a search coil connected to a ballistic galvanometer who 
deflection was proportional to the remanent flux, this in tw 
being proportional to the hardness. This method is satisfacto: 
in this case since all the cores had the same composition and he 
treatment, and thus the demagnetization curves were almo 
identical in disposition but would probably vary a little in fullne 
factor with hardness. 

Unfortunately it was not possible to describe any other methc 
of magnetic hardness measurement in the paper owing to spa 
restriction. 
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needs no great length of cable to absorb 20 volts, leaving little 
“i for the pipe it is desired to heat. If the cable was of high 
“{ resistance and was placed inside the lagging, the heat generated 
‘) would add its share to heating the pipe instead of being wasted. 
“It can also be an economy in the cable itself, which can be run at 
“a high current density (with, of course, heat-resisting insulation) 
and an improved power factor. 

| The same principle is also applicable to the larger-diameter 
4 vessels (Fig. 2). Some 30 years ago I converted a steam-heated 
i vessel 7ft in diameter and S5ft deep, and another 6ft 3in in 


I note with interest the wide applicability of the constant 1-57, 
although I would expect this not to hold for many of the alloy 
steels which are increasingly used. 

The circuit in Fig. 5 referred to as ‘“‘open delta” looks like a 
closed delta to me, with both ends of the pipe earthed. There 
| seems a possibility of some circulating current (which, however, 
would be small) with a star-connected primary; has the author 
observed any, which might perhaps be noticed as a shrill note on 
| local telephones ? 

Mr. J. R. Phillips: My department has undertaken a number 
of mains-frequency induction-heating problems in connection 
“b with preheating and stress-relieving for welding, the removal of 
shrink-fit couplings, heating for forging, etc. The largest jobs 
have been the local heating of boiler drums for welding, the work 
ip being carried out both on the shop floor and on drums erected in 
A section of a drum 4ft 6in in diameter and 


El a 70 volt supply from a 400kVA transformer to feed six turns of 
i) lin cable. The initial power was 180kW with a current of 4kA. 
1 The section was heated to over 500°C in 4 hours and cooled 


# machining, on a production basis, using mains-frequency 
4 induction heating. 

} Another very useful application is the removal of couplings 
1 that have been shrunk on to shafts. A coupling of 35in outside 


diameter on a 234in shaft with a shrink fit of 0-036in had defied 


{| 70 volt supply, giving an initial power of 124kW and 3660amp, 
{ the coupling was heated and removed in 25min. With this 
technique it is still necessary to use good pulling gear to start the 
« coupling and remove it quickly before the heat has penetrated to 
( the shaft. The essence of the job is getting the heat into the 
coupling quickly. A similar technique has been used to fit and 
} remove stainless-steel sleeves on ships’ propeller shafts. 

A further application is the preheating of billets, which are 
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DISCUSSION ON 

| “RESISTANCE HEATING OF MILD-STEEL CONTAINERS AT POWER FREQUENCIES’’* 
| SHEFFIELD SUB-CENTRE, 16TH DECEMBER, 1953 

Mr. W. E. Burnand: With currents of the order of 800amp it” 


subsequently heated to forging temperature by 1500c/s induction. 
In one case a coil about 80in long is used to put 180kW at mains 
frequency into billets of 34in square section. The total output 
of the heater is 2 tons an hour at 1200°C. This arrangement 
reduces the capital cost of equipment of this type. 

Mr. R. Green: The expression given for power dissipation in 
pipes includes all the physical dimensions except the wall thick- 
ness, since it is assumed that the skin effect severely limits the 
cross-section available for conduction. I suggest, however, that 
the combination of high temperature, heavy current and small 
tube diameter can increase the penetration depth beyond the 
assumed 20-30 mils. An expression for the penetration depth 
is given in Section 4.1. No units are disclosed, however, and I 
suggest that when using ohm-centimetre units a factor of 10? 
should be included to make the expression read 


: 1 ‘010° : 
Penetration = =a —— centimetres 
27V pf 


where / is in cycles per second. 

Dr. T. H. Barton: Table 3 shows that the skin depth is of the 
order of 0:025in, so that vessels having a wall thickness greater 
than, say, 0-lin and a radius of curvature greater than, say, lin 
are, so far as such a thin skin is concerned, close approximations 
to a semi-infinite conductor having one plane surface. Hence 
the formula for the latter will be applicable. 

I am surprised that the induction heating of the bottom of 
vessels by the use of pancake coils is found to be so inefficient. 
The only difference between this case and the type of induction 
heating described in the paper appears to be that in the latter 
case the induced current sheet is cylindrical, while in the former 
it is circular. A wide spacing between the inducing coil and the 
vessel will adversely affect the power factor, and I wonder 
whether the pancake-coil heating was tried with abnormally 
thick thermal insulation. 

Dr. D. Harrison: The index 1-57, which is the power of J given 
in the author’s law, is almost exactly 7/2, and it is interesting to 
speculate whether this has any significance, or whether it is a mere 
coincidence. It would be of great value and interest if tests were 
carried out on a wide variety of pipes and vessels, of widely 
different magnetic materials, so as to determine whether or not 
the law is obeyed, because if it is found to be valid over the 
widest range, it is possible that the index 1:57 has some 
significance. 

The author has not mentioned the possibility of proximity 
effects when the heated pipe and the return conductor are close 
together, as is desirable to reduce stray fields and losses. For 
pipes of equal diameter, acting as go and return, with centre 
distance of 14 diameters, the increase of resistance may be of the 
order of 30°%, and for a centre distance of 2 diameters this 
increase may be about 7%. 

Where the materials inside the pipe or vessel demand the use of 
stainless steel or other poorly magnetic material, it may be 
practicable to use an outer shell of mild steel, so as to obtain the 
relatively high resistance required. 

Mr. C. A. M. Thornton (in reply): It is necessary to avoid the 
fallacy that, by employing a return cable of higher resistance 
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and using it as an ohmic heating cable in contact with the pipe 
under the lagging, considerable improvement in efficiency is 
possible. Without recourse to this expedient the efficiency 
should be not less than 95 °%, so there is little margin for improve- 
ment. It is possible to arrange for the heating to be divided 
in any desired proportion between conductive and “heating 
element” heating, but the lower the proportion of conductive 
heating the slower the response to changes of control. For this 
reason we generally prefer to make the proportion of conductive 
heating a maximum, even at the expense of power factor. We 
also prefer to have the return cable accessible for maintenance. 

We have always loosely described a pipe connected as shown 
in Fig. 5 as “open delta,” although both ends are earthed, to 
distinguish it from the case in which the ends of the pipe are 
connected by a cable. Any earth circulating current there may 
be has never produced audible telephone interference, and a very 
large number of telephones are installed in the vicinity. 

The removal of shrunk-on componenis is often much easier 
with induction heating, and if there is still any difficulty the 
application of solid carbon dioxide to the shaft may further assist 
removal. 

The equivalent “skin” thicknesses given in Table 3 are calcu- 
lated from the measured ratio of a.c./d.c. resistance and the 
measured wall thickness of the pipe. They are not assumed 
values. The formula in Section 4.1 is quoted from Reference 4 
which, being a mathematical book, employs absolute units. 

Mr. Green is correct in saying that temperature and current 
affect ‘“‘skin’’ thickness, the former through its effect on resistivity 
and the latter through its effect on permeability; however, I do 
not think that tube-diameter enters into it. As the current in 
the pipe or vessel alternates in value, so the skin to which the 
current is. confined pulsates in thickness. The equivalent skin 
thickness is the virtual value of this pulsating quantity. 

It is an unfortunate weakness of some mathematical books on 
magnetism that they postulate non-existent material, namely 
material with a constant permeability appreciably different from 
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unity. They do not say enough about how to deal with practic 
magnetic material, which always has extremely variable perm 
ability. The gradual building up of contact resistance in contac 
carrying heavy current for long periods is a familiar phenomeno 
but in our conductive heating work special care has always be: 
taken to avoid it. Silver plating or cladding at the contact fac 
is generally the simplest solution, and in switches and circu 
breakers without silver contacts occasional opening and closi 
to wipe away the oxide film. 

Pancake-coil heating has never been tried with abnormal 
thick thermal insulation, but our desire to have the coil accessib 
with normally thick thermal insulation makes the couplit 
between coil and vessel bottom too weak to be effective. I ¢ 
not think that there is any significance in the approxima 
equality between the index 1-57 and 7/2, but there may well | 
a significance in the similarity between this law and that | 
Steinmetz, that the hysteretic loss varies as the 1-6th power « 
the flux density, and this. in spite of the fact that our hysteret 
loss is only a small percentage of the whole loss (see Table 3). 

I have calculated the corresponding indices from tests on 
commercial nickel pipe at various temperatures, with the follov 
ing results: 

Pipe temperature, °C... ae po 40) 150 250 350 
1-58, 64) G2a ss 

The nickel passes through its Curie point in the neighbourhoo 
of 360°C, as a result of which the value of » rapidly changes 1 
2 as the temperature is raised in the neighbourhood of 360° C. 

Unfortunately the Curie point of nickel is thought to t 
sensitive to the composition of the nickel, which makes condu 
tive heating of nickel pipe difficult to estimate correctly ; 
temperatures above 300°C. 

I agree that proximity effects have been neglected because w 
have never found our estimates to be vitiated by them; but the 
do exist, and by increasing the a.c. resistance of the pipe make 
easier to get the required heat into the pipe. 


Value of # in formula p = Ci” in Fig. 6 


DISCUSSION ON 


“THE ROYAL FESTIVAL HALL: 


ELECTRICAL INSTALLATION’’* 


(Before the NORTH MIDLAND UTILIZATION Group, at LEEDS, 19th January, the SourH MIDLAND SUPPLY AND UTILIZATION GROUP, 
at BIRMINGHAM, 8th February, and the SOUTH-WESTERN SuB-CENTRE, at TORQUAY, 7th April, 1954.) 


Mr. S. Addison (at Leeds): The author has shown us that in 
the Royal Festival Hall we have the product of the complete 
co-operation between the architect, the lighting engineer and his 
research workers, and the installation engineer, who has. made 
everything work so successfully and safely. 

The whole theme of the lighting has been to employ light 
sources without any glare sources, and the team of craftsmen are 
to be complimented on the excellent results produced. 

I noticed that when following the author from the entrance, 
the sequence of rooms was: 


Entrance lobby. 
Main cloak room.t 
Sunken foyer. 
Main foyer. 


* Hunter, J. G.; Paper No. 1412 U, December, 1952 (see 100, Part II, p. 69). 


t+, Where additional illumination has been provid ich i 
Peat hs provided over the counter, which is very 


and that we passed through varying levels of illuminatioz 
nairely: 


8 lumens/ft* 
4 lumens/ft? 
then to 50 lumens/ft? 
and then down to 10/12 lumens/ft? 


The increase in value from 4 to 50 is very great, but the eyé 
then having become “light adapted” have to adapt themselve 
in reverse to 10/12 lumens/ft?, which is exceedingly difficult fc 
elderly people. There must be some excellent reason why th 
high value was chosen, and possibly there is a gradual increas 
from the low to the high values. I should like the author t 
express his views on these differences in values, and to say whi 
colour of tubes was used? 

Another problem which rather puzzles me is why all the ho 
cathode light sources in the building are 4 ft 40-watt tubes. W: 
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there some particular reason why this type was preferred to the 
| 5ft 80-watt, which is generally considered a better commercial 
“! proposition ? 

3 In the auditorium, I was very pleased to see that incandescent 
“/ lamps provided the main general lighting, since I am not entirely 
satisfied that it is correct to use near-white fluorescent sources 


preference is for the lead-acid battery in glass containers, since 
one can so readily see the condition of the plates and can also 
assess the possible further life of such batteries much more easily 
than with metal-cased alkaline batteries. 

Has it been found that the floating-battery system has caused 


i with pinkish colours for interiors such as this. 
‘| can be better obtained and controlled by the colour of the decora- 


| 
I 


ral 


iii and sound-amplification circuits. 


The social effect 


tions or by the decorative lighting. 
The designers are to be congratulated on the planning of the 


‘WY ceiling cove lighting, and for their choice of cold-cathode 
“l sources. 
) the coves. 


I should like to know the colours of the tubes and of 


The siting and concealing of the stage and orchestra sources 
calls for particular praise, but I hardly agree with the unique 
but costly method of changing lamps for those of a higher rated 
voltage in order to produce lower values in illumination. It is 


! certainly desirable to avoid running the lamps in check for long 
‘| periods in order to save wear and tear of the dimmers, but to 
{ underrun incandescent lamps not only reduces their efficiency in 
‘y lumens per watt, incurring electricity wastage, but also seriously 


alters the colour of the light. I feel that it would be better to 


y Install more sources, possibly of a lower capacity, and control 
| the amount of illumination desired by switches and dimming. 
| There may possibly be complications and difficulties to balance 
‘the dimmer circuits with this alternative arrangement. 


No reference has been made to the use of footlights, which I 


Mt believe to be very desirable for ballet, and essential for soloists, 
if 
Wi Special effects. 


but perhaps this equipment is included in the temporary and 


Mr. J. R. Hanchett (at Leeds): The author states that the v.r. 


| cables were installed in screwed conduits for lighting and power 


I wonder why the difference 
was made; if the author was carrying out the installation to-day 
would he use p.v.c. entirely, since this material is cheaper 


| and easier to pull into the conduits, as well as having a longer 


life. 
The sub-main cables for power and lighting in vertical cable- 


| runs were of the drained-cable type in order to minimize the 


risk of oil pressure-heads at low-level sealing chambers. I 


} wonder why the author preferred this type to the pre-impregnated 
| cable, since the latter would have been equally satisfactory. 


In the sunken foyer the lighting is by 40-watt 4 ft fluorescent 


| tubes, and I should be interested to know whether the control 


gear is of the instant-start type, and if so why it was preferred 


| to the striker-switch variety; and if it is of the instant-start type 
| is it one which requires the use of special lamps with an earthing 


strip, and has a lower light output? 
Mr. N. S. Sellers (at Leeds): On the question of deterioration 


! of hur.c. fuses, I seem to recollect a statement in the technical 


Press to the effect that some 900 h.r.c. fuses have been replaced 
since the Royal Festival Hall was opened. 
This figure seems incredibly high in view of the fact that the 


| building has not yet been completed three years, and the deteriora- 
tion of the installation cannot therefore be put forward as an 


excuse. 

I should like the author’s views on the use of miniature circuit- 
breakers in place of h.r.c. fuses, and would be interested to know 
whether in the light of experience, he would install miniature 
circuit-breakers if he were planning the installation at the present 


time. 


Mr. G. E. McLean (at Birmingham): Could the author inform 
us why lead-acid batteries were chosen for the secondary lighting 


- installation, and whether any consideration was given to the 


installation of a nickel-cadmium-alkaline battery? My own 


more wear and tear on batteries owing to the difficulty of main- 
taining the rectifier output so as to balance exactly the fluctuating 
load of the secondary lighting installation, as compared with 
the trickle-charged battery system with the drop-out contactor 
change-over to the battery in case of failure of the mains supply? 
As the battery has now been installed some years, is there yet any 
appreciable deposition of sediment in the cells? 

What type of high-voltage cable was used for the cold-cathode 
lighting installation, and were any special precautions taken as 
regards possible fire risks due to breakdown of insulation of 
cables or transformers, especially where such equipment is in close 
proximity to, say, wood-framed fibrous plaster mouldings? 

It is noted that steel trunking was used for all services in 
switchrooms and for large concentrations of circuit cables. 
Were circuit cables and main cables run in the same trunking? 
If this is so a fault on a small circuit-cable might easily cause 
serious damage to main cables. 

Can any information be given concerning the performance of 
the heating and ventilating plant, particularly with regard to the 
maximum and minimum volumes of air for both intake and 
extract systems that could be dealt with by the equipment. 
What range of values in the volume of air per person per hour 
and what variation in the number of changes of air per hour are 
obtainable in the auditorium, meeting hall and restaurant? 

Mr. R. A. Joseph (at Birmingham): The first and most important 
point in the planning of this installation was the close liaison 
between the architect, the electrical engineers and the heating 
engineers. I should be interested to know whether the electrical 
engineers were called in at an early enough stage really to affect 
the planning of the building, or whether they were called in after 
the overall design had been completed. 

I note that no cutting of beams was permitted, and I should 
be interested to know whether, in practice, the pre-planning of 
the holes in the beams and walls worked out satisfactorily. I 
imagine there must have been some alterations in the layout of 
runs necessary at a later stage. Was any cutting permitted then, 
or were such cable runs taken over the beams? 

The author states that on the heating and ventilating system, 
motors have rotor-resistance speed control for a 40% speed 
reduction: this system seems wasteful. I should have thought 
that, with the amount of speed control probably necessary, com- 
mutator motors would have been economically justified. 

Double-pole 30amp micro-gap switches were used on the 
lighting installation, connected as two separate switches. I 
should be glad to know why this arrangement was adopted in 
preference to the use of individual switches, which would 
obviously have given greater individual control. 

I note that metal-armoured flexible cable was used to connect 
from the anticipated to the actual position of lighting points, 
and that these cables were run in the pre-cast ceiling. Were the 
final positions of the lighting points decided upon before the 
ceilings were finalized, or was the metal armoured flexible cable 
run on the surface, or was the concrete cut away for it? I shall 
be glad to know whether the method used was successful since 
it might well have wider applications. 

I note that stage lighting was dimmed by means of resistors. 
I imagine that ballet performances, and to some extent concerts, 
would call for a considerable amount of dimming, so the use of 
resistors would appear to be wasteful. Was there any reason 
why thyratrons were not used? 

I should be interested to hear how successful the aural cueing 
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has proved in practice. I have heard mixed reports on its use 
in other installations. 

I note that the main power distribution consists of paper- 
insulated lead-sheathed cables. Was the use of solid busbars 
run round the building considered at all? I should have thought 
that such a system would have been particularly attractive where 
final details of load were not available until a fairly late stage. 
No mention is made of fire-protection barriers in the rising 
trunks. Can the author give details of what was used? 

Mr. H. M. Fricke (at Birmingham): I should like to know 
what contribution is made to the heating of the building by the 
substantial lighting load, all of which is dissipated in heat. 

Mr. H. B. Mellor (at Birmingham): My first comment is on the 
earth-electrode system. I note this comprises driven 2in tubes 
coupled with horizontal copper-tape links buried in the founda- 
tion excavations. Could the author give us any earth-resistance 
test results on the driven electrodes and also on the horizontal 
tapes? [am trying to arrive at the comparative values of the two 
systems. 

As to the lightning-conductor arrangements, I note from the 
paper that the down-lead tapes are soldered on to the copper 
roof. Is there any form of mechanical joint in addition to 
soldering ? 

A useful addition to the paper would be a line diagram of the 
main and sub-main distribution system. This would tie up the 
description of the cables and switchgear contained in the paper. 

I was pleased to read that imagination had been used regarding 
the number of 13amp socket-outlets wired on one circuit, 
particularly where it was known that diversity would be very 
high. 

A previous speaker mentioned segregation of wiring in the 
trunking system. I presume that cables have been bound or 
labelled so that circuits can be easily traced. 

An expression is used in several parts of the paper, namely 
“mirror-glass reflectors with 150-watt tungsten lamps.’ Does 
this mean a separate reflector system or is it the 150-watt internal- 
reflector type of lamp? 

Are the cold-cathode tubes of standard length or “‘tailor made” 
to suit the building? 

Mr. S. R. Spruce (at Birmingham): I notice that micro-gap 
switches are referred to, I should be glad if the author could tell 
us how these switches have behaved in service, if they have been 
perfectly satisfactory so far, and if to his knowledge, they have 
ever been closed on a fault with which, presumably, the h.r.c. 
fuses would have to deal. 

Mr. A. R. Wade (at Birmingham): 1 should like to ask what 
relationship the actual running load experienced bears to the 
installed transformer capacity. Also, are the micro-gap switches 
used purely for sub-circuit switching or are they in addition used 
for isolation purposes when repairs are being carried out to the 
lighting installation? 

Has the author found that the 13 amp plugs and socket-outlets 
do in fact carry the full 3kW load quite satisfactorily ? 

Are the primary and secondary lighting systems run as com- 
pletely separate installations? 

Mr. H. J. Gibson (at Birmingham): Since the likelihood of 
lightning striking a conducting surface covering the top of a 
building shaped like an umbrella is remote, but sharp corners 
or points encourage lightning, it would appear that, by providing 
lightning-conductor spikes around the lower and outer edge of 
the building, the effect of the domed metal roof of the central 
part of the building as a protection against direct lightning strikes 
is defeated. I should like to ask the author why supplementary 
lightning-conductor spikes were provided. 

It is stated in the paper that a 1500kVA transformer is 
installed in the electricity supply substation, but the connected 
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load at the moment is only 1200kVA, with a probable additic 
of 500kVA for the extensions to the building, making a tot 
of 1700kVA. I should like to know what the actual maximu 
demand has been, because it seems to me that a 1500kV 
transformer to supply a connected load of 1 700 kVA, particular 
of the kind in the Royal Festival Hall, is very large; I shou 
have thought something about one-half the connected load wou 
have been sufficient. 

I presume the substation has been built at a distance awé 
from the Hall because of possible fire risk. It would have be 
better at the centre of the load. Can the author say what earthir 
arrangements are made at the substation? Were the Electrici 
Board allowed to earth their I.v. and h.v. switchgear on to tl 
earth provided for the equipment in the main building? 

The arrangements of the main circuits and the sub-main circui 
seem orthodox, and I wonder whether the possibility of rir 
mains, similar to the system frequently adopted on ships, w 
considered, or alternatively a busbar system. For example, 
seems possible that a ring main could have been provided at eac 
distribution level, or alternatively two vertical ring mains mig] 
have been practicable. The kind of building seems to lend itse 
to such an arrangement. 

When I went to the Royal Festival Hall I noticed fon 
microphones suspended from the roof. I should have thougl 
that in a planned installation this would have been unnecessai 
and that all microphones could have been concealed. Can tk 
author say why microphones of this type, which rather spc 
the effect of the ceiling, are required ? 

I should like to refer to the lighting of the Hall, and in pa 
ticular to what the author calls decorative lighting, by which 
presume he means the side lighting such as that in the front « 
the boxes and on the walls. I do not consider that this is decor 
tive in the sense that it has no utility value: it is supplementar 
to the top lighting, and I think it has the effect of preventir 
vertical surfaces being too much in shadow from the top lightin; 
I should like to ask the author whether the light from these sic 
sources was taken into consideration when the illuminatio 
requirements of a particular area were considered. 

Mr. T. D. G. Wintle (at Birmingham): With reference to tk 
13 amp socket-outlet, there is a little confusion in my mind as t 
the actual circuit arrangements here. The paper states that 
was found economical to connect up to 6 sockets to a 7/-0361 
circuit, and that ring circuiting was used in a few cases. Do 
that mean that more than 6 sockets were connected in some case: 

I should be glad if the author would tell us a little more abou 
his experience with the fused plugs and sockets. I am intereste 
to know whether they are of the round-pin type or the no 
standard flat-pin type. 

I presume that the 30amp double-pole micro-gap switch met 
tioned is the so-called micro-gap switch with approximate 
sin gap. There is, to my knowledge, only one true micro-ga 
switch made. 

As to the h.r.c. fuses, would the author tell us something abo 
the category of fuse which it is found necessary to use in the: 
boards? 

Mr. J. B. Brockbank (at Birmingham): I understand that tl 
heat-pump installation at the Festival Hall is being abandone 
because it is too expensive to run. It is stated that it w. 
designed as a base-load plant, to give about one-quarter of tl 
estimated heat demand of the Hall, so that it could be run at i 
optimum efficiency, without expensive and elaborate control 
Unfortunately, it appears that the heat requirements were gross 
over-estimated, so that the output of the heat pump is actual 
more than can ever be utilized. It therefore has to be run; 
outputs such that its efficiency is reduced, while constant manu 
control and supervision are necessary. 


| The unfortunate outcome of this experiment appears likely to 
‘ibe due to the factor so strongly emphasized by the author, 
‘namely lack of information in the design stages, and I wonder 
‘whether similar errors in estimating requirements have affected 
\the electrical installation. In particular, one wonders whether 
‘\the speed range provided on the heating and ventilating motors 
‘}has proved sufficient. 

I was interested also in the permanent wiring for B.B.C. 
‘requirements. A good many broadcasts have taken place from 
‘(the Hall, and I presume that the permanent installation has been 


ajto add any temporary supplementary wiring. About 25 years 


provide permanent microphone wiring to a control point, with 
\jarrangements for suspending microphones at any required point 
wjin the hall. This was carried out to the requirements of the 
43B.B.C. and was based generally on the newly completed installa- 
if tion in the concert hall at Broadcasting House. In fact, the 
|installation has never been used. The first broadcast from 
ithe building took place comparatively recently, and complete 
cemporary wiring was run for the purpose. 

_ Mr. R. Paterson (at Birmingham): An earlier speaker mentioned 
‘that he could not understand why rotor-resistor control of speed 
) aad been adopted for the ventilating fan motors, and he suggested 
that a more efficient type of drive might have been adopted with 
vjadvantage. 

It is known that to achieve the specified 40°% reduction the 
losses in the resistor will be 40°% of the motor output, but it is 
»faot always appreciated that the power demand on fans varies 
taearly as the cube of the speed, so that at 60% of full speed the 
‘motor output is only about 25% of full-speed output, and the 
wjintegrated losses in the resistor—amounting to about 40% of 
425% of full-speed output—are not therefore so large as they 
}might at first appear. 

| Ihave no doubt that in the planning stage, the author would 
jassess the integrated losses arising from rotor-resistor control 
| and equate them with the increased capital and maintenance 
expenditure for more complicated and more efficient types of 
iudrive. 

} Mr. F. H. Lealand (at Birmingham): 1 believe the Royal 
\Festival Hall to be unique in its design and planning, but I 
certainly get the impression from the paper that the equipment 
jin it was installed regardless of cost. I wonder whether the 
uthor would give us his views on the general economics when 
‘full lighting and heating loads are on, i.e. with a full building. 
}) Mr. W. J. Guscott (at Torquay): I should like to know the 
dmethod of metering adopted for the public supply to the Royal 
} Festival Hall and the form of tariff and terms of supply. 

| I should also be interested to know whether the Electricity 
(Board, in view of the importance of avoiding a failure of 
jsupply to a building accommodating so many people, had 
wranged for a duplicate service from a separate mains circuit, 
/or whether the secondary-battery lighting would last long enough 

o clear the hall if necessary. 

) Mr. A. W. Aliwood (at Torquay): It is noteworthy that the 
installation, although it reflects a considerable degree of credit on 
4-hose responsible for its design and execution, is rather an out- 
standing example of orthodox practice than one which embodies 
any features of new or revolutionary character. In this it differs 
substantially from the other features of the Royal Festival Hall, 
such as its architecture, which is a complete break away from 
I-raditional design and has become a significant contribution in 


he world of contemporary architecture. 


. 
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‘yused for these, but I wonder whether it has been found necessary ~ 
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I note that the present installed loading is approximately 
1200kW, but that this will be increased when the additional 
part of the Hall is completed, and that to supply this load the 
Electricity Board have installed a transformer capacity of 
1500kVA. In view of the diversity likely to be experienced, 
this would seem to be somewhat excessive, and I should like to 
know whether the author has any details of maximum demands 
recorded during the period in which the Hall has been in use. 

Mr. H. F. Truman also contributed to the discussion at 
Birmingham. 

Mr. J. G. Hunter (in reply): In reply to Mr. Addison, the 
differences of illumination are an essential part of the scheme 
and serve to mould the architectural features by high-lighting 
certain areas. There is, however, no danger due to differences 
of intensity, since those of adjacent areas gradually merge into 
one another. 

The hot-cathode tubes are a special colour, developed especially 
for this installation and known as “‘warm tint.” 

The 4ft 40-watt hot-cathode unit was adopted of necessity to 
fit into the proportions of the architectural features. 

Cold-cathode tubes are all warm white, and the reflecting 
surface of the ceiling is off white. 

The work entailed.in lamp changing is not so serious as it 
would appear, since adjustments are necessary to the angling and 
focus of the lanterns when changing over from concert to ballet 
or opera. The resultant alteration in the colour of the light is 
welcomed for orchestral purposes, and to meet this preference it 
would otherwise be necessary to employ a light straw-tinted filter. 

Footlights are not provided as a permanent feature, but ample 
dimmer-controlled circuits are provided in “dip boxes” at the 
stage front. The decision on the type of lighting to be employed 
for a particular performance rests with the producer concerned, 
and the engineer can do no more than provide ample facilities. 
I am of the opinion that footlights should be used in certain 
cases. 

In reply to Mr. Hanchett, I consider p.v.c. cables to be most 
suitable and should seriously contemplate their use to-day for 
all services. 

Pre-impregnated paper cables were not available at the time 
specifications were prepared for the installation. 

Instant-start gear was installed throughout the interior of the 
building and has proved most successful. I gave it preference 
on the score of lower cost initially and subsequently in view of 
absence of starter-switch troubles. Tubes with an earthing strip 
are not employed. It should be noted that instant-start gear is 
unsuitable for low temperatures, and, in view of this, starter- 
switch units were installed in all exposed positions such as 
entrance and porch lighting fittings. 

In reply to Mr. Sellers, I am unaware of the Press statements 
to which he refers. The proportion of fuse replacements was 
at first large, owing to initial troubles to be found on any new 
installation of this size. Most of the replacements were due to 
failure of lamps which at that time were not provided with an 
internal fuse. Experience since gained leads me to the conclusion 
that the cost of miniature circuit-breakers would not have been 
justified. 

In reply to Mr. McLean, a lead-acid battery was installed for 
no other reason than that I share his preference for a cell in a 
glass container, enabling its condition to be observed. The 
battery is in first-class condition, having a maximum depth of 
deposit of under din in four years. It suffers practically no 
wear and tear, since the rectifier output is automatically adjusted 
to the load, the regulation being by means of saturable-choke 
control having its d.c. winding in series with the secondary 
lighting load. 

The high-voltage cables are 6000 volt 1/-083in single-core 
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tape-covered ozone-resisting vulcanized-rubber-insulated (120 mil 
lead-covered neon-sign cable), reference 65121/A, to B.S. 559. 
The electrical protection is in the form of h.r.c. fuses on the 
primary side, and all transformers are steel clad. 

Main and sub-main cables were not installed in trunking 
containing sub-circuit wiring. 

The capacities of the ventilating plants are as follows: 


Auditorium. 
Air supply (maximum) 
Air extracted (maximum) 
Air supply (minimum) 
Volume of air per person : 
Number of air changes at maximum 


80.000 ft3/min. 
60.000 ft3/min. 
53 000 ft3/min. 
1 250 ft3/hour. 


output 5 changes per hour. 
Number of air " changes at minimum 
output we .. 3:3 changes per hour. 


Restaurant. 
Ratio of air change 
Meeting Hall. 


Ratio of air change (at maximum) 
Ratio of air change (at minimum) 


as for auditorium. 


10 changes per hour. 
6-6 changes per hour. 


In reply to Mr. Joseph, this job was one of the examples of 
good team work in which the engineers were consulted through 
all the steps of the planning and design, and in all but a few 
exceptions a complete agreement or a suitable compromise was 
reached with the architect. 

A combination of pre-planning and early site supervision 
resulted in sufficient cable holes being provided. In general, the 
prearranged routes were adhered to, the variations being in the 
number and sizes of cables. I would emphasize, however, that 
such a result could not have been achieved without early and 
constant site supervision from the time the foundations were 
laid and the first earthing electrodes were driven. 

The question of economic speed control was carefully con- 
sidered, and it was decided that commutator motors were not 
justified, since the plant is usually run under optimum conditions 
and speed variation is, in practice, seldom used. In addition 
it must be remembered that, as the power required to drive a 
centrifugal fan varies as the cube of the speed, control by rotor 
resistance is not nearly so wasteful as it would at first appear. 

Twin single-pole micro-gap switches are employed only on 
very large areas of lighting where a greater degree of individual 
control is important. It has the chief merit of economy in cost 
and space. 

Metal-armoured flexible cables were employed in suspended 
ceilings to bridge the gap between the approximate positions of 
the outlets on the conduit system and the actual position of the 
lighting point in the pre-cast plaster ceiling which was later 
erected. In all such cases the metal-armoured flexible was 
installed after the pre-cast plaster work, the holes for the lighting 
units being sufficiently large for this purpose. This is most 
important, since one must have access for subsequent main- 
tenance. All the metal-armoured cables are short and hang 
freely from the points on the concrete ceiling to the false plaster 
ceiling below. 

I consider resistor dimming in this type of hall to be justified, 
since the duration of dimming, even for ballet, is relatively short. 
Resistor dimming is the only system showing no loss when the 
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light is fully on or off, whilst thyratrons have a steady and cc 
siderable loss in the form of heater load whatever the dema 
on dimming. 

The aural cueing has proved in practice so successful that t 
visual system is seldom if ever used, and I should hesitate 
include visual cueing in future schemes. Aural cueing is 
much more flexible and caters for changes in lighting plot, a 
corrections, abusive or otherwise are possible if the cue has be 
misinterpreted. 

A busbar system was considered but found to be unsuital 
for a number of reasons, the foremost being the need to me 
the various sections of the building at the main switch-roor 
Fire barriers have been installed in all steel cable trunks at po 
tions where they pass from one room or section of the buildi 
to another in addition to those at intervals in long lengths. T! 
applies to sub-circuit cables only, since rising mains are either 
the paper-insulated lead-covered steel-wire-armoured type 
vulcanized-rubber insulated and in conduit, and where they p: 
from floor to floor through ducts the holes and spare ways < 
sealed off with incombustible material. 

In reply to Mr. Fricke, the heating and ventilating system w 
designed with due regard to the dissipation of heat from t 
lighting, and since the system is thermostatically controlled, t 
contribution from lighting and other sources is automatica 
taken into account. 

In reply to Mr. Mellor, the average resistance of the electro 
system to earth is of the order of 0:lohm. The down-le 
tapes from the copper roof pass right over it and are soldered a 
riveted at intervals. The inclusion of a line diagram was cc 
sidered but proved in practice to be so large and complicated 
to be unintelligible when reduced to the proportions of 
illustration suitable for publication. 

Cables in trunking were not bound or labelled, since I do r 
consider this to be any more necessary than in the draw boxes 
a conduit system. Wiring in a trunking system can be reveal 
throughout its length and cables easily identified. 

For the auditorium lighting general-service-type 150-wi 
lamps installed in minor glass reflectors are used. Interna 
silvered lamps were considered, but since, at the time of ple 
ning, they were newly introduced and insufficient experien 
had been gained of their life and performance, it was decid 
to adhere to the present system, which has proved very sat 
factory. 

With very minor exceptions all cold-cathode tubes are standa 
8 ft 6in lengths. 

Instant-start units are installed for all interior hot-catho 
tubes. 

In reply to Messrs. Spruce and Wade, the micro-gap switck 
have given excellent service, and if ever they have been closed 
to faults, they do not appear to have suffered from it. In 1 
opinion credit in this direction should be accorded to the spe 
of the h.r.c. fuse in clearing the fault. 

The maximum demand known up to the present time is of t 
order of 550 kW; micro-gap switches are in all cases installed { 
sub-circuit switching of large areas of lighting; no trouble 
been experienced over the carrying capacity of the 13 amp plu 
and sockets; and primary and secondary systems of lighting < 
run as completely separate installations. 
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It is a very surprising fact that the flux distribution around an 
jannular iron ring is substantially constant regardless of the 
‘disposition of the magnetizing winding. The problem raised by 
} this constancy of flux is often dismissed by the statement that the 
‘\iron conducts flux because of its high permeability. This is 
‘undoubtedly correct, but scarcely deserves to rank as an explana- 
}tion, if by explanation is meant that anyone who knew that iron 
has a high permeability should have foreseen the result. The 
“}treatment in the paper is based on the discussion of the problem 
“tgiven by Moullin.* It is assumed that, in order for there to be 
“4a certain flux density B at a point in the iron, there will also have 
“to be a magnetic force H at that point. The problem of flux 
propagation, therefore, becomes the problem of the propagation 
‘Yof magnetic force. If the contributions of pole strength within 
“ithe material are neglected, it is clear that the surface polarity 
‘on the iron must provide the mechanism by which the iron can Fig. 1 
‘tmaintain a substantially constant magnetic force throughout a 
ti ‘particular iron circuit. If there is to be surface polarity on the 
jiron, there will also be flux emerging from the iron. This flux 
is commonly called leakage flux and is often regarded as an 
‘Wimperfection in the design of the apparatus. But if we consider 
“Yan iron-cored transformer in which the primary and secondary 
indings are wound on different portions of the core, it follows 
4 it is the leakage flux that gives rise to the mutual Hubs So 


constant around the iron. The fractional value of leakage flux 
ill therefore tend to zero when the permeability tends to infinity, 
but it is clear that the absolute value of the leakage flux will not 
tend to zero. The problem should be considered with reference 
{to Fig. 1. Fig. 2 


| - magnetized by a single current loop (see Figs. 2 and 3). 
The leakage flux was defined as the difference between the fluxes 
wicrossing sections A and B of the cylinder, respectively. The ratio 
f the fluxes at A and B was calculated to be 


®, plog; — 2log (1 = — 210g (1 =) 
Pe rlog? — 208 (1 +5) — 2 log (1 +5) 


| * Mow Ltn, E. B.: Pe aaa os of Electromagnetism’? (Oxford University Press), 
|| Third edition, pp. 164-16 


Fig. 3 
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Fig. 4.—Theoretical leakage flux. 


Fig. 4 shows the percentage leakage flux 
O,—®, a 
DO, 


calculated for the case a/b = 3/2 and c/b =ajd at different 
permeabilities and positions of the magnetizing loop. The 
curves show that the leakage flux increases considerably as the 
current is placed closer to the wall of the cylinder. A mag- 
netizing winding consisting of a single loop is of course an 
extreme case, and in power transformers the leakage flux may be 
of little importance. But transformers are required in certain 
types of calculating machine, and in such applications it may 
be desirable to estimate the order of the discrepancy between 
voltage ratio and turns ratio. 

It may well be doubted whether results based on the assump- 
tion of constant permeability of the material can be of any value 
when iron is used, especially if there is considerable saturation. 
The experimental results show that the results do, in fact, apply 
to iron of widely different permeabilities. The reason for this 
remarkable fact is that the actual value of the permeability does 
not matter greatly, so long as it is much larger than unity. In the 
paper it is shown that the boundary condition at the surface of 
the cylinder is 


< 100 


where o is the local density of polarity and H, is the magnetic 
force normal to the surface at the point considered. It will 
therefore be seen that the surface polarity is to a large extent 
independent of the permeability, and thus the absolute leakage 
flux is also independent of the permeability. 

The experimental work was carried out on iron tubes of varying 
length built up from silicon-iron stampings lightly insulated on 
one side. The tubes were mounted, with their axes horizontal, 
on a slide which could be moved transversely to a long copper 
rod which carried the 50c/s magnetizing current. Search coils 
were wound on the tubes at opposite ends of a diameter and 
could be connected either in series or in opposition. An “‘inte- 
grating circuit’? was used in order to obtain traces of flux density 
on an oscillograph. Fig. 5 shows some typical traces, and it 
will be seen that the leakage flux [Fig. 5(5)] is practically inde- 
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(a) 


(6) 


(c) 


(2) 


(e) 
Fig. 5.—Waveforms. 


(a) Current. 

(b) Leakage flux. 

(c) Mutual flux. 

(d) ‘“‘Leakage”’ voltage. 
(e) ““Mutual’” voltage. 
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Fig. 6.—Percentage leakage flux in 35cm tube. 


Theoretical curve 


pendent of the permeability, although there is considerable 
saturation [see Figs. 5(c) and 5(e)]. Fig. 6 shows the percentage 
leakage flux with different magnetizing currents and also the 
calculated curve for constant permeability. In Fig. 7 the shape 
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Fig. 7—Comparison of shape of theoretical and experimental 
leakage-flux curves. 


of the calculated and experimental leakage-flux curves is com- 
jpared on the basis of choosing a value for the permeability which 
will make the theoretical and experimental curves coincide for 
ithe position of the magnetizing current when c/b = 0-65 (see 
Fig. 2). The ‘“‘equivalent permeabilities’? obtained in this way 
jare plotted in Fig. 8 for tubes of different lengths. The per- 
meabilities obtained from a d.c. reversal curve are plotted in 
{Fig. 8 for comparison. Some of the tubes had ‘“‘guard rings” 
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Fig. 8—Comparison of equivalent permeabilities. 


(a) D.C. reversal curve. 

(6) 8-75cm specimen packed both sides. 
(c) 17:5cm specimen packed both sides. 
(d) 35cm specimen. 

(e) 17:5cm specimen packed one side. 
(f) 8:75cm specimen packed one side. 
(g) 17:S5cm specimen. 

(A) 8:75cm specimen. 


in the form of further stampings placed at their ends in order 
to simulate more closely the case of an infinitely long tube. 
It is seen from Fig. 8 that there is good experimental agreement 
with the calculation, and that any discrepancy arises chiefly from 
the short length of the tubes. 

It has been shown that surface polarity (or leakage flux) gives 
to the iron its remarkable property of being able to maintain a 
constant flux around an iron circuit magnetized by a concen- 
trated coil. Good experimental agreement is obtained with 
calculations, even when these are based on the apparently drastic 
assumption of constant permeability of the iron. It therefore 
becomes possible to estimate the leakage flux in any particular 
set of iron-ring stampings and to estimate the order of the flux 
leakage in more complicated iron circuits. 


| 
| 


621.313.1.011 


| The recent increase in complexity of electrical power networks 
land control systems has led to the introduction of systematic 
methods of analysing the behaviour of networks and machines. 
jThere has been a trend towards the use of components of the 
jourrents, voltages and impedances of the system, which, while 
jentirely fictitious, lead to elegant solutions. Examples are found 
in the use of symmetrical components for the study of unbalanced 
polyphase networks, or the two-reaction components in Park’s 
jtheory of the synchronous machine.!8 In 1934 Kron, in America, 
ideveloped a technique for dealing systematically with trans- 
jformations of such systems of components.! He applied the 
jtransformation equations of tensor calculus to the analysis of 
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electrical machinery (and networks) and by doing so developed 
a generalized theory covering most types of machines. The 
present paper brings together some of the scattered works of 
Kron and demonstrates the differences between tensor and 
non-tensor terms in machine equations. 

The tensor technique is, briefly, as follows. The primitive 
machine shown in Fig. 1 is analysed using the electrical form of 
the dynamical equation of Lagrange in generalized co-ordinates.° 
In this machine the rotor is assumed to be smooth and to have 
on it a symmetrical two-phase winding sinusoidally distributed. 
The field is fixed in space and consists of the windings ds (direct- 
axis stator) and gs (quadrature-axis stator). The armature axes 
“a”? and “b”’ are fixed on the armature and rotate with it. 
Three-phase machines may be analysed by resolving resultant 
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Fig. 1.—Primitive machine with axes fixed to windings. 


current and flux vectors along similar axes. The equations of 
this machine are set up by inspection of the resistances and the 
self- and mutual-inductances of coupled coils of the system and 
by substitution in Lagrange’s equation. 

The self-inductance of phase ‘“‘a”’ of the machine shown in 


Fig. 1 may be written:4 
og li COS 20 oe ree SR ee GD) 


where Ly = (Lg, + L,,)/2 

Lz ae (La, re L,){2 
Ly, and L,, are the self-inductances of the rotor phase when it is 
in the direct and quadrature axes, respectively. The corre- 
sponding values of mutual inductance, rotor to stator, are M, 


and M,. § is the angle of rotation of the rotor. 
Lagrange’s equation is written, in electrical form, 


d oT ) z oT 
ae oxe 
The generalized variables x° are the electrical charges in the 
circuits or the rotor angle of rotation 6. The quantities x¢ 
therefore represent the currents i¢ or angular velocity d@/dt. 
The index c is written as a superscript to conform with the 
notation of the tensor calculus.1!9 
The stored magnetic energy T may be written down,‘ for the 
primitive machine shown in Fig. 1, as 
T = (Ly + Lz cos 20) (i)? + 4(Ly — Lp cos 20)(i%’)2 
+ 4L,,(i%)? — Lp sin 20(i2’i’) + M, cos O(i4i2’) 
— Mgsin 045i’) + M, sin 0(i95i5’) + M, cos O(i98ib’) 
AEG) eA Boe Toe RP) Spee ae ee ES) 
The dissipation function F is 
F=43[R,(0%)? + Rye)? + Ry(i%)2 + R,i)?] (4) 


Substituting eqns. (3) and (4) in eqn. (2), the complete set of 
equations for the machine may be written in matrix form as 


oF 
a =f opens Deere) 
x 


ds a’ 


Ra; + PLiags pM, cos @ 
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The equation of Lagrange [eqn. (2)] may be written in 
form such that transformation to new co-ordinates or co: 
ponents becomes a routine procedure. Thus the eqns. (5) 3 
the primitive machine of Fig. 1 may be transformed to give thc 
for the machine in Fig. 2, which has armature axes fixed relat 
to the field (i.e. a commutator type of machine). A wide ran 
of machines may be analysed by comparing their circuits w 


Fig. 2.—Primitive machine with stationary axes. 


those of Figs. 1 and 2, since different interconnections of t 
coils of the latter two primitive forms give the circuits for ma 
slip-ring and commutator machines. This aspect of the analy: 
has been extensively treated in References 2, 5, 8 and 10. 

The present paper deals with another aspect of machi 
analysis that has been used more recently.15,29,24 This consi: 
of transformations among different reference frames of a giv 
machine. A familiar example is that of the synchrono 
alternator which may be analysed either by setting up equatio 
relative to three-phase armature terminals, or alternatively 
using Park’s equations, which contain quantities appearing 
axes rotating with the field. The latter direct- and quadratu: 
axis quantities are, of course, fictitious, but they lead to simp. 
equations. It has been found, however,2°.2! that in hunti 
studies Park’s equations based on axes fixed relative to tf 
field are more complicated than those expressed along a) 
rotating freely at synchronous speed relative to the armatu 
The paper does not deal in detail with the equations of sj} 
chronous machines, but presents the concepts of transformatic 
among the reference frames, using the tensor technique develop 
by Kron. 

Tensors!9 are sets of quantities which are functions of a | 
of variables and are subject to certain laws of transformati 
when the variables are changed. 

For example, differentials in two co-ordinate systems are cc 
nected by the relation 


pM, cos 8 


Ry + pP(Lg, cos? 6 + L,, sin? 6) 


P(Lgy — Ly) sin 8 cos 6 


—pM, sin 0 P(L,, — Lg) sin 6 cos 8 


Ry + P(La sin? 6 + Lz, cos? 8) 


pM, cos 0 


pM, sin 8 


pM, cos 0 


where p = d/dt. 


and the gradient of a scalar is given by 


__0A 
radd=A,=-—, ..... 
g art (7) 
Wand ina new co-ordinate system 
il 
is Ox! 
A Aisa eS eo te Maat ae CS) 


The first example in eqn. (6) is that of a “‘contravariant’” 
vector or tensor of the first order, and the indices are written as 
|superscripts. The second example in eqns. (7) and (8) is that of 
ja “covariant” vector, and the indices are written as subscripts. 

The two forms of transformation may be written for (say) 


x2 Dxb DRE 
aoe on (9) 


Contravariant: 
Ox% XE OXY 


a OX™ OXK OXY (10) 


Covariant: ™ Usa Dek DEM 


Vikm 


In machine studies the partial derivatives are usually denoted by 


yar = u®C2CR : (11) 
Each index occurring twice on one side is summed in every case 
Wand disappears, leaving a balance of indices on each side. 

For electrical systems, Lagrange’s equation in tensor form 


f, = LX + [ab,clxex® + RX? - (12) 
: where f, gives the applied voltages. 
Lig gives the self- and mutual-inductances of the windings. 


Rg gives the resistances of the windings. 


1/oL, , oL OL 
se Cc ca — if 
oo Gad 2dx2 | dxb oxe ) (13) 
x4 gives the currents flowing in the various windings. Eqn. (12) 


whas a whole is a tensor equation and transforms to new co- 


Fra = Sein (14) 

‘Vand Fog = Leth + [eam iktt + Roy . (15) 
|| where Ling&*® + [An,m]xkx" + Ry X* 

= (Lx + [ab,clxexo + R,,x9CE, (16) 


0c? 
[ken] = [ab,c]C2C°Co a L,,Co-— 


ca md xn 


(17) 


+The relationship among the axis currents of the machines of 
4] Figs. 1 and 2 is as follows: 


jas = jds 
ja’ = i& cos 8 + iv sin 0 (18) 
jb’ = — if sin 8 + iv cos @ 
jas = [9 
jor in index notation Ke Oe (19) 
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where 


Cx as dr qr qs 


(20) 


The set of eqns. (18) gives a relationship among the differentials 
of the variables (since i4 = dx@/dt), and it is found that no 
relation between actual variables can be determined since the 
equations are non-integrable. The paper examines this relation- 
ship together with the modified form of Lagrange’s equation 
required when this “non-holonomic” type of transformation 
arises. 

The modified equation is that given by Boltzmann and 
Hamel,1,6.13 


a OIE OL Ol ee Ce oC oF 
ne) One SACs Ox" oxk Aer Oxe oa) 
In tensor form this equation is written® 
d?x4@ dx dx dx4 
= { ; eee, 
fe (Me dt2 I ae dt at Rey dt (22) 
where = [abe] + O46), + Qos — Qa, (23) 
SCN 0Ce 
— 1cekcn k 
and Ong =3acy Sqm Yxk ) Lae (24) 


The paper examines in detail the nature and applications of 
the “non-holonomic” symbols (2, ,, etc. 
The equation of the machine in Fig. 2 is written 


Cn = ee aS LnpDi alr Yoo 


The indices can take either the electrical part of the range of 
values, to give the voltage equation, or the mechanical part 
(denoted by the index s) to give the equation of torque.2 This 
leads to the equations for the machine shown in Fig. 2. The 
electrical equation is 


(25) 


he Raxi® + LinkPi® + 20, Ket (26) 
m\k ds dr qr qs 
(27) 
m\k ds dr qr qs 
(28) 
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mk ds di qi qs The steady-state equations for balanced conditions are foun 
aH by putting p = jw. In the synchronous-machine equations < 
ds Park the rotating vector quantities (fluxes, currents, etc.) a1 
constant under balanced steady-state conditions, and the corre 
dr Lig My sponding equations are found by putting p = 0. This differenc 
2A Syke (29) is one of reference frames. In Stanley’s equations the referenc 
Lele eae Sal ed 2 axes are stationary and the fiux rotates at synchronous spee 
whereas in Park’s two-reaction theory the reference axes rota' 
qs with the flux. When interconnected machines are being studie 
L it is desirable that phenomena are related in the same referenc 
frames. 
Thus eqn. (26) is expanded to The equations of the induction motor expressed along 
mY m\k ds dr qr qs 
| | 
Seamer OS \\ Wee tam IE Mp | 
_— : | | 
dr | ey dr Mp Ry + LaP Lip =| hee. 
= | (3( 
Gane qr —M pe —L4,p0 Rt Lie | M,pP 
qs Ce qs MP | Ros + LZ? 
The equation of torque is 
dé d26 ae 
Us =e Ror, ae Leas ste CLOT oa (31) 
where 20...,% = — (matrix 29) (32) 
In eqn. (26) the term 20 ; bik gives the generated voltages, 
and in eqn. (31), 20 gives the generated torque. | 
Eqn. (26) may be written 
Cm = Raxi® + Liygpik + GiypikpO met) 
The equation of the machine shown in Fig. 3, with rotating 
axes 1S 
Ce Reh dey Dee Nigel te (34) : 
where Vopr = [@Bsy] + Quen + Quag — Qaay - (35) 
The matrix equation in this reference frame is examined in the 
paper. It may be obtained by transforming the equations of 
either the first or second primitive machine, and it leads to an 
equation of the form’ 
Cy Rial? = Lg pi™ = G12 Vogt 0, (36) 
The tensor and non-tensor properties of the terms of this equation Fig. 3.—Primitive machine with axes rotating freely. 
are examined. 
To demonstrate in a simple manner the application of the 
above methods of transformation of reference axes, the equations 
of an induction motor are examined. A three-phase motor has 
been analysed by Stanley? by resolving the three-phase quantities 
into equivalent two-phase axes which are relatively stationary on 
stator and rotor. The equations along these axes are: 
ds Cus ds Ray le 
dr 0 dr Mp R,+L,p 
a | 0 qr | —Mpé Eid a 
qs gs qs 
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_|teference frame rotating with uniform angular velocity p0,, are (see Fig. 3) 


(38) 


(where p6, = p@, — pQ) 


or Cy = Ryod® + Lyg pit + Gyaitp8 + V.-~i2p8, (39) 
S; S; S> Sa 

(40) 

(41) 

(42) 

Cp Right La, Pit pL gpl pol. ip0, . (43) 

(44) 


i 


(45) 


[x= 


In terms of flux vectors!5 
e = Ri + pp + Bod + @pb, (46) 


In this form the steady-state equations for a balanced sym- 
metrical machine are obtained by putting p = 0 and using the 
relationships 

jS4 — jj$3 jS2 = jjS1 (47) 
and the operator p has the same significance under transient 
conditions as it has in the synchronous-machine equations of 
Park. Equations of torque and the invariance of power under 
the transformation are discussed. 

Synchronous-machine equations of the form of eqns. (43) 
are discussed by Kron in Reference 15 and used in his hunting 
analysis in Reference 20. 

The tensor method of electrical-machine analysis is systematic, 
and the equations are of a form that often leads to clearer 
concepts of the interactions of the currents and fluxes in the 
system. 


and 
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In calculating the performance characteristics of a convertor 
station the assumption is generally made that the alternating 
voltage at the convertor station is sinusoidal, which, however, is 
not justifiable unless the short-circuit capacity of the a.c. system 
feeding the station is extremely large compared with the rating 
of the convertor itseif. In the paper a method of calculating 
these characteristics without having to make the above assump- 
tion is developed, and the expressions obtained are referred to the 
r.m.s. value of the station voltage, where this will, in general, not 
be sinusoidal on account of the convertor loading. The results 
obtained by this method are being incorporated in a new docu- 
ment, “Recommendations for Mercury-Arc Convertors,’’ which 
is to be published shortly by the International Electrotechnical 
Commission, and the purpose of the paper is to show the deriva- 
tion of the formulae used to calculate the curves included in the 
new document. 

For the purposes of calculation the a.c. system is replaced by 
an equivalent ideal generator, producing a sine-wave voltage at 
an imaginary feeding point, and delivering current to the con- 
vertor station via an equivalent lumped impedance representing 
that of the a.c. network plus that of the various generators feeding 
the system. A formula is then derived relating the r.m.s. value 
of the alternating voltage at the convertor station with that of 
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the terminal voltage of the ideal generator. The results obtains 
are then used in the deduction of the additional direct-volta; 
regulation drop, due to the a.c. system, which is to be added | 
the direct-voltage regulation calculated in the normal way, i. 
with the assumption that the alternating voltage at the convert 
station is sinusoidal. In this way the total direct-voltage regul 
tion is obtained. A formula for the fundamental wave of 1 
alternating voltage at the convertor station is also derived. 

The second half of the paper deals with the question of pow 
factors and displacement factors (power factor of the fundament 
wave) of convertor stations. Formulae are derived in whi 
these items are related to the r.m.s. value of the station voltag 
taking into account the impedance of the a.c. system; and at tl 
end of the paper approximate formulae are given which can | 
used to estimate the power factors and displacement factors 
question to an accuracy of +0-01 for most practical cases. It 
also shown that the power factors and displacement factors | 
convertor stations depend entirely on known plant and a. 
system data, and consequently that acceptance-test measuremen 
of these items serve, in reality, no genuine purpose as they mere 
confirm this dependency. 

Charts of curves are included throughout the paper which ha 
been calculated from the various formulae over a range coverit 
most practical cases. 
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